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DIRECTORY 


HOW TO LOCATE THE VARIOUS SHOP PRINTS 
AND MOTOR DIAGRAMS 


TES purpose of this DIRECTORY is to aid the user of this Manual in locating information on any 
subject covered. As an example, if you want to study the special section on step-by-step Trouble 
Shooting procedure, the Directory tells you it can be found on Pages 12 to 32. Likewise, if you wanted 
to check up on the definition of some Electrical phrase or word, the Directory would tell you exactly 
where you could find the Electrical Dictionary section. The same thing applies in the event you want 
to study some motor diagrams on some certain subjects—the Directory tells yor WHERE ALL of the 


diagrams on that particular subject are to be found. 


On the adjoining page, you will note we have the first page of our MASTER INDEX. Now, the 
Directory differs from the Master Index in this respect. The MASTER INDEX is much more detailed 
than the Directory and tells you where EVERY specific SUBJECT can be found. The Directory, on 


the other hand, tells you where each branch (as a whole) is covered in the Manual. 


We furnish both 


these methods of INDEXING IN OUR BOOK FOR YOUR CONVENIENCE IN LOCATING THE 


INFORMATION YOU NEED QUICKLY. 


Pages 
Мазїег Іпдех ........................................ ү-ІХ 
Acknowledgments -............................................. х 
How to Use the Coyne Electrical and 
Radio Trouble Shooting Manual.............. 5-11 
Step by Step Electrical Trouble 
Shooting Program .........— ........... 12-32 
Electrical Diagrams — What They 
Mean — How to Use Them.................. 33-38 


ELECTRICAL WIRING DIAGRAMS 
Electrical Circuit and Wiring Diagrams... 39-70 


DIRECT CURRENT WIRING 


DIAGRAMS 
Instructions for Reading D. C. Motor 
Diagrams -............................................... 71-73 
Direct Current Motors ................................ 74-89 
е s Generators -..................... 90-96 
ч “ Armature Windings ... 97-113 
“ “ Testing 24... 111-118 
Direct Current Motors, Starters and 
Controls. аьаа ена niteat ries 119-159 
ALTERNATING CURRENT 
DIAGRAMS 
Instructions for Reading A. C. Diagrams 
A. C. Principles and Circuits .............. 160-175 
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Pages 
A. Cy Transformers .................................. 175-181 
А. C. Polyphase Motors .......................... 183-199 
А. C. Single Phase Motors ...................... 200-228 
A. C. Motor $#їагїегз ................................ 229-256 
А. C. Controllers ЛД. 257-274 
A. C. Starters and Controllers ................ 275-294 
Electrical Refrigeration and Air 
Conditioning Diagrams ........................ 295-340 
Automotive Е1есїгїсїїу ............................ 341-370 


RADIO AND TELEVISION DIAGRAMS 


Radio Principles and Circuits ................ 371-389 
Radio Tubes and Receiver 

Сотропеп®з$ ............................................ 390-402 
Radio Receivers and Controls ................ 403-431 
Sound and P. A. Systems ........................ 432-446 
Photocell Applications .............................. 447-451 
Television Systems .................................... 452-460 
Radio Transmission and Transmitters....461-484 
Radio Testing and Adjustment .............. 485-521 


Radio Service Diagrams and Data ........ 522-565 
Radio-Electricity and Electronic 

ПАНОВ аа пела 565-591 
Spare Time }оЬ Р1апз .............................. 593-612 
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MASTER INDEX 


V 


The Master Inc:x is furnished for your convenience in locating the Shop Prints and other information you 
want. Subjects are arranged alphabetically like a classified telephone directory. Use this Index often—it saves 
time for you. Definitions and explanations of words and terms are given in the Electrical, Radio and Electronic 


Dictionary—Pages 566 to 590. 





A 
Subject Page 
Absorption, coefficients, sound... 430 
refrigeration... a... 322, 325 
A-C apparatus... 0... 160-294 
Acoustics, see Sound. 
Advertising devices, electrical .... .595-96 


Air conditioning, central fan. . 
controls fOF..............-..-... 







purging of, refrigeration.. 
Alarms, annuniciator types 
bell уре... 
phototube operated... Е 
railway crossing 0-2. 
Aligning, receiver 
oscilloscope for... u u... 507 
superheterodyne...... 
without signal generator... 
Allen-Bradley controls 
PPM 148, 247, 255-56, 269 


508-9 


Alternating-current apparatus 


а-л за ЫШЫ салас Mae 160-294 

(See names of apparatus and parts) 
Ammeters, testing with... T ..29 
Amplidyne generator... Ac ..158 


Amplifier, audio- frequency, public 
address 441, 443, 445-47, 453 











transmitter... 467, 471 
class A, B, C, ett... eee 443 
modulated, transmitter....................-. 467 
public address......441, 443, 445-47, 453 
push-pull..... 5 s ses sess sess 395 
resistance coupled.. ..395 
sound recording... u... 450 


transformer coupled... I... 395 
Amplitude modulation...... 


Analyzer, radio, meter for ..510 
use o£... ..503 
Annunciator alarms.. -48 
wiring... ....48 
Antenna, directional effect ‘of қашан 387 
insulators for... sl 387 
1еай-іпѕ 388-89 
principles of.. .386-90 
types Of u... 385, 389 
Arc blowout, De-ion type... 250 
тпарпе{с....._................................... 147 
ladder, display... 22.2 287, 595 
transmitter, radio... U... 480 
welding... . 159, 604-6 
Агеаз, formulas OF 162 
Armature 
equalizer connections... . ..... 110 
generator, construction ___. 84 
insulation . 










motor, construction.. s 
testing, growler for 


meter for. 2022... - 
winding, automotive generator.. iat 607-8 
coil forming for... . ....... 112-13 
data sheet fOr... 110 
equalizers 22-2... 110 
Јар... 100-106 
materials for.. ..114 
tools 2... 114 
wave.. 104, 107-9 
Attenuator, public address... 444 


Audio amplifier, public address 
.. 441, 443, 445-47 453 
transmitter... .467, 471 
Auto-starter, see Starter, ‘motor, a-c, 
auto-transformer. 





Subject Page 
Automobile radio installation..........432-33 
interference.... ....433 
уіргаёогѕ ....434 
testers for..............................135 
Automotive electricity 341-70 
generator rewinding... 607-8 

Auto-transformer motor starter 

magnetic 
259-60, 265-66, 269-71, 276, 278 
па... 261-64, 277 
в 

Baffles, loud speaker, sizes Of................ 397 


....502 
....332 
....431 


Balanced armature loud speaker 
Balancing pressures, refrigeration... 
Ballast tubes, radio, circuits of... 








Battery ignition, principles Of................ 353 
Batteries, automobile, ground polarities 
-.................884 


storage, ‘cadmium test for. 
high-rate aischarge test NS 
Bearing, sleeve type............... ....292 

















Bell, alarm circuit for... .50 
polarized, a-c type.. ...53 
testing with............. 27 

Bellows type shaft seal..... 301 

Bias, grid. methods of obtaining. ....393 

Blowout, arc, De-ion type........ ....250 

magnetic, action of..... .147 
Brake, Prony, motor testing... 77, 132 
Braking, dynamic, action Of.................. 142 

circuits for... es 124, 126 

drum controller for... 143-46 

magnetic controller tor... ....155 

Broadcasting transmitter... _. 474 

Brushes, motor, fitting and setting ..... 85 

Building wiring, diagrams of... 

symbols for... 

tests ОК ооо: 

Buildings, heat transfer coefficients for. 337 

Bungalow wiring... ................58-61 

Burglar alarms, see > Alarms 

Butt welder, transformer for...... ...........183 

Buzzers, testing with... u... .... 27 

c 

Cadmium test, storage battery.............. 365 

Camera tube, television........... ..461-62 

Cams, principles of... eee. 291 

Capacitance, see Capacity 

Capacitive reactance 2... 164, 377 

Capacitor, see Condenser 
motors...................... ا ی‎ 

multi-speed.. 

principle of 
reversible. .. 

Capacity, antenna 
condenser, test of... .... 9.4 501 
formulas for... sss. 381 


plates, parallel t 
Capillary tube relrigeration c control......312 
Carbon microphone... 

pile motor starter, a-c.. 








Єз езек r nes 
Carrene, temperatures and pressures....319 
Carthweise three-way switch сігсиіё 56 
Сафоде-гау озсШоргарь..... 506 

oscilloscope, aligning receiver with..507 

tube, kinescope... a... 464 
Central enerev telenhone 59 












Subject Page 
Charger, гпарпеї _................................... 343 
Charging, oil, sss 

refrigerants........... a... 326-31 
Circuits 

а-с, POWER IRSA ge 174 

open, locating.... 17-20 

parallel, tests o£... sss 31 

рагїз оў............ .A3 

plate, radio............ ...392 


series, impedance of. ...165 
short, kinds Of... 15 

locating... иене 20-22 
testers for 


tracing of..... 
Clapper relay 
Class A, B, and C radio amplifiers. 
Clock, motor for............................ 
time switch with.. 
Code, color, RMA... 
radio signal.................. 
Coil, armature, forming o 
blowout, magnetic, action of.. 
field, tests of... te 
ignition, testing of... 






radio, Q factor of... ии... 384 
геасбапсе ОҒ................................ 384 

Теща: А а: ..180 
Cold-cathode rectifier tube.... ...401 
Cold control, thermostats for................ 307 


Color codes, RMA " 
matcher, phototube type.................. 452 
Commercial refrigeration 
cabinet insulation........................ 
loads for............. 
refrigerator for... 
Commutator construction... š 
tests ОЁ. асан) 85 
Compensator starter, see Starter, motor, 
a-c, auto-transformer. 
Compound-wound generators.................. 97 
MOTOS ore А схе ов нетеді наны 80 










Compressors, refrigeration 






efficiency tests of... 323 
overhauling........... ...334 
reciprocating type. ...301 
remove and install ..333 
rotary types....... ...901 
valve test Of........... 324 
Сораепѕег п\ісгорһопе............................ 440 


Condensers, electric 


action of.................... 
capacity test of.. 
color codes for.... 
power factor of... 
correction with 
reactance of........ 
tester for... 
testing of....... í 
Condensers, refrigeration... 
Conductors, number in conduit............163 
Conduit, rigid, size required for 
соп4ис®оГ$.._..................... 163 










Cone pulley drive... ........ 289 
Consequent pole windings, 
three-phase.._............... 
Continuous wave receiver... 
transmitter... "EDS 





Controls 


fnel antomnotive EL 












Subject Page 
CONTROLS (Cont.) 
motor, а-с, јорріпр .....273 
phototube for..... .254 ,271 
reversing... 276, 280-81 
speed, їһгее-рһазе.................. 278-79 
wound rotor............. 2.207 
motor, d-c, drum types 137-41 
dynamic braking... 126 
printing | PRESS ass 
remote... 









speed... 
remote, relays dor consen t ' 248 
self-synchronous... .188, 285-86 
асу; ККЕ 188, 285-86 
volume, radio, automatic... 419 

Controllers 
drum, d-c motor... l... a... 137-41 
dynamic braking... 143-46 
wound rotor motor.. ...282-84 
motor, d-C 2... 123-55 
printing press... ..136 


Converter, six-phase........... 
Cooler, room, unit for... 
Copper oxide rectifier |... 
Coupling coefficient, formulas.. š 
Crosley radio receivers........ MC RAE 525 
Crystal microphone... 
pickup, phonograph... 
Cumulative compound generator.. 








direct, apparatus for........ 
power circuits, formulas..... 
voltage regulators, automotive. S 359 
Cutler-Hammer controls .....130, 135, 150, 
153, 251, 257, 263, 270 

Cycle, four-stroke, engine.............. 343, 360 
refrigeration................ uses S11 
two-stroke, engine... 








D 
D-c apparatus... dita 
Decalorator refrigeration. 
Decibels, sound values of... 


Definitions, clectrical and radio... 566-90 
Dehydrators, refrigeration... ....336 
De-ion arc quencher..... 
Detection, diodes for. 
Detector, power, radio..... 
Diagrams, wiring, kinds of. 

meaning of...... 














reading of......... ....36- 38, 590-91 
schematic, meaning of AM 35 
Diaphragm loud вреаКег........................ 502 


Dictionary, electrical and radio ....566-90 






Diesel engine, four-cycle............ ...360 
two-cycle........ 363 
Differential compound generator 97 
motor... eee ...... .. 80 
gearing, principle of. .290 
Diodes, detection with... 372 
Dizect-current apparatus... 71-159 
Dise агїүе.................................................. 289 


sound recording on..... 
Discharging refrigerants... 
Displays, electrical........... ...287, 595-96 
Distribution system details......... ....181.82 
Diving duck display... a... 596 
Dixie ге1ау......................... 
Double-button microphone. 

pole switches, uses of ы 
Drive, differential MEER .290 








pulley, variable speed. 
Drop, voltage, d-c circuit 
examples of... 
experiment with... . 

Drum controllers, d-c motor. ... 137-41 
dynamic braking... n 
wound rotor motor... ...... 
service, refrigeration 





Subject 


Dry rectifier 
Drying of electric machinery. 
Duck, diving, display.......... 
Duplex lap windings......... 
Dynamic braking, action of... 2; 
circuits for... ....... 124, 126 
drum controllers for. 2 
magnetic controller.. 
loud speaker... 
connections of...... 
tester, radio receiver... 
Dynamo, see Generators, d-c 
Dynamotor, internal diagram.................. 98 
principles of. sss 473 









Efficiency test, compressor. 

Electric clock motor........ 
eye burglar alarm. 
refrigeration... a 
ме1аіпр. se 






Electrical dictionary... 
Electricity, automotive... 
Electrolier switch, uses of . 
Electrolux refrigeration units. 
Electromagnetic induction... 
Element windings, armature.................. 
Emerson radio receivers................... 


Engines 
automotive, vacuum tests on..........369 
voltage testing..............-.. 
Diesel, four-cycle... с 
*%ўО-сусї1е.........................--..-.---...- 
{оиг-сусїе.........................-.....-. 
internal combustion, р ...343 
two-cycle... š Z: s 
Epicyclic gearing... не 
Едчайгегз, агпзаїиге................................ 
Еуарогаїог, Йоаї їуре............................ 
trouble with... 
Expansion valves, refrigeration 











Р 
Factor, power, see Power factor 
Fader, public address... 444 
Farm light plant... eee 341 







motors, applicaticns.... 


Farnsworth radio receivers.. 532-36 
Ее сойз, «езе о... 118 
protection, d-c motor..................124-25 
revolving... 185, 187 


winding, automotive generator.. 
Film, sound recording on. 
Filters, radio frequency...... 
Firing orders, engine... 1... u... 1.1 
Fleming's left-hand motor rule.. 
Float, high side............... us 
troubles with. 





troubles with... 
Flow meter, Venturi. 
FM radio... и 414-18, 468 
F-114 refrigerant, temperatures and 
pressures for... 
Foot-candle illumination standards... . 
Ford V-8 wiring diagram 
Form winding, armature coils 
Four сус1е епрїпе..................... 
way switch, lamp control.. 
Freezer, ice cream. 
Freon-12 refrigerant, ‘temperatures 









and pressures fOF.............. 319 
Frequency, formula for... ..... 384 
modulation ......... 414-18, 468 


Friction disc drive... 
Fuel controls, automotive. 

injection, engine... E 
Full-wave rectifier... sss 401 


Gauges, refrigeration, installation........323 
Gearing, differential Е 
epicyclic....... ian ж 





Subject Page 

General Electric controls.......... 273, 276-77 

generators... ce eaten 97 

ТПОЁОГ$.....................- 211, 217-18, 222-26 

232-38, 265 

гад1о гесеУег®........._...... .. ...... 537-40 
Generators 





a-c, paralleling. .... 
phasing out. 





poles o£... eee 160 
principles of__............. 160, 170 
switchboard connections..............168 
зупсһгопт12їпү........................- 167, 170 
Атариїйупе.........................-..-----..-..-- 158 







automotive, controls for. 
testing 


4-с, асНоп оЁ.................... 
characteristics, tests of. 
compound wound...... 
construction of... noon 83 
interpoles for 
‘paralleling of... 
switchboard connections. 
troubles with....... ESE 92 

insulation tests of...... 

signal, calibration check.. 
welding, d-c motor for. 










Series буре.............................-.........- 95 
wind driven... 486, 601-3 
Glow lamp, t television. eee: 466 


Grid bias, methods of ob ning 
Grounds, accidential, locating... 
automobile battery polarity.. 
neutralizer quenching of... 
Growlers, construction of......... 
specifications ®ог................. 


tests with 116 
H 
Half-wave rectifier... sie 0000401 
Heat transfer coefficients, air 
conditioning...................... 337 


Herveen refrigerant, temperatures 
and pressures for... 

High rate discharge test, battery.......... 
resistance, їез®в Ёог.............................. 
side float... 
troubles with......., 

tension magneto................ 
Horsepower, formulas for... 
House meters, circuits in...... 
Humidistat, air conditioner with.. 























Ice cream freezer... seo. 

Iconoscope television camera tube....461-62 

Ignition, battery, principles of.............. 353 
coil, +езїїпр оЁ_........................-.--......- 345 
system testing, voltage method. 366-67 
timing method Ы 

Illumination, standards for... 62 

Impedance, а-с сігсиії .................... 165 
principles of....... 








test for... 
Inching contrcl, motor... 77124 
Indicating wattmeter..... ..... 121 


Indicators, position... 
tuning, radio.......... 






volume, transmitter 470 
Inductance, antenna... 2. 387 
principles of... sul 376 
Induction, electromagnetic........... 376, 487 


Induction motors 
alterations o£... a a... 
construction of.. 
currents for......... 





frequency alteration.............. 
phase alteration........... 
power factor correction. 










( Continued ) 


Subject Page 
INDUCTION MOTORS (Cont.) 


requirements... 
speed alteration... G 
stator connections... ass 186 
two-voltage.............. 
voltage alteration 
Inductive reactance.. 
Inductor magneto........ 
Injection, engine fuel............... 
Input circuits, public address.. 
Insulation, armature... 
tester Ёог. 
testing, motor and generator... 
Insulators, апёеппа .............. 
Integrating wattmeter . 
Interferance, adio, autò- radio... 




















locator... МА 
анс... € 
Internal connections, testing of. ....92 
Interpoles, motor, purpose of... 2.75 
J-K 
Jobs, spare time.......... (em rent at C 593-612 
Jogging controls, motor... 273 
Jumping ring display... .. 287, 595 
Keystoning circuit, television... . 462 
Kilowatt-hour meter circuits... 65 
Kinescope, television... к 
Kohler farm light plant........................ 341 
L 
Ladder arc display... 287, 595 
Lamp control, multi-location.............. 56-57 
switches, double-pole......... ....55 
four-way............ 2455 
вїпрЇе-ро1е........................................ 55 
three-way. .55, 57 


testing with......... 
Lap winding, armature...... 
stator, three-phase.. 
two-phase..... 
Lead-ins, antenna.. 
Leak tests, refrigerant.. 
Left-hand rule motor... 
Letter symbols, electric 
Lighting plant, farm................. 
shoestring for, display.. 
standards їог........................................ 
switches, See Lamp switches 
Liquid flow meter, Venturi....................288 
pressures... se sss eee 288 
Line starters 
a-c, magnetic ..246-47, 249-53, 277 281 
тапцаі........ sss. 280 
4-с.. 


Local batte: y telephone.. 
Locator, radio interference gal 
Loftin-White radio сїгсшїї...................... 394 






Longitude, time relation t0.................... 485 
Loud speakers, see Speakers, radio 
Low side float... a... 303-4 
troubles with... _____ 305 
M 
Machines, water soaked, 
treatment of..............599-600 


Magic eye tuning indicator... 

Magnet charger... 

Magnetic blowout, action of. 

controller, d-c motor 
relays, see Relays 

starter, a-c, principle of... 246 

auto-transformer......259-60, 265-66, 

269-71, 276, 278 

247, 249-53, 277, 281 

....149 













Magneto, high tension.. 349 
inductor... -350 
rotating magnet.. iss .350 
testing of s -352 


testing with. 





Maintenance, jobs in __. 
Manifold vacuum tests, ‘automobile 
engine 369 


MASTER INDEX 
















Subject Page 
Manual starter, auto- 
transformer..........261-64, 277 
line, a-c........... 
Marine transmitters 
Meters 
armature tests with... 117-18 
current, testing with... 29 
field coil tests with. 22.22.2... 118 
house, circuits in... . ...65 
ohm, testing with... --29 
output, radio, connections.. -505 
radio testing types... sus 494 
socket typen esa 66 
Venturi flow type....... ....288 
volt-ohm-milliammeter.. ....494 
volt, testing with |... -. 27 
Methyl chloride, temperatures and 
ргеззигез Ёог.................._. 319 
Місторћһопезѕ........................ 440, 578 
Milliammeter, testing with...................... 29 
volt-ohmmeter........._.. 494 
Mixers, public address.. ...444 
transmitter... s ....469 
Modulation, amplitude. RS 468 
frequency.............. 414-18, 468 
principles... салда ы еда арыла ар 468 
Monitor, transmitter ен tees 2.470 
Motors 
a-c, applications of..........................90-91 


capacitor, see Motors, capacitor 
polyphase, see Motors, polyphase 





гери1зїоп-їпйисїїөп...................... 241 
repulsion start. .. 213, 239-40 
shaded pole...... ...213, 242-43 
зїпг]е-рһазе.................................. 213 


(See also, Motors, capacitor, 
repulsion-induction, repul - 
sion start, shaded pole, and 





split-phase) 
slip ring, see Motors, wound 
rotor 
split-phase, see Motors, split- 
phase 
squirrel cage, uses of 2-22. 90-91 
two-voltage............ 200-202 
types and uses of... 90-91 
~.wound rotor, see Motors, wound 
! rotor 
brushes for, setting and fitting.......... 85 
сарасїог......._................................ 
multi-speed... 
principle of............. 
reversible... 
clock 





control, a-c, jogging. 
phototube for... 
reversing... ..... 
speed, three-phase.... 
wound rotor........... 
control, d-c, circuits for. 
















drum... I - ..137-41 
dynamic braking... Oe ом 126 
printing p press. 
remote... 
speed... 

d-c, action of... 
applications Of............................90-91 
compound wound... 80 
connection diagrams. ..82 
construction __.._................................ 83 
field protection circuits.. -124-25 


interpoles for...... 
maintenance of. 
poles Of............. 
principles of.. 
rotation of..... 
series wound.. 
shunt wound... 78, 82 
troubles and remedies... 86 
types and uses of... 
welding generator from... 


farm applications of... 244-45 
induction, see Znduction motors 
insulation tests Ons. 119 


(Continued) 


Subject Page 
MOTORS (Cont.) 
jogging controls for.....-..-------------------- 273 
plugging switch for... sss 273 
polyphase, principles.......................... 189 


speed control for. 
Prony brake test for... 







pulleys, sizes and speeds. 2.245 
repulsion-induction.......................--.-- 241 
repulsion start... 213, 239-40 
shaded pole... ..213, 242-43 
single-phase... 213 


(See also, Motors, capacitor, 
repulsion-induction, repulsion 
start, shaded pole and split- 





phase) 
slip ring, see Motor, wound rotor 
врі%-рһаве.................................. 213-16 

connections for. 217-19 

reversing... eeu 217 
squirrel саре, иѕеѕ ОЁ _.................... 90-91 
starters, see Starters, motor 
starting, automotive... sss 346 
synchronous, ratings of......................211 


revolving armature. 
revolving field..... 










small....... ..212 
вреейд5..................-......................-. 208 
*+ч/о-уОП]Кагруе.......................--.------- 200-202 
types and uses......... ..90-91 
universal, series type... ...... 81 
wound rotor.. £ ..206-7 
drum controller for... ШІК) 
speed control.................. 22264, 282-84 


Motorola radio receivers ...541-49 





Moving coil microphone -440 
їгоп тае{етг...........................................171 
N 
Neutralizer, агоцпй.................................- 184 
o 
Оһттпееег............................................... 494 
testing with... 2.29 
Ohm’s law............ ..384 








a-c circuits........... 
Oil charging, refrigeration. 
Oiler, ring... A 
Open circuits, locating... ..17-20 
Oscillation, principle of... z 
Oscillator, sweep circuit. 
transmitter.... EN 
Oscillograph, cath ray. 
aligning receiver with.:.... 
Output meter, radio, connection... 4 
Overload relay, thermal.......................... 247 





Panels, distribution... 
Parallel circuits, tests on e 







transformers, three-phase..................178 
Репќойе бџЬе 2...0... 
Phasing, generators, a-c.. 
speakers, radio.............. 2 
+гапзЃогтегѕ, {ћгее-рһаѕе 
Philco dynamic tester... un 519-20 
гайіо гесеіуег= aaa 550-52 
Phonograph pickup, crystal. 


radio, service on............ 425-30 
Photoconductive се11..............................- 452 
Photoemissive cell, see Phototube 
Phototube, applications Of...................... 452 


burglar alarm.............. 
motor control by. 











relays... 
construction of... -454- 55 
Photovoltaic cell 
Pickup, phonograph, crystal ...425-27 
Picture tube, television... 1. 464 
sound —.— ль 448-51 





Plate circuits, radio tube... 392 
Player, record, wireless... : 

Plugging switch, motor control.. 
Polarized bell, a-c.................. 


Subject 
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HOW TO USE THE COYNE ELECTRICAL AND RADIO 
TROUBLE SHOOTING MANUAL 


The Coyne Electrical and Radio Trouble-Shoot- 
ing Manual is really two books in one. First of 
all, there is the. complete step-by-step Electrical 


trouble-shooting plan that provides an easy, prac- 


tical, dependable program for checking any Elec- 
trical or Radio trouble on industrial or household 
equipment. There are many publications that deal 
with one phase of the subject of Electrical Trouble- 
Shooting but here for the first time is a complete, 
carefully field tested program for the location and 
repair of any Electrical or Radio problems. Many 
purchasers of the Coyne Electrical and Radio 
Trouble-Shooting Manual have told us that this 
section alone was worth many times the cost of 
the book. 


The second portion of this book contains care- 
fully selected shop prints and diagrams of motors, 
controllers, starters, generators, compensators, 
transformers and hundreds of other types of Elec- 
trical and Radio equipment. It includes actual wir- 
ing diagrams of the equipment manufactured by 
Westinghouse, General Electric, Century, Emerson, 
Allen Bradley, Allis Chalmers, as well as dozens 
of other large electrical and radio companies. 


Any book to be of maximum benefit to a man 
learning to read Electrical shop prints or using 
the book for field reference, must be complete in 
every possible detail. The Coyne Electrical School 
has exerted every possible effort to see that this 
book has a complete set of Electrical and Radio 
shop prints and wiring diagrams. 

The prints and diagrams provide the fellow inter- 
ested in Electricity with a tremendous advantage 
as they contain the material to enable him to diag- 
nose and remedy practically any Electrical, Radio, 
Refrigeration or Automotive Electrical problems 
in the field. One buyer aptly described this book by 
saying, “THE COYNE ELECTRICAL AND 
RADIO TROUBLE-SHOOTING MANUAL IS 
TO AN ELECTRICIAN WHAT A SET OF 
LAW BOOKS IS TO A LAWYER —it provides 
the answer to hundreds of problems in the Elec- 
trical field.” This book could likewise be compared 
to a set of medical books for a Doctor, Regardless 
of whether a Doctor, or a lawyer is just starting 


his practice or whether he is an “old timer” and has 


been in the profession for many years, he has 
many occasions to refer to his reference books on 
certain cases in order TO BE SURE. A lawyer 
will look up some similar case to that upon which 
he is working, to see what decision was rendered, 
the same as a Doctor in diagnosing an ailment for 
a patient, and prescribing the proper treatment, 
will refer to his books to guide him on the matter. 

This same situation prevails in the Electrical 
and Radio industry. Whenever a man has an im- 
portant problem to handle involving the installa- 
tion, care or maintenance of Electrical or Radio 
equipment, he often needs a reference book to 
make certain that he has the proper knowledge 
to proceed with the job. 


The shop prints, diagrams, and other material in 
this book are exactly the same as those used in 
our shop training courses. Every print has, been 
used by hundreds of men, so it has been tried and - 
tested by actual use. 


WE HAVE USED. THESE PRINTS AND 
HAVE ELIMINATED ERRORS FOUND IN 
PRINTS THAT MAY HAVE BEEN PRE- 
PARED IN A HURRY AND HAVEN'T AC- 
TUALLY HAD THE BENEFIT OF ACTUAL 
FIELD EXPERIENCE IN DETERMINING 
WHETHER THEY ARE ELECTRICALLY 
CORRECT. There are many diagrams today that 
haven't undergone the test of actual shop and field 
use and which, therefore, stand the possibility of 
being incorrect. This is a very important point to 
keep in mind in using the prints in this book; they 
are ELECTRICALLY CORRECT, because they 
have been field tested. 


ELECTRICAL, RADIO AND ELECTRONIC 
DICTIONARY OF 1200 TERMS 
INCLUDED 

In preparing the material for -he Coyne Electrical 
and Radio Trouble-Shooting Manual we realized 
the need of simple explanations of commonly used 

Electrical, Radio and Electronic terms. We have 

therefore prepared a 1200 term Electrical and Radio 

Dictionary as a part of this manual. Electricity and 

Radio, like any other specialized field of endeavor 
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have a special “language” for the explanation and 
discussion of its problems. This language includes 
words, abbreviations, letters and schematic sym- 
bols, each representing an idea or picture. We have 
found that the “beginner” just by reading this 
dictionary carefully, a few pages each day, can 
become surprisingly familiar with the subjects of 
Electricity and Radio. 

We have always felt there was no necessity in 
going “High Brow,” defining Electrical terms, and 
the more simple the language of Electricity and 
Radio can be made, the easier it is for anyone to 
understand it. 


In our Electrical and Radio Dictionary, we ex- 
plain terms and words employed in commercial 
and industrial applications of Electronic devices 
and apparatus. All the words, terms and abbrevia- 
tions are arranged in one continuous alphabetical 
order. Wherever possible, we have included dia- 
grams of Electrical apparatus or devices. We have 
found that this helps to enable a “beginner” as well 
as an “old timer” to more readily understand the 
definitions. You will note in the dictionary, as well 
as throughout this entire book, the entire thought 
in preparing the material was toward making it 
easy to understand. There is no reason for using 
three words where one will do the job. We believe 
that the material as we have prepared it, will make 
clear many of the Electrical and Radio expressions 
and afford a more complete understanding of vari- 
ous Electrical and Radio terms, each of which has a 
very definite meaning. This Electrical Dictionary 
should enable you to be an authority on the exact 
meaning of any Electrical or Radio term or ex- 
pression. 


HERE’S HOW YOU CAN BENEFIT FROM 
COYNE ELECTRICAL AND RADIO 
TROUBLE-SHOOTER 

In preparing this complete Electrical and Radio 
Trouble-Shooter, and in making these books avail- 
able to all who are interested in Electricity, we 
made them easy to understand and practical for 
the “beginner” as well as the “old timer.” The 
Electrical and Radio shop prints are valuable to 
anyone learning Electricity or working at it for 
his living. Suppose we take the Electrician who 
works at the trade every day. This fellow has a 
definite need for this book for use in his daily work 
in handling all types of Electrical Trouble-shoot- 
ing, maintenance and Electrical installation work. 
The step-by-step trouble-shooting instruction as 
well as the section containing over 500 actual wir- 
ing diagrams, provide the answer to any Electrical 
problem. 

Then let us consider the helper Electrician. THIS 
FELLOW WORKS IN A PLANT AND IN 
MOST CASES, IS AMBITIOUS AND ANXIOUS 
TO GET AHEAD BUT LACKS THE KNOWL- 
EDGE TO PROGRESS FURTHER IN HIS 
JOB. These men can make excellent use of the 
Coyne Electrical and Radio Trouble-Shooting Man- 
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ual to acquire the knowledge of shop print reading. 
circuit tracing and step-by-step trouble shooting 
procedure that is vitally essential for them to know 
before assuming added responsibilities in their 
organization. 

In fact, in every plant, there are many men who 
are working at various jobs—other than Electrical 
work, who see great opportunity in the Electrical 
department. These plants in most cases, are. not 
Electrical plants, but still depend on Electricity for 
all production power. As an example, take the Sears 
Roebuck Company’s large plant in Chieago. Here’s 
a plant that does no Electrical manufacturing—it 
is not known as an Electrical Company and from 
all outward appearances, would not provide oppor- 
tunity for Electrical men. However, in this plant 
alone, which is strictly in the Mail Order Mer- 
chandising business, there are dozens of men who 
are engaged in Electrical work of one type or an- 
other. The same thing is true of Textile Mills, 
Paper Mills, Steel Mills, large office or apartment 
hotel buildings, Aircraft Plants, Arsenals, Ship- 
yards, etc. 

The point that we are trying to bring home is 
the fact that Electricity and Electrical jobs are on 
hand all over for the man who is trained to handle 
them. To handle Electrical jobs, men must know 
first of all the proper method of locating and re- 
pairing Electrical equipment. Secondly, it is vitally 
essential that they understand shop print reading 
and circuit tracing. To the man who may be work- 
ing in one type of occupation and is anxious to 
get into the Electrical Department of his plant, 
this course is valuable because it provides an easy, 
practical way to learn Electrical Trouble-Shooting 
and Shop Print and Motor Diagram reading in the 
quickest possible time. 


ELECTRICAL AND RADIO WORK 


Throughout the length and breadth of this coun- 
try, there are thousands of men who do Electrical 
work in their spare time, either as hobby or as a 
spare time job. The material in this book is espe- 
cially valuable to a man of this type because it has 
so, many practical shop prints on equipment and 
wiring done in the average home. As an example, 
refer to Diagrams No. 61 and 63. Here you will 
note that we have included the complete wiring of a 
5-room house, including all outlets, junction boxes, 
switches, etc. A shop print of this type is extremely 
valuable to anyone doing house wiring, whether hc 
plans to wire.the entire house, or whether he is 
merely interested in installing an extra outlet or 
doing some incidental wiring in a home that is 
already wired for Electrical power. If a man didn't 
use the knowledge obtainable from this book in 
any other way, but to take care of the Electrical 
work to be done in and around his own home or 
farm, the book would more than pay for itse'f 
many times each year. In fact, many times one 
little job will more than pay for thc cost of this 
book. š 
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There are many other prints of value to a man 
working at Electricity or Radio, in his spare time. 


Some in particular that would be extremely helpful, * 


are in Automotive Electricity. One is shown on 
page 345 of this book. To realize the value of the 
investment in the Coyne Electrical and Radio 
Trouble-Shooting Manual a man doesn’t have to 
use the material every day on a job. JUST TO BE 
ABLE TO HAVE IT AVAILABLE FOR EVEN 
OCCASIONAL REFERENCE, WHERE A MAN 
WANTS TO BE SURE, BEFORE GOING 
AHEAD ON SOME ELECTRICAL OR RADIO 
WORK, MAKES THIS BOOK EXTREMELY 
VALUABLE. 


Regardless of what kind of work you may be 
doing—whether you are a “beginner” or an “old 
timer” in the Electrical or Radio Field, you will 
find the material we have covered in this book to be 
of extreme value to you all through life. 


We have tried to prepare the greatest amount 
of up-to-date instruction On the subject of Electrical 
Trouble-Shooting and have “geared” it to modern 
industrial and domestic needs. Yet, we have always 
made the material simple enough so that a fellow 
who is learning Electricity can readily understand 
and follow the instructions and information. 


IMPORTANT—READ CAREFULLY 


HOW TO USE THE COYNE ELECTRICAL AND RADIO 
TROUBLE SHOOTING MANUAL 


There are many ways that this book can be used. 
To get the maximum benefit from it, we want you 
to know just how to use this book for whatever 
purpose you have in mind. If you are an experi- 
enced Electrician at work in the field, there is a 
certain way that you can benefit most by the ma- 
terial in this book. On the other hand, if you are 
a "beginner," and interested in learning how to 
read shop prints and motor diagrams, then there 
is a definite way that we suggest that YOU study 
the material in this book. We will try to outline 
the best plan to follow for you individually, to get 
the most out of this material. 


HOW THE EXPERIENCED ELECTRICIAN 
USES THE COYNE ELECTRICAL AND 
RADIO TROUBLE SHOOTER FOR REFER- 
ENCE WORK IN THE FIELD. 


The experienced Electrician—the fellow who has 
been “in the game” for some time and is daily 
working in the field, has a great need for a reliable, 
authoritative and complete reference book on Elec- 
trical Trouble Shooting and Shop Prints and Motor 
Diagrams. He should have something available at 
all times to which he can refer with confidence— 
something that he knows contains material and 
information given on any motor or Electrical mach- 
ine that is above all, accurate and dependable. This 
book fills the need for the Electrician, because it 
provides him with the material that has been field 
tested by actual use. We also feel that the ma- 
terial we have prepared for the benefit of the “be- 
ginner” or the fellow interested in learning how to 
read shop prints, would be of equal advantage to 
the “old timer” as well. 


THE ELECTRICIAN’S JOB IS TO “KEEP ’EM 
ROLLING” 


In every plant, there are Electrical motors, con- 
trollers, switches, starters, meters and dozens of 


other pieces of Electrical apparatus. The job of the 
Electrician is to keep the equipment operating and 
to get the greatest possible service out of it. The 
more information he has on his company’s equip- 
ment, the more valuable he can be to his organiza- 
tion on his job. Now here’s how the experienced 
Electrician can get the most out of this book. 


DETAILED INDEX PROVIDES EASY WAY 
TO LOCATE THE PRINTS YOU WANT 


To begin with, we have spent a great deal of 
time in preparing a complete simplified index for 
this book that will enable you to get the utmost 
value from it. This index is detailed and cross refer- 
enced in every possible respect. We want every 
man, and particularly the Electrician on the job, to 
be able to FIND THE SHOP PRINTS AND THE . 
INFORMATION HE WANTS EASILY. That is 
why we have provided an index that would enable 
anyone in a few seconds, to locate any information 
he may want at any time. V 


PREPARE FOR A BIGGER PAY JOB 


The important thing to consider as you go over 
the material and shop prints in this book is the fact 
that regardless of size or make the PRINCIPLES 
of ELECTRICITY apply on ALL ELECTRICAL 
EQUIPMENT. In most plants there are many 
motors, controllers, starters, transformers, etc., 
ranging from fractional horse power up to possibly 
several hundreds or thousands of horse power per 
unit. Now the Electrical principles embodied in the 
smallest motor are also the same in the largest 
motors. So, to the man employed as an Electrician, 
we suggest that he prepare in advance for the 
handling of more responsible Electrical jobs by 
studying ALL the diagrams and other material in 
this book. A very wise man once said, “The secret 
of success is to PREPARE TODAY FOR TO- 
MORROW.” This Trouble Shooting Manual en- 
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ables you to PREPARE NOW for additional 
responsibility TOMORROW. 

A study of the shop prints and the “step by step” 
practical trouble shooting program covered in this 
book will provide the necessary training for the job 
ahead and will also act as a guide to your know- 
ledge of various phases of your trade. 


IF YOU ARE DOING ELECTRICAL WORK, 
KEEP YOUR COYNE TROUBLE-SHOOTER 
ON THE JOB 

Many Electricians take the Coyne Electrical and 
Radio Trouble-Shooting Manual to the plant in 
which they work, to keep it handy for immediate 
reference. Many things happen to Electrical equip- 
ment and very often a man needs a diagram or a 
shop print to help him trace the trouble. This book 
will be worth its weight in gold many times over, 
if you let it work for you. 


At this point, we'd like to cover a very important 
feature regarding the material and its form of pre- 
sentation in this book. We have found through 
years of experience that shop prints printed in 
black on white paper, with a space around the print, 
for special notations and comments, are more valu- 
able and practical for the beginner and the experi- 

‘enced electrician. Practically anyone using these 
prints makes notes on them and it is easy to under- 
stand that print on white paper is far better for this 
purpose. This is particularly true in tracing circuits 
where various colors are used to designate different 
circuits. Therefore, we thought it greatly to the 
advantage of the user of the set, of these shop 
prints, to have them printed in black on white 
paper. 

HOW THE ELECTRICAL HELPER OR 
BEGINNER USES THIS BOOK 
One of the questions the average fellow starting 
out to learn how to read shop prints, asks himself 
is: 
“What education do I need to understand the 
reading of shop prints as used in the Electrical and 
Radio industry?” We have made these prints prac- 
tical and easy to understand so that anyone should 
have no difficulty with them. All that you have 
to do, is to understand a few simple rules and 
symbols. Shop Print reading, (once these few sim- 
ple things are understood), is just as easy as read- 
ing a newspaper or a book. There is an old CI nese 
proverb which reads, “One picture tells the story 
. of 10,000 words." It is conceivable then that one 
shop print can tell the story of 5,000 words. You 
see the basic principle of any shop print or diagram, 
is to tell a complete story by the use of lines and 
symbols that might otherwise require thousands 
of words of explanation. 

One thing about shop print reading that is 
significant is the fact that there are many branches 


of this “sign writing” that you have probably al- 
ready used from early childhood without being 
conscious of the fact. As you make a study of 
circuit tracing and shop print reading in this book, 
you will readily note this. 


Although each section of the shop print book 
has complete explanatory instructions, we'd like 
to illustrate at this time how very simple the trac- 
ing of circuits and motor diagrams can be. To do 
this, let us use a common, every-day illustration 
that brings home a basic, elementary lesson. 

The explanation we shall use, has nothing to do 
with Electricity, but it provides a very simple 
explanation of a diagram. 

You have often heard the expression of baseball 
--“А CIRCUIT CLOUT”—that means a home run 
or a drive that has completed the circuit of bases. 
What actually happens when a home run is hit, is 
that a fellow hits the ball so far that he can com- 
plete the circuit of bases before the bail is returned. 

Here’s another example of a simple “LINE PIC- 
TURE.” Suppose you wanted to explain to some- 
one just how a baseball field was laid out. The 
easiest way to illustrate this would be to draw a 
diagram of a baseball field, such as we have indi- 
cated below. Then to indicate how baseball is played, 
you would place arrows indicating the progress 
around the bases in scoring a run. Your DIA- 
GRAM ог “Line Picture” would look like this: 


Home. 


137: 





Now these are simple illustrations to give you 
an idea of DIAGRAMS. You can readily see that 
you don’t need any advanced education to follow 
these simple instructions and that you have already 
actually drawn many diagrams or “line pictures” 
during your lifetime. If you will keep the thought 
in mind at all times that a diagram is always in- 
tended to simplify the explanation of any Electrical 
machinery or principle, you should have no trouble 
in understanding the shop prints in this book. These 
preliminary instructions as well as the detailed 
explanation in each section of the shop prints, will 
provide you with all the instructions you should 
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Fig. 1. Parts for a simple battery operated door bell. 


need to thoroughly understand wiring prints for 
Electrical and Radio apparatus. 





Fig. 2. Wiring diagram of equipment pictured in Figure 1. 


USE OF PLANS AND SYMBOLS 

When equipment for any signal system is PIC- 
TURED as in Figure 1, it is of course, easy to 
recognize each part and also to connect the wires 
as shown. But we must have some form of plan 
or sketch, from which to do such work and the 
plan must be made more quickly and cheaply, than 
a photograph. So instead of having actual pictures 
of the equipment, various symbols are used to 
designate different types of materials that go into 
any wiring job. The various symbols that are used, 
are discussed in detail in another section of this 
book. At this point, however, we'd like to give you 
some preliminary instruction in the very simple 
door bell wiring job. Їп Figure 1, we have 
shown by way of photographs, the various equip- 
ment in a simple battery operated doorbell signal 
system. In Figure 2, is shown a simple sketch of 
the same doorbell system, as in Figure 1. E 





Fig. 3. Connections for drop relay. 


This sketch, uses symbols for the various parts 
and can be quickly and easily made and also easily 
understood with a knowledge of the various sym- 
bols designating the equipment on this wiring iob. 


The part marked “A” is the symbol for a cell, 
or battery the long line representing the positive 
terminal at which the current leaves, and the short 
line the negative terminal. “B” is the symbol for 
the bell and “C” is the symbol for the switch. 


The heavy top line of the switch represents the 
movable contact. The arrow underneath represents 
the stationary contact. Note that the arrow does 
not touch the upper part, showing that the switch 
is open as it should be normally. Imagine that you 
were to press down this top part causing it.to touch 
the arrow and close the circuit (that is like press- 
ing the button in Figure 1). Current would im- 
mediately start to flow from the positive cell to 
the bell, and back to the switch, to the negative 
side of the cell. The arrows along the straight line 
representing wires, show the direction of the cur- 
rent flow. 

This illustration is given so that you will under- 
stand in reading any Electrical diagrams in this 
book that the current flow should always be traced 
out in this manner. 


TRACING CIRCUITS IN DROP RELAYS 
AND CONSTANT RINGING SIGNALS 


In certain alarm and signal systems it is often 
an advantage to have the bell continue to ring 
until it is shut off by the person it is to call. For 
example a burglar alarm, in order to give a sure 
warning, should not stop ringing if the burglar 
stepped in through the window and then closed 
the window quickly. To provide continuous ringing 
of a bell, once the switch is closed, we use a device 
called a drop relay. Figure 3 shows a sketch of 


_the connections of a drop relay with a bell, battery 
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and switch, ready to operate. Study each part of 
this circuit and examine the parts of the device 
carefully, a 
stood. 


When the switch is closed, current first flows 
through the circuit as shown by the small arrows, 
causing the coils to become magnetized and to at- 
tract the armature. This releases the contact spring 
which flies up and closes the circuit through the 
stationary contact to the bell. Before being tripped, 
the contact spring is held down by a hook on the 
armature, which projects through a slot in the 
spring. The button “B” extends through the cover 
of the relay, being used to push the contact spring 
back in place, or reset it, and to stop the bell from 
ringing. 

In tracing the bell-operating circuit, shown by 
the large black arrows, we find that the current 
flows through the frame of the device from "C" 
to “D.” The marks or little group of tapered lines 
at “C” and “D” are symbols for GROUND connec- 
tions. From this we see that a ground connection 
as used in Electrical work does not always have 
to be to the earth. Instead, a wire may be 
GROUNDED to the metal frame of any electrical 
device, allowing the current to flow through the 
frame, thus saving one or more pieces of wire and 
simplifying connections in many cases. This is a 
very common practice in low voltage systems and 
js extensively used in telephone and automobile 
wiring. 

It is not our intention in these preliminary in- 
structions, to go into detail concerning the tracing 
of circuits and diagrams. We merely wanted to 
present these explanations to illustrate how com- 
paratively simple the subject, "Shop Prints and 
Motor Diagrams" reading is for anyone who has 
an interest in the subject. 


Electrical'shop print reading is the same as any 
other reading—the more you do of it, the more 
efficient you become. The Coyne Electrical Shop 
Prints in this book are especially valuable to you 
because they not only have the actual motor dia- 
grams, but also carry valuable explanatory material. 
In going over any material in this book, if you do 
not get the thought immediately, go over it again 
and again until you thoroughly understand it. Re- 
member that any Electrician or any man who hopes 


to hold a responsible Electrical job MUST DEFIN-: 
ITELY KNOW AND UNDERSTAND SHOR 


PRINTS, DIAGRAMS, CIRCUIT TRACING, 
ETC. It is as vitally essential to know these things, 
as it is to actually know the motors and Electrical 
equipment you work on, because the knowledge 
of these things provides a source for “short cuts” 
to trouble shooting and fault location in improperly 
operating Electrical equipment. 


USE SPARE TIME JOB LESSONS TO EARN 
EXTRA MONEY 


and its operation will be easily under- 


Another valuable feature of the Coyne Electrical 
and Radio Trouble-Shooting Manual (and one of 
the things that will make the book pay for itself), 
are the spare time job lessons, located at the back 
end of the book. I’d like to explain just how we 
prepared these special lessons, and how they can 
mean extra money to you. 


It has often been said, “Time is the most prec- 
ious thing in the world.” EVERY ONE IS GIVEN 
A CERTAIN AMOUNT OF TIME AND HOW 
HE MAKES USE OF IT, REGULATES IN A 
LARGE MEASURE THE SUCCESS HE EN- 
JOYS IN LIFE. Electricity and Radio offer tre- 
mendous opportunities for a man to utilize his 
spare time to make some extra money. There are 
many ideas that can be used that would provide 
a regular income for anyone who is willing to de- 
vote a few hours each day or week to the develop- 
ment of various Electrical Service programs. 


The purpose of our spare time job lessons is to 
explain some of these ideas, that have been used 
by thousands, that have proven “Real money mak- 
ers.” In most cases there is very little capital needed 


to start these plans and in practically every case 
the service offered on the program is something 
that should be needed in any community. Here are 
some of the subjects in our Spare Time Job Lessons 
that we have prepared in detail for you beginning 
on page 591 of this book. 


Spare time Job Plan No. 1—HOME MODERN- 
IZATION — Extra outlets, illuminated house 
numbers, new modern lighting fixtures. Re- 
placing worn appliances and lamp cords. 


Spare Time Job Plan No. 2—FREE ELECTRIC 
POWER FROM WIND - DRIVEN POWER 
PLANTS. 


Spare Time Job Plan No. 3—ELECTRIC AD- 
VERTISING DEVICES — Introducing new 
and novel advertising methods in your locality. 


Spare Time Job Plan No. 4— ELECTRICAL 
MAINTENANCE CONTRACTING AS A 
SPARE TIME BUSINESS. 


Spare Time Job Plan No. 5-- ELECTRICAL 
WELDING OPPORTUNITIES FOR FULL 
OR SPARE TIME JOBS. 


Spare Time Job Plan No. 6—AUTO IGNITION 
AND AUTO ELECTRIC SERVICE PLAN 
Spare Time Job Plan No. 7—ADAPTING IN- 


DUCTION MOTORS TO NEW OPERAT- 
ING CONDITIONS. 


Any one of these plans can provide a fine income 
for a man who is willing to devote a little time 
in preparing his program and selling it to his local- 
ity. 

If there wasn’t enough of work of any one of 
these particular plans, certainly all of them com- 


bined could provide a splendid source of additional | 
inceme every year. 


Spare Time Job Plans | II 


You will notice in our explanation of these plans, 
that we give specific instructions not only on how 
to do the work, but in addition, how to “sell” the 
ideas. I’d like to make it quite clear that you don’t 


have to be a salesman to put these ideas across · 


because the service is so vitally essential that it 
actually “sells itself.” 


We included these special Spare Time Job 
Plans as just another way of having this valuable 
shop print book pay for itself. 

In concluding this introductory material, we’d 
like to leave this thought with you. Although the 
Coyne Electrical and Radio Trouble-Shooting Man- 
ual can be valuable to you almost every day on 
the job, nevertheless if you used this only occas- 
ionally for important Electrical or Radio problems 


and even one particular occasion might more than 
pay for the book. The value of a book isn't always 
regulated by how often you use it, but rather how 
important and how valuable it can be WHEN YOU 
NEED IT. This book can be the most valuable 
book you have ever owned because it will provide 
the help you need WHEN YOU NEED IT. Re- 
member, if it pays a Doctor or a lawyer to spend 
hundreds of dollars on reference books, so that HE 
CAN BE SURE of his steps in important cases, 
it is equally important for the Electrician or the 
man aspiring to a good electrical job, to have his 
reference books for important problems that come 
up in his work. An investment, therefore, in a book 
of this type is an investment in your future success. 


H. C. LEWIS, President, 
Coyne Electrical School. 
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STEP BY STEP METHOD OF ELECTRICAL AND RADIO 


TROUBLE 


Whether it is a door bell or a central power sta- 
tion, every electrical system begins with plans and 
layouts, followed by installation of the equipment 
and making of connections that place the system in 
operation. If every part of the system were then 
to operate indefinitely without trouble there would 
be no further work for electrical men. But sooner 
or later something will go wrong, and then begins 
the job of trouble shooting. 

When electrical equipment fails to operate cor- 
rectly, and you are called on to fix it, the people 
who call for help won’t be able to tell you what 
really is wrong or exactly where the trouble lies. 
They will tell you simply that the motor won’t 
start, that the lamp won't light, that the flat iron 
won't hea: —and from there on it's up to you. 

Trouble shooting— determining the kind of 
trouble and its exact location—usually is considered 
to be the most difficult of all electrical work. It 
actually is difficult for most men because they go 
at the job in a hit or miss fashion, hoping that luck 
will be with them and that some fortunate twist 
of a screw or pull on a wire will start things going 
again. The fact that they do not thus really locate 
the trouble and its cause means that it will reappear 
in a short time, which won't help the reputation 
of the man who "fixed" it. 

Like all other problems, trouble shooting can be 
made much easier and the results more positive 
and lasting if you work according to definite plans. 
Working logically and systematically will quickly 
eliminate one possibility after another until the 
real fault is found. The first step in working out a 
trouble shooting system is to investigate electric 
circuits in general. 

We must understand electric circuits because 
nearly any kind of trouble allows either too much 
or too little current to flow in the circuit. Trouble 
shooting is the process of determining whether a 
circuit will carry too much or too little current, 
and of interpreting the results of systematic tests 
so that we may locate the kind of trouble and its 
position. 


THE PARTS OF A CIRCUIT 


Electric circuits of the kind we are interested in 


are paths composed wholly of conductors through 
which current may flow. At some point in the 
conductive path is a source of electromotive force 
or voltage. This force causes current to leave the 
source, pass through the entire path outside the 
source, and return to the source. In addition to the 
source of emf all practical circuits include some 
kind of load. A load is any equipment in which 
electric power does useful work. A load may be a 


SHOOTING 


motor which causes mechanical motion, it may be 
a lamp which produces light, it may be a heater 
which raises temperatures, or it may be any other 
of a long list of things which are electrically op- 
erated. 

A circuit containing the fewest possible parts is 
shown at “A” in Fig. 1. The source of voltage and 
current is a battery, the load is a lamp, and between 
the source and load are wires. Current leaves one 
terminal of the source, flows to and through the 
lamp, then returns to the source. At “B” we have 
added'a control, in the form of a switch that allows 
turning the lamp on and off. 

In case the voltage of the battery is so high as 
to force excessive current overload and possibly 
burn out the lamp we may add opposition to cur- 
rent flow, the resistor of diagram "C" in Fig. 1. 
Suppose the lamp is where it cannot be seen when 
operating the switch, we may add a signal in some 
other part of the circuit, as at "D." Next, wishing 
to prevent overheating of devices in our circuit 
because of excessive current, we add protection in 
the form of a fuse in diagram "E." Finally, in order 
to determine just how much current flows in the 
circuit, we provide measurement by means of the 
ammeter in diagram "F." 

All of the parts in ordinary direct-current cir- 
cuits may be classified as one of the types that we 
have used in Fig: 1. To the list we should add 
insulation, which prevents escape of current and 
voltage from the conductors, and which frequently 
acts at the same time as a means of support. 


Now let’s examine the alternating-current circuit 
shown by Fig. 2, noting whether we find parts 
which perform in general the same functions per- 
formed by parts in Fig. 1. 


First in the a-c circuit we have a source, which 
is the a-c generator. We have a load which con- 
sists of the motor. There are connecting wires and 
insulation. For control we have an automatic relay 
that closes the generator circuit only after the gen- 
erator voltage reaches a value suitable for oper- 
ating the load. To protect the relay winding 
against excessive current we have opposition in 
the form of a resistor. A lamp connected across the 
generator acts as a signal to show whether the 
generator is in operation. Protection against over- 
heating of the motor due to overload is furnished 
by an automatic circuit breaker that opens after 
excessive current has continued for a predetermined 
time. Measurement of voltage in the motor circuit 
is provided with a voltmeter. 


In the alternating current circuit of Fig. 2 we 
have one kind of device not found in the direct- 
current circuit of Fig. 1, we have a transformer 
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that changes the voltage from the generator into 
a voltage suitable for the motor. This we may 
classify as translation equipment. 

Now we may list as follows all the general classes 
of equipment found in electric circuits: 

1. Sources: Batteries, generators, power lines, 

thermocouples, etc. 

2. Loads: Motors, lamps, heaters and other 

power-consuming equipment. 

3. Conductors: Wires and other metallic and 

conductive parts for current. 

4. Insulation: Often in the form of supports as 

well as wire coverings. 

5. Controls: Switches, relays, starters, control- 

lers and similar devices. 

6. Opposition to current flow. Resistors, coils, 

capacitors, etc. | 

7. Signals: Lamps, bells, buzzers, annunciators, 

sounders, etc. 

8. Protective acvices: Fuses, circuit breakers. 

Sometimes transtormers. 

9. Measuring devices: Meters of various types. 

10. Translation devices: Chiefly transformers and 

converters. 

The general types of parts just listed may be 
combined in countless ways to form electric cir- 
cuits. We may have one or more than one of any 
of these parts in a circuit. The circuit of Fig. 2 
certainly looks entirely unlike those of Fig. 1, yet 
when we consider the parts according to their 
functions we have the same general kinds in both 
cases. 


KINDS OF TROUBLE 


Just as we classified switches, relays and starters 
under the one heading of controls, and just as we 
classified many other devices under some one gen- 
eral heading, so we must classify electrical troubles 
themselves into groups if we are to. develop a 
workab'e system of trouble shooting. 

Considering individual or particular electrical 
troubles we might have a burned out lamp, a 
burned out resistor, a blown fuse, a disconnected 
wire, a sticking contactor, or corróded relay con- 
tacts. But in our method of locating faults all these 
would be classified as open circuits. They would be 
classified as open circuits because they prevent flow 
of current in the circuit—írom the standpoint of 
current flow the circuit is open, and when a circuit 
is open at any point and for any reason no current 
can flow in any part of that circuit. 

We group all these troubles, and many others, 
together because it is relatively easy to determine 
when there is an open circuit and then to locate 
it as existing in some one section of the circuit. 
Knowing the general class of trouble present, and 
knowing its approximate position, we simply ex- 
amine the parts to see which of them is out of 
order in the one particular manner. 

Fig. 3 illustrates an open circuit caused by a 
wire end disconnected from one side of the lamp- 
socket or lampholder. Even with the switch closed 


no current can flow in any of the conductors of the 
circuit. ` 

Such things as dirty or corroded contacts and 
weak springs in automatic switches might not keep 
the circuit completely open but might introduce 
abnormally high resistance. The contacts might 
come together, but instead of making a full and 
clean connection they might make a connection 
through only a limited area, and through the dirt 
and corrosion instead of through clean metal sur- 
faces. Abnormally high resistance, from any cause, 
is our second general classification of circuit 
troubles. 

An open circuit prevents flow of any current at 
all. High resistance allows only a relatively small 
current to flow. These two classes of trouble are 
somewhat similar in that both reduce the flow of 
current, and they are identified and located by the 
same general methods of testing. : 


SHORT CIRCUITS AND GROUNDS 


In Fig. 4 the wire that became disconnected from 
the lamp socket terminal in Fig. 3 has made con- 
tact on the other lamp socket terminal. Now cur- 
rent from the battery flows, as shown by arrows, 
through the fuse, the accidental connection at the 
socket terminal, the switch, and back to the battery. 
The relatively high resistance of the lamp filament 
no longer is included in the current path, and the 
current will increase to a very high value. The 
excessive current will almost instantly blow the 
fuse. The blown fuse will protect the battery from 
excessive discharge, but the real trouble still re- 
mains and if a new fuse is put in it will blow just 
like the first one. 

Fig. 4 illustrates a short circuit, which is a cir- 
cuit in which current from the source may flow 
and return to the source without going through 
the load. This is our third general class of circuit 
troubles. A short circuit may result from any one 
of many particular faults. In our testing method we 
are able to determine that there is a short circuit, 
and are able to determine its approximate location 
in the circuit. After that it is just a case of examin- 
ing parts at this location for such faults as allow 
conductors on opposite sides of the circuit to come 
together. 

At “A” in Fig. 5 we have a one-wire circuit or 
ground-return circuit. Instead of the entire circuit 
being completed through insulated wires a portion 
of it between the battery and lamp is completed 
through any metallic supports or framework that 
extend from near the battery to near the lamp. A 
connection to ground is indicated by a symbol con- 
sisting of several horizontal lines. 

At "B" in Fig..5 one of the wires has come off 
the lamp socket and the bare end of the wire has 
fallen against the metallic ground. Now current 
from the battery flows, as shown by the arrows, 
through the fuse and the metallic ground back to 
the battery—without going through the lamp. As 
you will recognize, this accidental ground is simply 
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a variety of short circuit. An accidental ground 
permits current to leave the source and return 
to it without going through the load. This is our 
fourth general class of circuit troubles. 


l. Open circuits. No current in any part of the 

circuit. 

2. High resistances. Abnormally small current 

in the circuit. 

3. Short circuits. Abnormally large current until 

some protective device acts. 

4. Accidental grounds. A variety of short circuit 

occurring through ground. 

While our four classes of circuit troubles will 
cover nearly all faults that affect the flow of current 
in circuits, they will not cover all electrical troubles. 
For example, in the case of motor troubles we 
would not cover such faults as uneven air gaps, 
wrong brush positions, reversed phase connections, 
and many other faults. However, the great major- 
ity of electrical troubles are circuit troubles, and 
the simpler the equipment or device the more likely 
it is that any existing fault is either an open circuit, 
a high resistance, a short circuit, or an accidental 
ground. 


CIRCUIT TESTERS 


For testing a circuit or part of a circuit that is 
suspected of being in trouble we require a source 
of voltage and current, also some means for indi- 
cating the flow of current or the lack of it, or a 
means for showing the presence of a voltage or 
potential difference. I 

The source of voltage or of voltage and current 
for testing may be the same source regularly used 
for the circuit being tested. That is, for a circuit 
normally operated from a power line or from the 
power and light wiring in a building we might use 
the same line for our testing source. For a circuit 
normally operated from a battery we might use the 
same battery. Of course, these sources can be used 
only if they themselves are not in trouble. 

Many kinds of electrical equipment which nor- 
mally are operated from batteries, radio sets for 
example, are conveniently tested with voltage and 
current taken from a power line. Similarly any 
portable appliances which may be disconnected 
from the light and power circuits of the building 
then may be tested with voltage and current from 
the building line. | 

A separate source of testing voltage and current, 
.used only for testing, may be a battery. The bat- 
tery may be connected to the tester only when 
there is trouble shooting to be done, ‘or it may be 
mounted within the tester and be a self-contained 
part of the testing device. Still another source is 
a small hand-operated magneto, a small alternating- 
current generator. Magnetos are commonly used in 
telephone work, also for tests on long lines or long 
circuits of any kind. 

When it comes to indicators for testing voltage 
and current we have a wide choice. We may use 
a bell, a buzzer, an incandescent lamp, a neon lamp, 


a voltmeter, a milliammeter, or a telephone receiver 
of the type we call a headphone. 

With the great variety of sources and indicators 
for voltage and current it is possible to make up a 
great many different kinds of test equipment. In a 
general way the methods of recognizing open cir- 
cuits, high resistances, short circuits and grounds 
are the same regardless of the kind of testing equip- 
ment used. Before discussing the particular advan- 
tages and disadvantages of the several testers we 
shall talk about the methods of making systematic 
tests. T 


LOCATING OPEN CIRCUITS 


To locate the position of an open circuit we may 
proceed as in Fig. 6, where the accidental open 
point is in the right-hand vertical wire. For a 
tester we use a voltmeter, and for a source of 
testing voltage we use the regular source which 
supplies the circuit in trouble. 

First, as in diagram "1," we disconnect a circuit 
wire from one side of the source, and to this side 
of the source connect one of the leads from our 
testing meter. Starting from the point at which the 
test meter has been connected to the source we 
now shall follow along the circuit, and every time 
we come to a terminal or other point at which the 
conductors are exposed we shall touch that point 
with the free lead of the testing meter. 


The first test point is the left-hand terminal of 
the lamp socket. With the tester connected to this 
point, as in diagram “1” of Fig. 6, the meter reads 
zero. The next test point as we follow along the 
circuit is the right-hand terminal of the lamp socket. 
Here also the test meter reads zero, as shown by 
diagram “2.” i 

Still following along the circuit we come next 
to the right-hand terminal of the switch. With the 
test lead connected here, as in diagram “3,” the 
meter reads the full voltage of the source. Current 
to actuate the meter flows as shown by the broken- 
line arrows. 

The open point in the circuit is somewhere be- 
tween the last point at which the meter read zero 
and the first point at which we had a voltage read- 
ing. Thus we determine in which section of the 
circuit there is an open. 

Note that had the circuit not been disconnected 
from one side of the source before commencing to 
make tests there would have been a complete con- 
ductive path through the circuit wiring between 
the points at which the test leads are connected. 
In Fig. 6 no current would flow through this path, 
because of the open farther along the circuit, and 
the meter still would read zero in diagram “1” and 
“2” even had one end of the circuit not been dis- 
connected from the source. But had the circuit been 
of some more complex type, znd had it been pos- 
sible for some current to flow in the sections 
bridged by the meter, then the meter would show 
some voltage drop and the indications might be 
misleading. 
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In Fig. 7 we. have the same kind of a circuit and 
have the same open point as in Fig. 6, but instead 
of using the regular circuit source for our testing 
voltage we have a “self-contained” tester consisting 
of a dry cell attached to and connected in series 
with the testing meter. The connections and the 
meter indications are exactly the same as in Fig. 
6—the meter continues to read zero until we pass 
the open point, then gives a voltage reading. 


Fig. 8 shows what would happen if we failed to 
disconnect one end of the circuit when using a 
self-contained tester. With the test connections of 
diagram “1” the meter would indicate voltage, with 
current flowing as shown by broken-line arrows. 
With the test connections of diagram “2” the meter 
still would read voltage. Therefore, we would have 
no means of locating the position of ti: open point 
in the circuit—the meter would give the same in- 
dications no matter where connected. 


If we fail to disconnect the circuit being tested, 
the test indications may or may not be reliable. If 
we disconnect one end of the circuit the indications 
always are reliable. Therefore, the safe thing to do 
is always disconnect one end of the circuit if this 
is at all possible. 


Now let’s see what will happen if we proceed to 
test around the circuit in a direction the opposite 
of that followed in Figs. 6 and 7. This might mean 
simply reversing the order of tests; commencing 
with the test connections of diagrams “3,” then 
making the connections of diagrams “2,” and end- 
ing with those of diagram “1.” With this order of 
testing the testing meter would indicate voltage 
with all.connections before reaching the open point, 
and would read zero with all connections beyond 
the open. 


One order of tests would give indications just as 
reliable as those with the other order, but since the 
indications are reversed you would have to keep 
constantly in mind the order in which you are pro- 
ceeding. The more things of this kind you have to 
remember the more difficult will be your work, so 
it is wise to adopt one order or the other and stick 


to it. Generally it is better, as shown in Figs. 6 - 


and 7, to disconnect one end of the circuit, connect 
one side of your tester at this end, then proceed 
from there around the circuit. Then remember that 
you get a reading after the open point has been 
passed. 


In Fig. 9 we have two opens in the same circuit. 
One of the open points is a blown fuse, the other is 
a break in the wire at the right-hand side of the 
circuit. The successive test connections and the 
indications are shown by the test meter positions 
numbered from “1” to “5.” With test “2” we have 
passed an open point in the circuit, yet still have a 
zero reading of the meter. The zero reading results 
from the second open point farther along in the 
circuit. Tests "3" and “4” likewise will give zero 
readings, but test “5” wil show voltage because we 
now have passed the last open point in the circuit. 


You might conclude that the only open point is 
the one disclosed by test “5.” This would be the 
same kind of error made by men who just “hunt” 
for trouble without making systematic tests. The 
thing to do in every case is to repair whatever 
trouble you first locate, then repeat the tests right 
through from the beginning. In the present case 
the second series of tests would locate the blown 
fuse, because with the connections for test “2” you 
would have a voltage reading and would know that 
an open point existed between tests “1” and “2.” 
Having replaced the fuse you then should start over 
again with the series of tests. Not until all the 
tests indicate no opens should you consider the job 
complete. This rule applies no matter what your 
method of testing and no matter what kind of equip- 
ment you are using. 

The methods of testing so far discussed might be 
called progressive tests, in which we connect one 
side of the tester to a certain point and then progress 
from that point around the circuit. With a self- 
contained circuit tester, having its own battery or 
other source of voltage and current, it is possible 
to test each part and section of a circuit individually. 


Individual tests for opens are shown by Fig. 10. 
The leads from the tester are bridged across one 
portion of the circuit after another until you have 
gone all the way around or have located and re- 
paired a trouble that permits the circuit to act 
normally again. In each test the indicator will 
show voltage if the parts tested are not open, and 
will show no voltage if the parts are open. Current 
will flow and voltage will be indicated through any 
portion of the circuit that is complete. If the por- 
tion tested is not complete, or is open, there can be 
no current flow and no voltage will be indicated. 
No voltage will be indicated because every volt- 
meter takes some flow of curent in order to move 
its pointer. 

In Fig. 10, tests number 1, 3, 5 and 7 check sec- 
tions of the wiring, and would disclose an open in 
whichever section is bridged by the test leads. 
Test number 2 would show up a blown fuse, test 
number 4 a burned out lamp, and number 6 would 
show defective contact in the switch. When making 
individual tests the circuit being tested must be 
disconnected from the source, at least at one end. 
Otherwise, voltage from the source will reach the 
tester when an open point is bridged, and casily 
may ruin the testing equipment. 


A very long circuit, or one containing many de- 
vices which might be open, may be checked in large 
sections as illustrated in Fig. 11. Here both ends of 
the circuit are disconnected from the source. One 
side of the circuit tester is connected to any point 
about midway of the circuit being checked. Then 
the other test lead is touched first to one of the dis- 
connected circuit wires and then to the other of 
these wires. With a connection at “1” in Fig. 11 
we would check for opens in any part of the circuit 
from this point around to the right-hand terminal 
for one of the lamps in the upper line—the point 
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where the other side of the tester is attached. With 
the tester connection at “2” we would check for 
opens in the remainder of the circuit. 

If these preliminary tests should show that an 
open existed in the section first checked we might 
further sub-divide that section of the circuit by 
moving the test lead from between the two lamps 
to a point between the resistor and signal. Again 
checking at point “1” would show trouble between 
this point and the test connection between resistor 
and signal, while checking at “2” would show 
trouble existing between the original connection 
(between the lamps) and the new connection be- 
tween resistor and signal. This general principle 
may. be used to divide a circuit into any number of 
sections, a method which may save much time in 
comparison with either progressive tests all around 
the circuit or with individual tests. 

In all of the tests so far outlined the tester itself 
has ben shown as having a meter for its indicator. 
A lamp or any other of the indicating means pre- 
viously mentioned might be used instead of the 
meter. The source of testing voltage and current 
might be any of those mentioned earlier. The prin- 
ciples of the tests would not be altered by the kind 
of test equipment employed. 

Fig. 12 shows what probably is the simplest of all 
tests for open circuits. With this method thé circuit 
being tested remains connected to the source. The 
tester consists of only an incandescent lamp having 
a voltage rating the same as the source voltage. 
For instance, in a 115-volt circuit we would use a 
115-volt test lamp. Leads from, the test lamp are 
connected successively across parts of the circuit. 
When the test lamp bridges a section of circuit or 
some device that contains an open the lamp will 
light. Current from the source goes around the 
open point and through the lamp as shown in 
diagram “1” of Fig. 12. When the test lamp bridges 
a part of the circuit that is complete the current 
will flow through the relatively low resistance of 
the circuit conductors rather than through the much 
higher resistance of the test lamp, and the lamp will 
not light. 

There are two objections to this method of test- 
ing. One objection is that the source must be in 
condition to deliver normal voltage and current, but 
the chief objection is that should the circuit contain 
more than one open point the test indicates nothing. 
The reason is shown by diagram “2” of Fig. 12. 
Here the test lamp is bridging an open point, but 
because of the second open in the circuit no current 
can flow and the lamp remains out, just as though 
there were no open point at all. This method of 
testing is frequently used for locating blown fuses 
and tripped circuit breakers. 


TESTS FOR HIGH RESISTANCE 

All tests for locating points of abnormally high 
resistance, but points which are not open com- 
pletely open-circuited, are carried out just as are 
tests for open circuits. But, since we wish to note 
the reduced current brought about by the high re- 


sistance, it is not enough to use an indicator that 
merely shows the presence or absence of current. 
Rather we need an indicator that shows the full 
current through the low resistance of a circuit in 
good condition, and which shows the greatly re- 
duced current due to abnormally high resistance. 

A tester which is effective for checking high" 
resistances consists of a small incandescent lamp 
and a battery that will light the lamp to normal 
brilliancy. When extra circuit resistance is in the 
tested circuit the lamp will become dim. An ohm- 
meter which indicates circuit resistance directly in 
ohms is an excellent testing instrument for locating 
points in high resistance. Still another suitable ar- 
rangement consists of a milliammeter, a battery, 
and a resistor which limits the current to the full 
range of the meter. High resistance in the circuit 
checked will reduce the current through the 
milliammeter. 

When using the method of Fig. 12, a point of 
fairly high resistance will cause the test lamp to 
light more dimly than usual when the lamp bridges 
such a point. This is because some current flows 


‚ through the high resistance of the circuit and some 


flows through the high resistance of the lamp. Such 
a test for high resistance is not so reliable as those 
made with other types of indicators, it is too diffi- 
cult to form judgments according to slight changes 
in lamp brilliancy. 


SHORT CIRCUITS 


Before commencing to talk about the methods 
used in locating short circuits and accidental 
grounds it will be advisable to examine a few gen- 
eral principles applying to these clases of trouble. 
In diagram "1" of Fig. 13 we have a circuit contain- 
ing three pieces of equipment marked A, B and C. 
These units are shown as consisting simply of 
resistances, but they might represent any kind of 
equipment since whatever uses electric power has 
more resistance than the line wires. It is the com- 
bined resistance of units A, B and C that opposes 
flow of current from the source through the circuit, 
and that limits the current to a value that does not 
blow one or both of the fuses through which cur- 


. rent enters and leaves the circuit. 


Diagram "2" of Fig. 13 shows wires disconnected 
from two of the circuit units. Note that opening 
this circuit at any point will prevent flow of current 
from the source into and through the circuit, No 
current will flow in any part of a series circuit that 
is opened at any point. 

In diagram "3" of Fig. 13 we have represented 
by a broken line a short circuit that has occurred 
between one terminal of unit B and one terminal of 
Unit C. The resistance of unit B has been “shorted 
out," so current from the source goes through unit 
A, the short circuit, unit C, and back to the source. 
The lessened resistance in the circuit, due to B 
being shorted out, allows excessive current to flow. 
This excessive current blows one of the fuses. 

So long as the short circuit remains it will do no 
good to replace the blown fuse with a good one, for 
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the new fuse will be blown by excessive current 
allowed by the short circuit. Instead of replacing 
the fuse we connect a test lamp in the place of the 
fuse, as shown by diagram “4” of Fig. 13. This test 
lamp must be of a voltage rating the same as the 
supply voltage. 

Now current flows as shown by the small arrows 
in diagram “4,” passing through the test lamp, 
unit A, the short circuit, unit C, and back to the 
source. The resistance of the lamp limits the cur- 
rent that may flow. This reduced current is enough 
to light the lamp but is not enough to blow the 
remaining fuse. Now we are ready to proceed with 
our tests. 


LOCATING THE SHORT CIRCUIT 

The usual method of locating the position of a 
short circuit is illustrated by Fig. 14. With the test 
lamp connected in place of the blown fuse, or con- 
nected in any manner between the source and the 
circuit being tested, the lamp will light. Working 
away from the point at which the lamp is connected 
we open each accessible point in the circuit. So 
long as we have not passed the short circuit, each 
point opened or disconnected will cause the test 
lamp to go out, as indicated in diagram "1." As 
each point is disconnected the lamp is observed, if 
the lamp goes out the connection is replaced to close 
the circuit at that point and the following point is 
temporarily opened. 

As soon as we pass the short-circuited point, as 
in diagram “2” of Fig. 14, opening any following 
points in the circuit will leave the test lamp lighted. 
This is because current from the source continues 
to flow through the test lamp and through the short 
circuit. 

The short circuit exists between the last discon- 
nected point at which the test lamp goes out and 
the fisrt disconnected point at which the lamp re- 
mains lighted—this as we proceed along the circuit 
from the position where the test lamp is connected. 

A method of locating a short circuit by using a 
self-contained tester is illustrated in Fig. 15. A 
self-contained tester is any type that has its own 
source of voltage and current, together with the 
indicating means, in one unit. The circuit being 
tested must be disconnected from the source, but 
need be disconnected on only one side if it is incon- 
venient to disconnect both sides. 'Then the tester 
leads are attached to the two ends of the circuit 
being ested. 

With the tester in place we commence discon- 
necting any accesible points in the circuit, working 
around in either direction, or starting from either 
end of the circuit. Each time we open the circuit 
the tester will indicate zero current so long as the 
shorted point has not been passed. This is shown 
by diagram "1" of Fig. 15. As soon as the shorted 
point has been passed, opening the circuit at any 
following point will allow the tester to continue 
showing current. This is shown by diagram “2” 

The short circuit exists between the last discon- 
nected point at which the tester reading drops to 
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zero and the first disconnected point at which the 
tester continues to show current. Compare this rule 
with the one for checking with a test lamp (Fig. 
14). Except that in one case we have a test lamp 
and in the other have a self-contained tester, the 
rules and the indications are the same. 

As shown by Fig. 16, a self-contained tester may 
be connected into a circuit at any point around the 
circuit provided the circuit is first disconnected 
from the regular source and the source terminals of 
the circuit are connected together. Comparing Figs. 
15 and 16 will show that they amount to the same 
kind of connection for the tester, in both cases the 
circuit is complete all the way around, and is com- 
pleted through the self-contained tester. 


LOCATING ACCIDENTAL GROUNDS 

An accidental ground is a type of short circuit in 
which the short part for current is between a con- 
ductor which normally should be insulated and the 
ground metal which forms part of the circuit. Since 
a ground is merely one kind of short, the test for 
locating grounds are essentially the ame as those 
for locating shorts. 

Fig. 14 shows the use of a test lamp for locating 
shorts in an insulated return circuit. Fig. 17 shows 
the same method of test applied to a ground re- 
turn circuit. Fig. 15 shows a self-contained tester 
used for locating short circuits. Fig. 18 shows the 
same tester used for locating an accidental ground 
in a ground return circuit. It is apparent that the 
testers will give the same indications for accidental 
grounds as they give for shorts between normally 
insulated conductors. The section of the circuit 
that is completed through ground or through metal- 
lic frameworks is the equivalent of a length of wire 
conductor. 

The general type of ground return circuit shown 
in Figs. 17 and 18, also by Fig. 5, is the type com- 
monly used for automobile wiring, some radio wir- 
ing, for some instrument and meter wiring, and in 
any cases where the metallic ground takes the place 
of an insulated copper wire and makes it possible 
to use less of the insulated wire in completing the 
circuit. 

In the power and light circuits for buildings and 
distribution systems we have grounded conductors 
which are grounded for safety reasons, not for re- 
ducing the amount of insulated wire required. In 
these grounded systems of wiring the metallic 
grounds carry no current except when faults de- 
velop that allow contact of the ungrounded con- 
ductors with those that are grounded or with the 
metallic grounds. 

The principle of grounding for safety reasons is 
illustrated by Fig. 19. Here we have a complete 
two-wire circuit from the source through to the 
lamp, which represents any load or loads on the 
circuit. One of the conductors, called the insulated 
conductor, contains the fuse or other protective de- 
vice for the circuit, also any switches used for open- 
ing the circuit. The other conductor is connected 
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to a ground, usually to the cold water piping in the 
building but sometimes to artificial grounds. The 
runs of wire in the building are protected by and 
supported by metallic conduit, boxes and fittings or 
by other types of metallic raceways. All of these 
metallic enclosures for the wiring, also the frames 
and supports of all stationary connected equipment 
and appliances are grounded through the equipment 
ground. Since the system ground and the equip- 
ment ground connect to the same final ground that 
enters the surrounding earth, all of the metallic en- 
closures and frameworks and all of the grounded 
conductors are connected together into one con- 
ductive path. 

In wiring installations such as represented in Fig. 
19 it is apparent that even the insulated conductor 
is connected to ground through the lamp filament 
or through the resistance of any other loads. If we 
disconnect this wiring from the source, then test 
from ground to the various conductors we shall find 
that all of them are grounded. However, the in- 
sulated conductors are grounded only through the 
relatively high resistance of the loads. An acci- 
dental ground occurs when an exposed part of the 
insulated conductors comes in contact with either 
a grounded conductor or with the metallic en- 
closures or frameworks, With such an accidental 
ground there is a path of low resistance from the 
insulated to the grounded sides. Excessive cur- 
rent through this low-resistance path will blow a 
fuse or trip a circuit breaker. Note that what we 
have called an accidental ground between the in- 
sulated and grounded conductors really is a short 
circuit between these two kinds of conductors. It 
acts like a ground because one of the conductors 
is grounded. 


TESTS IN BUILDING WIRING 


The first test for grounds or shorts in building 
wiring is shown by Fig. 20, with the test lamp or 
other indicator connected across the clips for the 
blown fuse or the opened circuit breaker. If there 
is a short between insulated and grounded con- 
ductor, the short circuit, the grounded conductor, 
and back to the source. If there is an accidental 
ground, current from the source will flow through 
the test lamp, the insulated conductor, the acciden- 
tal ground, the metallic raceway, the equipment 
ground, the system ground, and back to the source. 
Lighting of the test lamp will indicate that either a 
short or a ground exists, but will not tell which 
kind of trouble is present. 

With the test lamp still in the same place the 
next step is to open one or both of the ground 
connections as shown by Fig. 21. This may be 
done at the service equipment for the building. 
If the test lamp still lights, the trouble is a short 
circuit between wires, because current no longer 
can flow through the ground connections. If the 
test lamp now goes out there probably is an acci- 
dental ground. \ 


To check for the presence of an accidental ground 
on the insulated conductors the test lamp now is 
connected in either of the ground leads, as shown 
by Fig. 22. After thus connecting the test lamp, 
the fuse is replaced or the circuit breaker closed. 
Replacing the fuse or closing the breaker before in- 
serting the test lamp, with its high resistance, will 
simply blow the new fuse or re-open the breaker. 
If the test lamp now lights there certainly is an ac- 
cidental ground. 

The three tests of Figs. 20 to 22 should be per- 
formed in this numbered order. If the test of 
Fig. 20 shows the circuit to be clear there is no use 
in making the others. Even though the test of 
Fig. 21 shows a short circuit, the test for ground 
in Fig. 22 ‘still should be made, because there may 
be both kinds of trouble. 

The tests shown for building wiring may be made 
with a test lamp or other regular loads may be left 
in place. The test lamp takes so miuch current to 
light it that it will not light or will glow but dimly 
on any current that goes also through the regular 
loads, but will light brightly on current through a 
low-resistance short or ground. A bell or buzzer 
could be used provided the bell or buzzer were de- 
signed for the supply voltage—but this seldom 
would be the case. An ohmmeter should not be 
used because it will be subject to the supply line 
voltage. A voltmeter should not be used because 
it will indicate full voltage with the current that 
passes through the regular loads, such as lamps. 


LAMPS AS TEST INDICATORS 


Having examined many of the more common 
methods for locating circuit troubles we now are 
in a position to appreciate the advantages and dis- 
advantages of some types of test indicators. First 
twe shall consider incandescent lamps and neon 
lamps. | 

When used with the regular source for testing 
voltage and current, an incandescent lamp should 


' be a rated voltage as high as, or even higher than 


the supply voltage. The lamp should be of low 
candlepower or low wattage, bulbs of 6 to 25 watts 
being generally satisfactory. With small lamps the 
testing current is small and is unlikely to do any 
harm. The test lamp should be of the carbon fila- 
type because such filaments withstand much more 
abuse that do tungsten filaments. The test lamp 
socket should be of the weatherproof type, with a 
molded composition body from which extend two 
wire leads. Metal brackets are likely to cause shorts 


.and grounds through themselves, while porcelain 


sockets are easily broken. 


The simplest and least expensive self-contained 
tester is made with one or two dry cells and a small 
incandescent lamp as shown by Fig. 23. The lamp 
should be rated at 1% or 2 volts for a single dry 
cell and at 3 to 4 volts for two cells. Flash light 
bulbs may be used, but 3-4 volt automobile tail 
or dash light bulbs with two dry cells usually are 
more satisfactory. The dry cells should be of num- 
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ber 6 size, since any smaller sizes discharge quickly 
and then cause unreliable indications. 

Neon lamp bulbs such as used for night lamps 
and signal lamps come in ratings of one-quarter to 
three watts for operation on 110-120 volts. These 
bulbs will light on either direct or alternating cur- 
rent, both plates or electrodes lighting on alternat- 
ing current and only one of them on direct current. 
It takes a rather high voltage, such as supply line 
voltage, to “break down” a neon lamp and cause 
it to glow, but once the glow is established it will 
continue with a current of only a few milliamperes 
or, in the small bulbs, with a current measured in 
micro-amperes. 

When used with an alternating-current source a 
neon bulb will light and continue to glow with 
current that passes through the capacitance between 
adjacent insulated conductors, so will glow on cur- 
rent through an open circuit. With direct-current 
supply of voltage high enough to operate the lamp, 
the neon lamp will flash but will not continue to 
glow with current through such an open circuit. In 
general, the neon lamp is too sensitive or takes too 
little current to make it reliable for ordinary circuit 
testing. 


BELLS AND BUZZERS 


A vibrating type of doorbell or buzzer may be 
used in a self-contained teste: made up with two 
number 6 dry cells, the connections to the be'l or 
buzzer being the same as to the lamp bulb of Fig. 
23. Bells and buzzers of usual styles take so much 
current to operate them that they will not ring or 
buzz through a circuit containing even moderately 
high resistance, but they will operate through a 
low-resistance short or ground. The large currents 
taken by these indicators will quickly discharge 
even the large size dry cells. The chief advantage 
of ordinary bells and buzzers is that thes give ‘an 
audible signal and make it unnecessary to watch 
the indicator while making test connections. 

High-frequency low-current buzzers which oper- 
ate on four to six volts make satisfactory test indi- 
cators for self-contained testers using three or four 
dry cells or a dry cell battery of equivalent overall 
voltage. The only real objections to such buzzers 
are their high cost for good types, and their failure 
to buzz in the cheaper types. 


MAGNETO TEST SET 


A magneto test set, shown in principle by Fig. 24, 
consists of an alternating-current generator or a 
magneto, operated by a hand crank, and connected 
in series with a polarized bell and the terminals for 
the test leads. A polarized bell has a permanent- 
magnet armature and will ring on alternating cur- 
rent. Most magretos are designed to ring their 
bells through a circuit resistance of 20,000 to 
40,000 ohms, and, of course, through any smaller 
resistance. | 


Among the advantages of the magneto test set 
are ease of operation a signal that is clearly audible, 


Magneto Test Set—Voltmeters | | 27 


and the ability to test through circuits of high re- 
sistance. One disadvantage is that circuits con- 
taining large self-inductances, such as coil windings, 
have large opposition to alternating current and 
may prevent the bell from ringing. Another dis- 
advantage is that the aternating current will act 
through capacitances, and when a circuit contains 
either condensers or long closely spaced insulated 
conductors the bell ringing current will pass 
through these parts even though there would be 
an open circuit for direct current. 


VOLTMETERS FOR INDICATORS 


A voltmeter for use in direct-current circuits con- 
sists of a meter movement in which the pointer 
moves all the way across the scale with a current 
of from one to 10 milliamperes in most designs. 
Within the meter case or attached to it, and in 
series with the movement, is a resistor of high 
enough value so that application of the full-scale 
voltage to the meter terminals will limit the cur- 
rent to just enough for full-scale travel of the 
pointer. Such a meter is shown by Fig. 25. 

The voltmeter alone may be used just as a lamp 
or other indicator is used when the source of testing 
voltage and current is a line supply, or it may be 
used with any other source temporarily connected 
in place of the line of supply. In any case, the 
full-scale range of the meter must be at least as 
high as the maximum voltage from the test source. 


For a self-contained tester the voltmeter is con- 
nected in series with a dry-cell battery as shown 
in Fig. 25. The terminal voltage of the battery 
must be no higher than the full-scale range of the 
meter. | 

An advantage of the voltmeter is that its own 
high resistance prevents any but small currents in 
the circuit tested. Large currents through equip- 
ment tested, especially when they are direct cur- 
rents, may either magnetize soft iron cores that 
should not be magnetized, or may partially de- 
magnetize some parts that should have definite 
magnetic polarities. The small current required to 
move the meter pointer allows using a battery of 
small capacity with assurance of reasonably long 
service. A disadvantage of the voltmeter for some 
tests is that it will indicate nearly full voltage 
through a rather high external resistance or a high 
circuit resistance. Thus it is not easy to recognize 
the presence of abnormally high resistances in the 
circuit tested. 


Voltmeters for testing with alternating-current 
line power as the source usually are of the rectifier 
type. A rectifier meter consists of the same type 
of movement shown by Fig. 25 and of a current- 
limiting resistor. Between the movement and the 
terminals of the meter is a rectifier which changes 
alternating current into pulsating direct current 
that will operate the meter movement. There are 
other types of alternating-current voltmeters, but 
they take so much current for thei rown operation 
that we lose most of the advantages of a voltmeter 
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and might almost as well employ a small test lamp. 

An alternating-current voltmeter would not be 
used in a self-contained tester, since they only 
practicable source of alternating current would be 
a magneto or small a.-c. generator. With a mag- 
neto we might better use a polarized bell. 


CURRENT METERS FOR INDICATORS 


If an ammeter or milliammeter is used as a test 
indicator there must be permanently connected in 
series with the meter, and close to the meter, a 
resistor which will limit current to the full-scale 
value of the meter when the highest possible test- 
ing voltage is applied. Neglecting the small in- 
ternal resistance of the meter itself, the number 
of ohms in the limiting resistor must be equal to the 
maximum of applied volts divided by the full- 
scale current of the meter as measured in amperes, 
not in milliamperes. 

Unless it is necessary to measure current in am- 
peres or milliamperes during tests, a current-meter 
should not be employed. There is too much danger 
of applying excessive voltage and of burning out 
the meter. A delicate milliammeter without a pro- 
tective resistor may be burned out by connecting 
it to a single flash light cell. 

A milliammeter, a current-limiting resistor, and 
a dry cell battery may be asembled into a self-con- 
tained tester as shown by Fig. 26. The number 
of ohms required for the resistor is found by multi- 
plying the battery volts by 1,000, then dividing the 
product by the full-scale milliamperes of the meter. 
Such a resistor will limit the meter current to the 
full-scale value when testing a short circuit and 
when the battery is fresh. The tester thus assem- 
bled is practically the same as the self-contained 
voltmeter type of Fig. 25, except that the limiting 
resistor is a part of the voltmeter and is added to 
the milliammeter. 

A milliammeter of the rectifier type might be used 
when testing with alternating current as the source. 
Again it would be absolutely necessary to perma- 
nently connect a current-limiting resistor in series 
with the meter, so again it would be better to use 
a voltmeter rather than a current meter. 


OHMMETERS 


Fig. 27 illustrates the basic principle of a com- 
monly used style of ohmmeter, an instrument that 
indicates on its dial scale the ohms of resistance in 
a circuit to which it is connected. At “A” in Fig. 
27 we have a milliammeter which reads 10 milliam- 
peres at full scale, a 3-cell 4%4-volt dry cell battery, 
and a 450-ohm resistor, all in series between the 
terminals to which is connected an external circuit 
here shown as having zero resistance. 

Ohm’s law shows that the current is 10 milliam- 
peres through 450 with 434 volts applied, so, neg- 
lecting the small internal resistance of the meter 
itself, we have a full-scale reading of the meter. 
At “B” we have disconnected the external circuit 
from the terminals, so no current can flow and the 


meter reads zero. With the terminals open we 
have between them an external resistance so great 
that it is called infinite resistance. 

At "C" in Fig. 27 the terminals are connected to 
an external circuit having a resistance of 450 ohms, 
the same as the resistance of the resistor in the 
ohmmeter. Now the total resistance in series with 
the meter and battery is 900 ohms. Ohm’s law 
shows that this resistance allows a current of 5 
milliamperes with 434 volts applied. Thus we have 
a half-scale reading of the meter. 

The dial scale of an ohmmeter is graduated in 
ohms rather than in current values. Infinite ex- 
ternal resistance is indicated by the pointer all the 
way to the left, zero resistance is indicated by the 
pointer all the way to the right, and intermediate 
resistances are indicated by intermediate readings. 
The graduations are farthest apart at the low-resist- 
ance right-hand end of the scale and get closer and 
closer together as they go toward the high-resist- 
ance left-hand end. ; 

In a practical ohmmeter there is allowance for 
the internal resistance of the meter movement, also - 
adjustments for battery voltage and to compen- 
sate for gradual fall of voltage as the battery dis- 
charges. | 

One of the best of all test instruments may be 
made with parts such as shown in Fig. 27 enclosed 
in a case with terminals for test leads. Unless we 
wish to measure exact numbers of ohms it is not 
necessary to allow for movement resistance: nor to 
provide adjustment for battery voltage or battery 
discharge. The number of ohms in the fixed re- 
sistor inside the ohmmeter case is found by multi- 
plying the battery voltage by 1,000, and dividing 
this product by the full-scale milliamperes of what- 
ever meter is used. Because of the extra resistance 
of the movement the pointer will not go to full scale 
even with the terminals connected together through 
a short copper wire, but the pointer will go almost 
to full scale. A half-scale reading always will indi- 
cate an external resistance approximately equal to 
the fixed resistance used in the ohmmeter. 

A self-contained tester of this type will indicate 
an open circuit by its pointer remaining at the 
left-hand end of the meter scale, will indicate a 
“dead” short or a low-resistance ground by Же 
pointer going almost all the way to the right, and 
will indicate resistance by the pointer going to 
some intermediate position on the scale. | 


TELEPHONE. RECEIVER FOR TEST 
INDICATOR 

Fig. 28 shows the connections for a telephone 
receiver or radio headphone used as a tester. One 
or two dry cells are connected in series with the 
receiver and the test leads, preferably with cords 
long enough so that the dry cells may be carried in 
your pocket with the headband and receiver in place 
on your head, thus leaving both hands free to work 


‘with the test leads. 


When one lead is connected to one side of a cir- 
cuit being tested, and the other lead is lightly 
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touched to and withdrawn from the other side of 
the circuit, there will be pronounced click in the 
receiver if the circuit is complete, and there will 
be no click or only a weak one if the circuit is 
open. If the circuit being tested contains high re- 
sistance the click will be weaker as the resistance 
increases. 

Some circuits have quite a bit of capacitance, 
either in the form of condensers or capacitors, or 
else between adjacent insulated conductors in long 
circuits. When the telephone receiver is used for 
testing such circuits there will at first be a loud 
click as the capacitance takes a charge. If one 
lead then is removed and quickly reconnected the 
click will be weaker, but if much time intervenes 
between taps the click will be as loud as before 
if the capacitance is due to long insulated wires. 

After enough experience in using the telephone 
receiver so that its indications may be quite surely 
recognized, this makes a decidedly useful tester, 
but at first the clicks or absence of clicks is likely 
to be misleading. 


TESTS ON PARALLEL CIRCUITS, 


Up to this point all our diagrams of circuits teste: 
have shown series circuits. A series circuit is one 
in which all the current flowing in any one part 
must flow also through every other part of the 
circuit. It is a circuit in which all the parts are 
connected "end-to-end", and in which the two outer 
ends of the circuit are connected to the source. 

A parallel circuit consists of two or more cur- 
rent paths connected across the same source, Fig. 
29 shows loads A, B and C connected across 
a source. The voltage of the source is applied 
equally to all the loads connected in parallel, and 
the total current from the source divides between 
the loads connected in parallel. 

In diagram “1” of Fig. 29 there is fh open cir- 
cuit in the branch line for load B, but, as shown 
by the arrows, current still flows as usual through 
loads A and C. We might be able to locate the 
open circuit by measuring the change of resistance 
across the source, but this would require knowing 
the original resistance of the circuit when in good 
condition—a knowledge we seldom would have. 

In diagram “2” of Fig. 29 there is a short circuit 

between terminals on loads B and C. Current from 
the source folows the path shown by arrows, pass- 
ing through none of the loads but going entirely 
through the low-resistance wire conductors. No 
current to speak of flows through any of the loads. 
The excesive current through the wire conduc- 
tors will blow a fuse or trip a circuit breaker, just 
as will the short-circuit current in any other 
circuit. 
: Diagram "3" in Fig. 29 shows a ground return 
circuit with the three loads in parallel across the 
source. Opens and shorts in this circuit would act 
generally as they do in any other circuit, and acci- 
dental grounds would act like short circuits—just 
as they do in a series connection. 


To locate opens, shorts and accidental grounds in 
parallel circuits, or with loads connected in parallel 
we nearly always must disconnect the parallel 
branches from one another and test each branch 
as a series circuit, which it is when disconnected 
from other branches. Then the tests for various 
kinds of faults are exactly the same as those we 
already have studied. | 

Lighting and appliance branch circuits in build- 
ings ordinarily are wired according to the principle 
shown in Fig. 30, where the symbols marked L 
represent lamps or appliances. In each branch the 
lamps or appliances are in parallel between the 
two wire lines,-but the relatively high resistance 
of lamps between the two sides of the branch cir- 
cuit allows testing the branch like a series circuit 
when it is disconnected from other branches. Each 
branch may be disconnected from the service equip- 
ment by removing the fuse or opening the circuit 
breaker that protects the branch. The left-hand 
branch of Fig. 30 would be disconnected by remov- 
ing fuse A, then testing this branch according to 
the methods of Figs. 20 to 22. The upper right- 
hand branch would be disconnected by fuse B, and 
the lower right-hand branch by fuse C. 


Parallel circuits having exposed conductors run- 
ning between separate pieces of equipment may be 
broken up into series sections after inspecting the 
connections. When the conductors are concealed, 
as with the internal wiring of appliances and other 
electrical apparatus, it usually is necessary to have 
a wiring diagram of the equipment before it is pos- 
sibeto carry out positive tests for circuit troubles. 


DETERMINING THE PROBABLE TROUBLE 

Blown fuses, tripped circuit breakers, and evi- 
dences that equipment and insulation have been 
overheated indicate that the circuit troubles are 
shorts or grounds. When such symptoms are 
present you should commence your work with tests 
for shorts circuits and accidental grounds rather 
than with tests for open circuits. 

If lamps, appliances and other equipment fail to 
operate, and if fuses or circuit breakers are not 
open, it is probable that there is an open circuit and 
it is for such trouble that you first should make 
tests. When any equipment refuses to start or to 
operate, the correct procedure is to check for volt- 
age at the equipment terminals with switches 
turned on. You can make this check with a test 
lamp having a voltage rating the same as that of 
the supply line. If the lamp lights brightly there 
is voltage at the equipment and there are no open 
circuits in lines coming to the equipment. If the 
lamp lights dimly there probably is high resistance 
somewhere in the lines, and if the lamp fails to 
light at all there is an open circuit. 

Before making instrument tests for open circuits 
look for any switches which may have been opened 
in lines between the supply source and the equip- 
ment, and look for blown fuses or open circuit 
breakers in the lines. If switches, fuses and circuit 








breakers are closed, check for voltage all the way 
back to the source or to the point at which the 


circuits connect to a supply line. 


TESTING INTERNAL CONNECTIONS 


All of the diagrams that have illustrated circuits 
and methods of testing them have shown the loads 
or circuit units as though they were well separated 
from one another and had exposed wires running 
between them. Exactly the same methods are used 
for testing internal connections and internal circuits 
in any kind of electrical equipment. Whether you 
are checking a circuit between lamps in separate 
rooms of a building, or one between adja&ent tubes 
in a radio set makes no change in the general princi- 
ples of testing for circuit troubles. 

When testing the circuit and connections inside 
any one piece of electrical equipment much time 
will be saved if you have a wiring diagram or a 


schematic circuit diagram for the equipment, especi- 


ally if the construction it at all complicated. it 
would be relatively easy to check the internal con- 
nections of Something so simple as a vacuum 
cleaner containing only a motor, control switches 
: and their connections. It would be more difficult to 
test an electric range with its many additional 
control switches and thermostats. 


CHOICE OF TESTING METHODS 


With the various kinds of testing equipment 
we may employ either alternating or direct current 
supplies; taking alternating current from a supply 
line or a magneto, and direct current from batteries 
in most cases but sometimes from a d-c line. When 
you have a choice it is a good idea to use alternat- 
ing current for testing circuits and equipment that 
normally operate with such current, and to use 
direct current for those that normally operate with 
direct current. However, unless the circuit being 
tested contains coils that provide considerable in- 
ductance, or capacitors that provide considerable 
capacitance, direct-current testing equipment is just 
as. good as alternating current in every case. 

The voltage used for testing should preferably 
be as high as the normal operating voltage of the 
circuit tested, at least when you are using lamps, 
bells or buzzers for the test indicator. It is entirely 
possible for a short circuit or accidental ground to 
allow large leakage currents on 110 volts and yet 


not allow enough leakage to light a test lamp or 
ring a bell on voltage from one or two dry cells. 
When using more sensitive indicators, such as 


' votmeters and ohmmeters, any voltage that oper- 


ates the test instrument is sufficiently high for 
all usual tests. : 

When you use a high testing voltage, such as line 
voltage, always limit the testing current to the 
smallest possible value that will operate the in- 
dicator being used. A 6-watt lamp, taking but a 
small fraction of an ampere of current on a lighting 
and power circuit, gives indications that are just as 
positive and just as reliable as those of any larger 
lamp that takes much more current. The advantage 
of using a high testing voltage is in the fact that 
the high voltage will force current through faults 
in the circuit, but the least possible current is just 
as effective as a big curenrt so far as test indica- 
tions are concerned. 

Test leads should be of very flexible wire with 
conductors formed from braided strands covered 
with flexible insulation such as a thin layer of 
rubber and two layers of braided fabric. It is con- 
venient to have a spring clip at the end of one test 
lead. This clip may be firmly attached at one point 
in the circuit tested. At the end of the other lead 
should be a pointed test prod enclosed almost to 
its tip with rubber, fibre or composition insulating 
tubing. It is advisable also to have a sleeve of soft 
rubber over the spring clip. Unless the end of the 
test leads are protected with insulation clear to 
the tips with which connections are made, the 
exposed conductors of the leads will cause plenty 
of shorts and accidental grounds while you are 
making tests. 

A test lamp used alone, with line power for the 
testing voltage and current, should have insulated 
spring clips,on both leads so that it may be con- 
nected securely between terminals or fuse clips 
while you check for circuit troubles. When con- 
necting such a lamp to the circuit do not take hold 
of both clips at the same time and attach them. 
By doing this you are likely to get a severe shock. 
Use only one hand at a time, clip one lead in place, 
let go of it, then clip the other lead in place. The 
same general method of making test connections 
should be followed with any test equipment that 
employs high voltage or line voltage. 
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ELECTRICAL DIAGRAMS— WHAT THEY MEAN AND HOW 
TO READ AND USE THEM 


THE EASY WAY TO LEARN 


The language of electricity is written in electrical 
diagrams, and the best and quickest way to learn 
how to read and draw electrical diagrams is to start 
right in reading the kind of diagrams used by men 
in the electrical industry. 

Instead of first trying to memorize all the little 
separate rules and methods that: engineers use in 
making diagrams, then trying to fit these things 
together later on, it is far better tó commence 
studying complete practical diagrams right in the 
beginning. Nothing could be better adapted to such 
study than the diagrams in this book, for they not 
only represent actual electrical practice, but they 
have been proved through constant use by hundreds 


of electrical men working and learning in the Coyne 
School shops. 


SYMBOLS AND PICTURES 


Electrical diagrams show wires and other con- 
nections between separate electrical devices, such 
as a lamp and a switch, or may show the connec- 
tions inside some electrical device, such as those 
inside a motor. The wires are easily shown by 
simple lines on the diagram, but it is not always so 
easy to show the connected devices, such as lamps, 
switches and motors. 'These devices might be 
shown with pictures, but there is a better and 
simpler way. 

The reading of all electrical diagrams is made 
relatively easy by using symbols instead of pictures 
to represent electrical parts. A symbol is a sort of 
simplified picture, a kind of sign writing. The dif- 
ference between symbols and pictures is shown on 
the two pages at the beginning of the Wiring 

ection, where many common electrical devices 
are shown both ways. 

A picture can show the external appearance of 
only one particular make or model of an electrical 
part, and in nearly every case fails to show how 
the part behaves electrically. Consider the pictures 
of switches shown on one of the pages of symbols. 
Except for the knife switches, where the working 
parts are exposed, any of these switch pictures 
might represent almost any type of switch—open 
circuit, closed circuit, double circuit or double 
throw. But the symbols for the switches indicate 
quite clearly how the switches work electrically, 
how they are supposed to open and close electrical 
circuits. The same differences between symbols 
and pictures show up with adjustable resistors and 
with other devices having moving parts. 


SYMBOLS 


For quite a few electrical parts we have a choice 
of _two or more symbols which mean the same 
thing. For instance, wires that cross without being 


connected may be shown in any of three ways. 
Some engineers and draftsmen use one method, 
while others use a different one—it’s just-a matter 
of personal choice. 

Other examples of different symbols for the 
same thing occur with cells and with batteries. The 
shorter lines may be of the same thickness as the 
longer lines, or the shorter ones may be much 
heavier. Transformers may be shown with zig-zag 
lines or with loops, resistors may be drawn to look 
like a dovetail joint or to look like saw teeth. The 
meaning of a symbol is not altered by the style 
used, any more than the meaning of words is 
altered by writing them sometimes slanting, some- 
times vertical, and sometimes backhand. 

The man who makes the diagram may specify, 
usually by a note on the diagram, that certain 
styles of symbols have special meanings on that 
one diagram. For example, it might be noted that 
resistors shown like a dovetail indicate those con- 
structed with cast iron "grids," and that those 
shown by a saw-tooth line indicate those that are 
wire-wound. But these are special cases and they 
do not alter the general meanings of the symbols. 

Compared with pictures, symbols are easier to 
draw, are easier to recognize even though roughly 
or crudely drawn, and with symbols it usually. is 
easier to follow current paths through the parts. 


Ás a consequence, practically all electrical diagrams 
make üse of symbols. 


WHAT EACH SYMBOL MEANS 


Because the symbols shown on the two pages of 
symbols and pictures are used in so many electrical 
diagrams you should become well acquainted with 
the meaning of each of them. The following ex- 
planations tell just what each symbol signifies. 
Wires Crossing (Not Connected): Wires which 

are not electrically connected together, but which 
must cross one another in a diagram, are shown 
by any of these symbols. The left-hand symbol 
generally is preferred, especially in engineering 
work, but the one at the right indicates the 
crossing most clearly. 

Wires Joined or Connected: Wires which are 
electrically connected together, so that current 
may flow from one to the other, are shown by 
these symbols. Note that a small black dot indi- 
cates the point of joining. 

Switch, Open Circuit: This symbol may indicate 
a press-button switch or other type normally 
held open by a spring, and closed by pressing 
a button or a lever. The switch opens again 
when the button or lever is released. The circuit 
in which the switch is connected normally re- 
mains open. This type may be called a normally 
open switch. 
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Switch, Closed Circuit: This is a switch normally 
held closed by a spring, and opened by pressing 
a button or operating a lever. The circuit in 
which the switch is connected normally remains 
closed. This type may be called a normally 
closed switch. 

Switch, Double Circuit: This switch has three wire 
terminals, one connected to the movable blade 
of the switch, another to the contact point with 
which the blade is held in contact by a spring, 
and the third connected to the contact which 
normally is separated from the movable bladc. 
A circuit normally remains closed between the 
movable blade and one contact point, and upon 
pressing the button or lever the connection is 
shifted to the other contact. This may be called 
a two-way switch. 

Switch, Double Throw: This switch will connect 
one wire or one line to either of two other wires 
or lines, depending on which direction the switch 
handle or blade is moved. 

Lamps: Either of these symbols may be used for 
any style of incandescent lamp. If some other 
style of lamp is to be indicated, such as a flu- 
orescent type, a note to that effect should be 
made on the diagram, or else some special symbol 
should be used and plainly identified. 

Cells: A cell is a single unit that produces emf 
and causes current to flow in a closed circuit. 
The longer line usually indicates the positive 
terminal of the cell, although this is not an 
invariable rule. 

Battery: A battery consists of two or more cells 
which, when connected together in series as indi- 
cated by the symbol, deliver more emf or more 
voltage than a single cell. While the end of the 
battery shown by the longer line usually is con- 
sidered to represent the positive terminal, it is 
better practice to mark the ends with plus (++) 
and minus (—) signs for polarity. The number 
of cells shown in the battery symbol does not 
necessarily indicate the number of cells in the 
actual battery. A few long and short lines may 
indicate any number of cells. One end of the 
symbol may be a long line and the other a short 
line, both ends may be long lines (this is good 
practice), or both ends may be short lines, 

Transformers: Transformer windings may be indi- 
cated either with zig-zag lines or with loops. The 
zig-zag lines are preferred in commercial and 
industrial power and light circuits, while the 
loops are generally used in radio circuits. When 
using looped lines for the windings, one or more 
straight lines between the windings indicate an 
iron core. The absence of such straight lines 
means an air core. An iron core is assumed when 
using the symbol consisting of zig-zag lines, since 
power transformers always have iron cores. 

Resistor, Fixed: A fixed resistor is one whose re- 
sistance cannot be altered while the resistor is in 
a circuit and is carrying current. The left-hand 
symbol, appearing like a dovetail joint, is the one 
used for resistors in commercial and industrial 


power circuits. The saw-tooth or zig-zag line is 
used for resistors in radio circuits. Provided 
there is no danger of confusing the resistor sym- 
bol with the one for transformer windings, the 


‘saw-tooth symbol may be used to indicate re- 


sistors in any circuit. 


Resistor, Adjustable or Variable: An adjustable or 


variable resistor is one whose value in ohms, or . 
whose resistance, may be altered while the re- 

sistor is in use and is carrying current. An adjust- 

able resistor may be called a rheostat. These 

devices are used for adjusting or varying the 

voltage and current going to some piece of elec- 

trical equipment or to a circuit. 


Meters: All kinds of meters are indicated by circles 


within which are letters identifying the kind of 
meter. In addition to the symbols shown, a circle 
with an inclosed “F” would indicate a frequency 
meter, one with “WH” would indicate a watt- 
hour meter, one with “MD” would indicate a 
maximum demand meter, and so on. 


Direct-current Machines: Direct-current generators 


and motors are indicated by circles which repre- 
sent their commutators, and with diagonal lines 
which represent the brushes. Without a letter 
in the circle the symbol usually means a gener- 
ator or dynamo, although it is common practice 
to place a “G” within the circle to prevent pos- 
sible misunderstanding. The letter “M” within 
the circłe indicates a motor. 


Alternating-current Machines: An alternator or 


alternating-current generator is indicated by two 
concentric circles representing the slip rings and 
by sloping lines that represent the brushes or col- 
lectors. There are so many varieties of alternat- 
ing-current motors that the symbol is simply a 
circle with the letter “M” inside. The general 
type of circuit, the connected wires, and other 
equipment in the circuit will help to identify 
many of these simple symbols and to avoid con- 
fusion. As an example, there would be three wire 
connections running to a three-phase alternating- 
current motor. 


Fixed Capacitor or Condenser: An electrostatic 


condenser is commonly called simply a condenser. 
Capacitor is the better name, because there are 
many other kinds of condensers. The left-hand 
symbol, consisting of two parallel lines, is the 
one generally used in radio work. The right-hand 
symbol, indicating the interleaved plates and. 
dielectric of the capacitor, is generally used in 
commercial and industrial circuit diagrams. 


Variable or Adjustable Capacitor or Condenser: 


Either of these symbols indicates a capacitor 
whose value or whose capacitance may be altered 
or changed while the capacitor is working in a 
live circuit. Both of these symbols originated in 
radio work, since it is only in this and similar 
fields that adjustable capacitors are generally 
used. 


Inductor, Reactor or Choke Coil: Any coil or wind- 


ing which possesses considerable self-inductance 
and inductive reactance may be shown by thesc 
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symbols. The looped lines are the standard sym- 
bols for inductors or coils both in power diagrams 

. and in radio diagrams. 

Ground Connection: A ground connection is a con- 
nection either to a conductor that leads into the 
earth, or to the metallic framework and supports 
that carry electrical equipment. Two or more 
ground connections shown by symbo!s in the 
same diagram are assumed to be for the same 
ground, so that there is a continuous conductive 
path between the grounds shown on the diagram. 

Signals: The symbols for bells, buzzers and an- 
nunciators are among those most commonly 
found in wiring diagrams. Other signal symbols 
will be shown on later sheets of symbols. 

Relay: A relay is a switch whose contacts are oper- 
ated by an electromagnet in which flows current 
that controls the relay. The contacts are in the 
same or a separate circuit. Relays often are 
shown by an outline having the shape of the part 
to which wire connections are made, and on 
which the relative positions of terminals are 
clearly shown. 


KINDS OF ELECTRICAL DIAGRAMS 


Before commencing the actual reading of elec- 
trical diagrams you should understand that different 
kinds of diagrams are intended for different pur- 
poses. Some diagrams are especially helpful when 
you are installing and wiring electrical apparatus, 
while others are arranged to help you locate and 
remedy circuit troubles. Some diagrams show only 
the external wires and connections between exposed 
terminals of electrical parts, others show the con- 


a nections inside the parts. 


In this book are many diagrams of each kind. 
To help you recognize their particular purposes and 


applications we now shall examine some examples 
of each kind.. 


EXTERNAL AND INTERNAL DIAGRAMS 

Some electrical diagrams show the wires and 
other conductors through which electric current 
may flow, or should flow, as it travels from the ex- 
posed terminal screws and fastenings on each piece 
of electrical equipment to the exposed terminals of 
other pieces in the same circuit or same installa- 
tion. A diagram of this general type appears on 
page 63 where you may see all the wires running 
between lamp outlets, switches, and other parts of 
the lighting installation for a small bungalow. 

Other electrical diagrams show conductors and 
current paths through the parts which are inside 
some one electrical device. Diagrams of this type 
are shown on pages 45 and 46, where it is easy 
to trace the current paths through windings and 
contacts that are inside the relays. 

Still other diagrams show both internal and ex- 
ternal connections, or may show the internal con- 
nections for only some of the parts, and the external 
connections between all of them. Diagrams of this 
class are on page 47. On this page the diagrams 
show all the external connections between all the 


parts, they show the internal connections inside the 
relays, but they do not show the internal connec- 
tions for the signal bell in the upper diagram nor 
of the motor in the lower diagram. 

As you have just seen, it is possible to have 3 
diagram showing only external connections, pos- 
sible to have one showing only internal connections, 
possible to have one showing both external and 
internal connections, or possible to have one show- 
ing some external and some internal connections. 
The kind of diagram furnished on any job depends 
on what work you are to do—on whether you are 
to work only on the external wiring, only on the 
internal connections, or on both. 


WIRING DIAGRAMS 


When we speak of an electrical diagram as a 
wiring diagram we usually mean that the diagram 
shows exactly how wires are to be placed between 
electrical parts, and just where each wire is to be 
connected. 

On page 65 are wiring diagrams showing the 
outline shapes of a meter box and a service box. 
On these boxes are shown the exact positions and 
connections for the black or red wires (B or R) 
and for the white wires (W). Anyone able to use 
screwdriver and pliers should be able to install 
wiring with the help of such a wiring diagram. 

The uppermost diagram on page 64 is a wiring 
diagram because it shows for the electric range 
the true relative positions of its burners, switches 
and other parts, and shows the actual locations of 
wire terminals on these parts. Were you looking 
at the range itself you would find that this diagram 
is practically a picture of the wires and terminals. 


CIRCUIT DIAGRAMS OR 
SCHEMATIC DIAGRAMS 


Running all the way across page 64, immedi- 
ately below the large wiring diagram for the elec- 
tric range, are two smaller diagrams. One is 
marked “Circuit for Cooking Unit,” the other “Cir- 
cuit for Oven Unit.” These are not wiring diagrams, 
because the heater elements, switches and connec- 
tions are not’ in the relative positions that thev 
actually occupy on the range. But, on these circuit 
diagrams, it is easy to trace the paths for electric 
current all the way from the three main wires 
marked L, N and L through the switches and 
through the resistors which are heating elements, 
and back to the main wires. This style of diagram 
shows the paths for current very clearly, but does 
not place the parts in their true relative positions. 
A circuit diagram, which shows electrical circuits, 
may also be called a schematic diagram, because it 
shows the general scheme of things from the stand- 
point of electrical action. 

It is plain that if you wish merely to check the 
connections of wires to the terminals of this electric 
range you will prefer to work with the large wiring 
diagram at the top of the page. But should one 
burner fail to operate and should you wish to check 
the paths through which the resistor in this burner 
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gets its current, then it will help greatly to have a 
circuit diagram or schematic diagram showing just 
how the switches operate, and just which resistors 
should be carrying current for each of the several 
degrees of heat. At least it would save much time 
provided you knew how to read a circuit diagram. 
Before we get through with our studies you will 
know how to read every such diagram and will be 
able to correctly interpret its meaning. 

As a general rule the more expert and experi- 
enced the electrician the more he prefers to have 
circuit diagrams or schematic diagrams, and the less 
he depends on wiring diagrams. After getting ac- 
quainted with electrical apparatus in a general way, 
and when you have a particular piece of apparatus 
right in front of your eyes, it is not difficult to 
follow the wiring between exposed terminals. But 
no one can follow internal wiring without either 
taking the thing apart or having a good -circuit 
diagram. With such a diagram it becomes easy 
to test for opens, high resistances, shorts and 
grounds by connecting your circuit tester to the 
exposed terminals—and to know from test indica- 
tions just what is wrong inside the part on which 
you are working. 


PICTORIAL DIAGRAMS 

Sometimes a wiring diagram is a pictorial dia- 
gram, meaning that it consists of pictures showing 
the external appearance of the parts and of the 
wiring connections between them. On page 64, in 
the lower left-hand corner, the range installation 
diagram is a pictorial diagram. This diagram shows 


pictures of how conduit (pipe for enclosing wires). 


and armored cable (flexible metal covering for 
wires) are to be run between the electric range, 
the meter box, the switch box, the ground connec- 
tion, and the outdoor service connection for the 
wires of the electric power company. 


COMBINATION DIAGRAMS 

Wiring diagrams, circuit or schematic diagrams, 
and pictorial diagrams all have their particular 
uses. But often more useful than any of them is 
a type which we may call a combination diagram. 
Such a diagranr is partly pictorial and partly a cir- 
cuit or schematic diagram. The telephone diagrams 
on pages 51, 52 and 53 are combination diagrams. 

Consider the diagram on page 51. Here you 
may follow the internal connections through the 
windings in the symbol for a transformer, whose 
terminals are marked S-S-P-P, also through the 
electromagnet windings of the bell shown toward 
the right from the receiver, and you may follow the 
current paths through the contacts of the receiver 
hook switch: But internal circuits are not shown 
for the transmitter or mouthpiece at the extreme 
left-hand side of the diagram, nor for the receiver 
which you place to your ear, nor for the ringer 
magneto which is up near the line terminals at the 
right. 

In this diagram on page 51 we have symbols 
for the transformer, the battery, and the ground 


connection inside the magneto. We have simplified 
pictures for the transmitter and receiver. For the 
receiver hook switch, the bell, and the switch on 
the magneto we have a combination of picture and 
circuit diagram. 

Excellent examples of combination diagrams are 
the meter connections shown on page 65. The 
meters themselves are shown by outlines with the 
windings inside the meters shown by loops con- 
nected to terminals which are in the positions they 
actually occupy on the meter basis. The fuses are 
shown very much as they actually look, either when 
looking at their tops or their sides. The shaded 
parts near the fuses are the connection straps, cop- 
per bars into which thread the terminal screws for 
wire connections. 


In these diagrams on page 65 you have enough 
of a picture of the meters and the meter boxes 
to let you recognize every part of the actual equip- 
ment, and in addition you have all the internal 
wiring and the external connections so that every 
current path is easy to trace. 


READING THE DIAGRAMS 


Now that you have become familiar with many 
of the principles of all electrical diagrams we shall 
proceed to examine, one by one, each page or each 
diagram in the following section on “Wiring.” In 
nearly every diagram or on nearly every page are 
examples of methods and practices generally fol- 
lowed. As you become acquainted with these prac- 
tices you gradually will build up your ability to 
read and understand all electrical diagrams. Some- 
day soon you will wonder why any of them ever 
appeared so complicated and intricate. 


PAGE 41 


This page shows a circuit tester consisting of 
battery, lamp and flexible wire leads, used to deter- 
mine the type of switch being tested. In diagrams 
A, C and D there are arrowheads on the ends of 
the leads from lamp and battery, indicating that 
these leads are tipped with metal prods which may 
be touched to terminals being tested. Test leads 
may be shown as straight wires (diagrams A and 
B) but more often are shown by wavy lines (dia- 
grams C and D) to indicate that they are flexible 
wires easily moved about. The types of switches 
are shown by their symbols. 


PAGE 42 


In tracing current paths through a diagram the 
directions of current flow may be indicated by ar- 
rowheads on the lines which represent wires. When 
a switch is shown as open on the diagram, but must 
be closed to permit current flow, the closing is indi- 
cated by a dot placed alongside the switch symbol. 
These practices are followed in Coyne School shops. 


PAGE 43 


The voltmeter, ammeter, battery and switches are 
indicated by their symbols. The voltmeter terminals 
carry flexible test leads tipped with metal prods, 
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as indicated by the arrowheads at the ends of the 
meter leads. 


PAGE 44 

Diagram A represents a water pump, water pip- 
ing, and water pressure gauges connected to the 
piping. In the other diagrams the pump is replaced 
with an electric generator, the pipe with electric 
wifes, the pressure gauges with voltmeters which 
measure electrical pressure, and the small section 
of pipe at the right-hand side is replaced with an 
electrical resistor. 

In diagram B note that the negative (—) terminal 
of the generator is grounded. On the voltmeters 
represented at various points along the wire, one 
meter terminal is connected to the wire and the 
other terminal to ground. Thus one of the meter 
terminals always is connected through ground to 
the negative (—) side of the generator, and the 
meters will measure voltages at various points 
along the wire with reference to the voltage at the 
generator negative terminal. 

In diagrams C and D the voltmeters are not 
grounded, but are connected through test leads to 
various points on the wire. 


PAGE 45 


In diagrams A, B and C connections from ter- 
minals O, M and C to the movable blade and the 
contact points are shown by broken lines. This 
indicates that these connections are made under- 
neath the base of the relay. The coil or magnet 
connections shown by full lines are on top of the 
relay base where they may be seen. 

Between diagrams A and B is a list giving mean- 
ings of letters used in the diagrams. In this list 
the part numbered 2 is identified as a spring, other- 
wise it might be taken for a resistor because of 
the manner in which it is shown in the diagrams. 
Parts with which there might be some confusion 
or doubt always should be identified on the dia- 
gram. 

PAGE 50 | 

In the lower diagram for an alarm circuit the 
bell armature, to which is attached the clapper that 
strikes the bell, is held toward the right so long as 
the switches remain closed to let battery current 
flow through the coils. Opening either switch opens 
the coil circuit, allows the armature to move to the 
right and make contact with the breaker screw, 


thus completing the bell circuit through the two. 


ground connections and allowing the bell to ring 
continuously. 


PAGE 54 


The symbols at which we looked on earlier pages 
are those generally used for diagrams in which it 
is possible to trace the current paths throughout 
the entire electrical system. They are used for 
schematic diagrams and for circuit diagrams. This 
new page, Symbols for Wiring Plans, shows how 
the various electrical devices are indicated on dia- 
grams for building wiring. Most of these symbols 


are for various kinds of outlets. An outlet is a 
point on a wiring system from which is taken cur- 
rent for lamps, fixtures, appliances, heaters, motors, 
or any other electrical equipment. - 

The names printed alongside the symbols usu- 
ally indicate quite clearly just what kind of outlet 
is meant. However, we shall follow down through 
the columns of the page and explain some- points 
which may not be entirely clear. 

A Capped Outlet is an outlet provided for pos- ` 
sible future use, but at present closed with a 
screwed-on plate and having no external connec- ` 
tions. A Junction Box is a steel or porcelain en- 
closure within which are joints between wires from 
different branches or runs in the wiring system, 
but to which lamps and other equipment are not 
connected. Vapor Discharge lamps include mer- 
cury vapor and fluorescent lamps as distinguished 
from incandescent lamps. 

A Duplex Convenience Outlet is one to which 
two cord plugs may be connected at the same time. 
Convenience Outlets in general are outlets designed 
to take the prongs of the plugs on flexible cords. 
A Switch and Convenience Outlet is one that takes 
one cord plug and has in the same box a switch 
controlling current to the plug connections. 

A Single Pole Switch opens and closes only one 
side of a two-wire line, while a Double Pole Switch 
opens and closes both sides. Three Way and Four 
Way Switches are used for controlling a single 
lamp or other equipment from two or more loca- 
tions. An Electrolier is a lighting fixture having 
a number of lamps. A Circuit Breaker Switch is 
circuit breaker that operates automatically in case 
of excessive current, and that may also be oper- 
ated by hand like an ordinary switch. A Momen- 
tary Contact Switch is one that makes and then 
quickly breaks a connection as the switch is oper- 
ated. 


PAGES 55 TO 57 


Here are pages showing the connections and 
operation of switches such as generally used to con- 
trol lighting and appliance circuits in buildings, 
as well as for any other controls which are similar. 

The outlets controlled by the switches are repre- 
sented by circles with four short lines radiating 
around the outside. The switches are shown by 


heavier circles. The switch terminals and station- . ' 


ary contacts are indicated by small black squares 
around the inside of the switch circle, while the 
contacts that are moved as the switch is operated 
are shown by lines between the terminals inside 
the switch circles. 

On page 55 note carefully the differences be- 
tween the symbols for single-pole, double-pole, 
three-way, and four-way switches. These symbols 
are used for their respective types of switches on 
the two following pages. 


PAGES 58 TO 60 


Now we are ready to examine plans for wiring 
a five-room bungalow. These first pages, 58 to 
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60, show how wiring contracts and specifications 
usually are written and how the electrical con- 
tractor figures his costs in great detail. 


PAGE 61 

This is a floor plan such as the architect fur- 
nishes for the electrical contractor or electrician. 
On the plan are marked, with symbols, the loca- 
tions for all ceiling and side wall outlets, for all 
convenience outlets, and for all the wall switches 
that are to control current for the outlets. The 
plan shows. the positions and construction of walls, 
and shows obstructions such as plumbing and heat- 
ing equipment which might interfere with runs of 
‘wiring. Enough building measurements are shown 
to allow the electrician to figure out the lengths 
of all wiring required for the job. Now it is up to 
the electrician to lay out the wiring for greatest 
economy of material and labor, while complying 
with rules of the National Electrical Code or with 
local ordinances for wiring. 


PAGE 63 

This is the circuit wiring diagram prepared by 
the electrical contractor or the electrician. Compare 
the locations of all outlets and switches with those 
-shown on the floor plan of page 61. Two circuits 
coming from the basement are shown entering this 
wiring diagram at the right-hand side. One circuit 
goes to the two bedrooms, their connecting hall, the 
bath room, the entrance hall, and to the second 
floor or attic. The other circuit goes to the kitchen, 
the basement stair light, the dining room and the 
living room. The loops placed around two con- 
ductors or three conductors at various places indi- 
cate that the conductors within a loop are run 
together inside a length of conduit or other form of 
raceway. 


PAGE 64 


The left-hand side of the upper wiring diagram 
shows connections in the oven unit-of the electric 
range. There are two heater resistor units, marked 
“Lower Oven” and “Upper Oven,” which are con- 
trolled by a single oven switch. Four switch ter- 
minals connect to the heaters, while three terminals 
connect through the thermostat and another re- 
sistor to the line terminal block. 

Below the wiring diagram are circuit diagrams. 
The oven circuit diagram is toward the right. This 
oven unit circuit diagram shows the single switch 
in four different positions; off, pre-heat, bake and 
broil. Note that four leads run from the switch 
contacts to the heater resistors and that three leads 
run from the switch contacts to the line, just as in 
the wiring diagram up above. 

The wiring diagram for the cooking unit (the 
"burners") is shown at the upper right. There are 


ur resistor heating units and four switches, one 
"switch for each unit. The circuit diagram for the 


hing unit is shown below the wiring diagrams 
ward the left. This circuit diagram shows 
cin its four different positions; off, high, 






medium and low. The four switch diagrams apply 
to only one switch, any one of the four used. All 
four would operate in the same manner. 


PAGE 66 

The 2-wire meter (upper left) is used when only 
two service wires come to the installation. from 
the power company lines. One of these wires is 
grounded in the power lines and is connected to 
the grounded neutral strap. There are two branch 
circuits or building circuits, marked "Load A" and 
*Load B." 


The 3-wire meters (upper right and lower left) 
are used when there are three incoming service 
wires. One of these, called the neutral service con- 
ductor, is grounded in the power circuits and is 
connected to the grounded neutral strap. The volt- 
age between the neutral and either of the other 
“outer” wires is 110-120. The voltage between the 
two outers is 220-240. Each building circuit, branch 
circuit, or load circuit has two wires. One of these 
wires is connected to the neutral and the other is 
connected to either one or the other of the outer 
wires. Thus each branch circuit has two wires with 
a voltage difference of 110-120, and one of them is 
grounded through the neutral grounds. 


The three-phase meter is a type used on three- 
phase alternating-current power lines that supply 
power for large motors and other commercial and 
industrial equipment. 


PAGE 67 


This sheet shows a test that may be applied to 
building circuits and outlet connections after the 
installation is complete but before the regular serv- 
ice is connected. Any direct-current source furnish- 
ing 200 to 250 volts is connected at the meter 
socket or to the branch circuits where they start 
from the service entrance equipment. The negative 
of the source is connected to the grounded side or 
neutral side of the building circuits. 

Each lampholder then is checked by means of 
a 200-240 volt neon lamp, which has a medium 
screw base like an ordinary incandescent lamp. 
This lamp has two plates or two “filaments.” Only 
one of them will light or glow on direct current. 
and this will be the one connected through to the 
negative side of the d-c source. The lamp is first 
tested to see which plate glow# when the screw 
shell of its base is connected to the negative side 
of the source, and the glass of the lamp is markel 
to identify this plate. 

Screw shell lampholders are supposed to be so 
connected to the wiring that the shell connects to 
the grounded wire or the neutral wire and so that 
the center contact connects to the ungrounded side 
or “hot” side of the circuit. When the neon test 
lamp is screwed into a lampholder the identified 
plate will glow if the lampholder is correctly con- 
nected to the circuit wires. If the lampholder con- 
nections are reversed, the other plate of the test 
lamp will glow. 
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SYMBOLS USED IN WIRING DIAGRAMS ` 


NAME OF PART SYMBOLS PICTURES 


WIRES CROSSING 
(Not Connected) 
















WIRES JOINED OR 
CONNECTED 


SWITCHES 
Double Circuit Double Throw 
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CELLS | | | 
| Lo 


K... 


Two or more cells 
With two untapped windings 


. 


Tapped Three 
winding windings 












TRANSFORMERS 
With iron cores 









































RESISTOR, ADJUST- 
ABLE OR VARIABLE 
RHEOSTATS 
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SYMBOLS USED IN WIRING DIAGRAMS 


METERS 














Ammeter Voltmeter Wattmeter 


9% 


Generator Motor 





DIRECT-CURRENT 
MACHINES 






ALTERNATING- 
CURRENT 
MACHINES 










Alternator 








FIXED CAPACITOR 
OR CONDENSER 






VARIABLE OR 
ADJUST ABLE 
CAPACITOR OR 
CONDENSER 







INDUCTOR, REACTOR 
OR CHOKE COIL 










Iron Core 





Air Core 








GROUND 
CONNECTION 





SIGNALS 
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IDENTIFYING SWITCH TERMINALS. 1] 


BEFORE WIRING ANY: CIRCUIT that involves the use of' 


Switches, it is first of all necessary to test the 
switches themselves to make sure that they are the 


type required and that they are operating properly. 


The test circuit consists of a source of power, a test 
lamp, and a couple of leads. When the test leads are 
touched together, the lamp should light. If the lamp 


does not light, there is something the matter with the 
test circuit. 


Diagram A shows how to test a switch. Note that the 
leads from the test circuit are placed on the switch 
terminals, As this switch is normally орен. the light 
will not light wntil the switch button i S pressed. 
If the switch lights the lamp when the button is 
pressed, two things are shown: 

1. The switch is in operating condition 

2. The switch is an open circuit type 


Diagram B shows the test result on a switch that is 
normally closed. If the test. lamp lights when the 
leads are placed on the switch terminals but goes out 
when the button is pressed, two things are shown: 

1. The switch is in operating condition 


2. The switch is a closed circuit type 


Diagram C shows a double circuit switch. This is 
really two switches in one, for it is a combination of 
an open circuit switch and a closed circuit switch. 
To test this switch and find which terminals connect 
to the various parts, first find the two terminals 
that will give a light without pressing the switch. 
These two terminals must connect to the moving contact 
of the switch and the closed contact of the switch. 


The remaining contact must be the open contact. Mark 
O alongside this terminal. 


Nect find the pair of contacts that produce a light 
. only when the switch is pressed; these will be the 
moving and open contact. As the open contact has al- 
ready been found, the other contact must be the moving 
contact. Mark this terminal M. The third must be the 
Closed contact. Mark it C. Im this way, all of the 
switch terminals may be identified. 


If the above indications cannot be obtained, the 


switch must be defective. Try another one. Always 
test switches before wiring them up ina circuit. Іп 
this way much time will be saved and, when the connec- 


tion is properly completed, the circuit will operate. 


M=MOVING CONTACT. 


C=NORMALLY CLOSED CONTACT. 


О» 


WITCH. 
3 M 





OPEN 


LAMP. 


BATTERY. 


A 


— 
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TRACING CIRCUIT 9. 


THIS SHEET SHOWS HOW TO TRACE ELECTRICAL CIRCUITS, IF THE STEP BY STEP PROCEDURE 
GIVEN BELOW IS FOLLOWED, LITTLE DIFFICULTY WILL BE EXPERIENCED, 


(А) 


Q8] Mark the polarity of the source of supply, 
putting a (+) mark at the point of highest 
electrical pressure, and a (-) mark at the 
point of lowest electrical pressure. 


See if there is a complete path from (+) 
to (-). In this case the path can be com- 
pleted only by closing the switch 8. To 
indicate that this switch is closed, Place 
a dot beside it as shown. 


Now trace the circuit, using the arrows to 
indicate the direction of current flow 
around the circuit from the high pressure 
point (+) to the low pressure point (-). 
Mark the number of the circuit alongside 
or inside the diagram and show the color 
of the arrow used to trace it thus: 
Circuit #1 


Mark the polarity of the battery (+) (-). 


Close ‘switch #1 with a lead pencil dot, 
and trace circuit controlled by this 
switch in the same color. 


Mark number of circuit alongside diagram 
and show colored arrow used to trace it 
thus: Circuit #1 


Close switch #2 with a red dot and trace 
the circuit controlled by this switch in 
red. 


Circuit No. | 
Circuit No.2 
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Experiment A: 


Place the voltmeter leads as shown. With switch-l closed and switch-2 open, draw 
the voltmeter leads slowly toward opposite end of the line and notice that the 
voltmeter does not vary because there is no current flowing. 


Repeat the experiment with both switches closed and mark the voltmeter readings 
on the drawing at the dots. The dots indicate the points where the wire is sta- 
pled to the table. This will prove that when current is flowing in the wire the 
voltage drops as the length of line or the distance from current source is in- 
creased. 


Sw 2. 





Experiment B: 


With both switches closed place the voltmeter leads together on one of the wires, 
then slowly draw them apart. NOTE the voltage at different intervals marked. 
The VOLTAGE DROP increases with the length of the wire between the voltmeter 
leads. 


Using this test determine the resistance of different lengths of the wire. Place 
the voltmeter leads at two points on the same wire and observe the voltmeter 
reading. Divide the voltmeter reading "E" by the current flowing "I" and the 
answer obtained is the resistance "R" of the wire between the two points. 

е 
Mark the voltmeter readings and the resistance between the points indicated by 
dots on the diagram. 
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' VOLTAGE DROP IN THE ELECTRICAL CIRCUIT 
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1 Which point is at the higher pressure? A or B, J or I, B or D, K or A. 
2 What is the difference in pressure between A-B, B-D, C-F, F-G, F-J, А-?? 
3 What is the drop in pressure from A-B, C-E, F-G, H-K, E-H, E-G, D-I? 
4 What is the total pressure drops around the circuit? 
5 Is the sum of the pressure drops equal to the applied pressure? 
6 What is the pressure rise in pounds from Z to A? 





Which point is at the higher pressure? A or B, J or I, B or D, K or À. 
What is the difference in electrical pressure between A-B, B-D, C-F, E-G? 
What is the drop in pressure from A-B, C-E, E-F, F-G, K-Z, H-K, A-F, G-Z? 
What is the sum of the electrical pressure drops around the circuit? 

Is the sum of the pressure drops equal to the applied pressure? 

What is the pressure rise in volts from Z to A? 
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Q Q i Q: t i= 





iz 3 
Assume same conditions as shown in (B). 

What is the reading on each of the voltmeters? Note that each meter in- 
dicates the difference in pressure between the points to which it is con- 
nected. What is the sum of the “voltage drops" around the circuit? 

What is the applied voltage? Does the sum of the voltage drops equal 
the applied voltage? Mark the readings of the different meters shown. 


oA PANH 





sort. 








What is the rate of current flow in amperes? | 
What is the voltage drop per 10 feet of line? Res. of ten feet is one ohm. 
What is the total line voltage drop? 

What voltage is applied to the load? 

Does the load voltage plus the line drop equal the applied voltage? 
‘Mark in the readings on the different meters shown. 
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` RELAYS. | 


A RELAY IS A MAGNETICALLY OPERATED SWITCH that 
can be used to; 

l. Control circuits distant from the operat- 
ing point. 

2. Control & relatively high voltage or high 
wattage circuit by means of & low power, 
low voltage circuit. 

ő: Obtain a variety of control operations 
not possible with ordinary switches. 


Whether the circuits controlled will be closed or 
opened when the relay coil is energized will de- 


pend upon the arrangement and connection of the 
relay contacts. 


ACTION 


When current flows through the relay coil, it mag- 
netizes the iron core witha polarity that depends 
upon the connection of the coil to the source. 
This pole induces in the iron section of the mov- 
able assembly, a pole of opposite sign, and the 
attraction between these operates the relay 
switch. If the current through the coil is re- 
versed, both poles are reversed; therefore at- 
traction always occurs. From above it is obvious 
that relays can be designed to operate on either 
direct or alternating current. 


It is important to note that while relays may 
vary widely in mechanical construction, they all 
operate on the same principle. The sketches on 
this sheet show some of the differences in design. 


TESTING 
Before any attempt is made to connect a relay in 
a circuit: 
1. Make a sketch of the terminal locations 
2. Test and identify all terminals 
3. Make sure the relay is operating 


Using an ordinary test lamp circuit, first find 
the pair of terminals that, when the test leads 
are placed on them, causes the relay to operate. 
These are the coil terminals. Identify them on 
the terminal sketch with the symbols CT. Next 
locate by test, inspection, or both, the open, 
moving, and closed contact terminals. Mark them 


on the terminal sketch with the symbols 0, M, and 
C respectively. 


After the terminals have been identified, check 
the operation. The relay should pull the movable 
section up as soon as the coil is energized, and 
drop it out as soon as the coil is. deenergized. 
The moving section should not touch the core, and 
the tension on the spring should not be too low 


or too high. The relay switch contacts must be 
clean. 


Connecting a relay in a circuit without first 


making the above tests is, in the general case, 
an inaffiniant and bima wen att - 
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WESTERN UNION RELAY. 


C=NORMALLY CLOSED CONTACT. 
О= “ OPEN ` " 
M*MoviNG CONTACT. 


|= MAGNET COIL WITH TERMINALS CT. 


2* SPRING. 


CLAPPER 
ТҮРЕ 
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RELAY CIRCUITS. 


Diagram A shows an application in which a relay 
and a low voltage control circuit are used to op- 
erate a circuit carrying more power at a higher 
voltage. 


To wire this circuit; 


1. Make a note of the apparatus required. 
2 open circuit switches; 1 relay; 
1 lamp; 2 batteries. 


Test all apparatus involved and select 
and use only that equipment that is in 
operating condition. 


Wire each. circuit one step at a time, 
and check each step before wiring the 
next. 


Trace the circuits according to the 
method previously outlined. 


Diagram B shows a relay application similar to 
that indicated in A. In this case, however, the 
control circuit is normally closed, whereas in A 
the control circuit is normally open. The switches 
used are the closed circuit type. Note also that 
in diagram A the open contact of the relay switch 
is used in the power circuit, but that in B the 
closed contact is employed. The list of appara- 
‘tus for this circuit will therefore be somewhat 
different than in the previous case. The proce- 
dure for wiring will be the same as before. 


Diagram C shows relay applications in whicha type 
of control not obtainable with ordinary switches 
is achieved. When switch 1 or 2 is pressed the 
relay switch closes the indicating circuit and 
the lamp lights and remains alight until switch 3 
is pressed, when the relay is energized and stays 
that way until some other switch is operated. 


Wire the circuit in 3 steps and test each before 
going on to the next. The first step is shown in 
solid lines, the second in dashed lines, and the 
third in dotted lines. Trace the circuits and 
show the color used in the boxed section. 


Diagram D shows another relay being used to ob- 
| tain a special type of control. Switches 1, 2; 
| ог 3 energize the relay and close the bell circuit 
through the relay switch. The bell rings contin- 
| uously until switch 4 is pressed to reset the re- 


lay. 


Wire a step аб а time as directed in diagram б 
then trace the circuits and show colors used. 


FIRST STEP 
SECOND STEP —-—- 


THIRD STEP 


FIRST STEP 
SECOND STEP-—-— 
THIRD STEP 


CONTROL CIRCUIT. 
ALARM CIRCUIT. 
HOLDING CIRCUIT. 


CONTROL CIRCUIT. 
ALARM CIRCUIT. 
HOLOING CIRCUIT. 
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| RELAY APPLICATIONS 


Low resistance Track Circuit 
High resistance Relay Circuit 


















Safety Signal Circuit 
Danger Signal Circuit 





Railway crossing alarm system. When no train is on this section of the track, 
current will flow through the resistance "Н" and the coil "C" of the high re- 
sistance relay. This will attract the relay armature, and complete a circuit 
through the open bridge contact and the white lamp, (clear signal.) When this 
section of track is shorted by the train wheels and axle, most of the current 
will flow through this lower resistance path, thereby greatly reducing the cur- 
rent through "C" and releasing the armature, closing the circuit to red lamp 
and bell, (danger signal.) An open circuit switch may be used in place of track 
on this job. | 
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LOW VOLTAGE CONTROL CIRCUIT POWER CIRCUIT 





BUTTONS 






START 
BUT TONS 
1) 
Н Circuits . Stick Circuit 
$ 





A. C. LINE 












This diagram shows how a motor may be operated from several different places. 
Control systems similar to the above are often used to operate motors driving 
conveyors, printing presses, lathes, multiple drilling machines, and so on. 








ANNUNGIATOR SYSTEMS 


= 
т 


PLUNGER 


This is an alarm or signal system using an annunciator "A", and a drop relay "D" 


(drop switch) to provide a continuous alarm until the relay is reset by hand. 
Apply the following tests to locate terminals on drop relay. 


(1) Be sure the drop relay is set. The little plunger must be pushed up as 
far as it will go, so that the drop contacts are held apart. 

(2) Test with test leads until you locate the two terminals which, when con- 
nected, will trip the relay. These terminals will be the grounded coil terminal 
and the insulated coil terminal. The remaining terminal will be the drop con- 
tact terminal. 

(5) To distinguish between the two coil terminals, connect one lead to the 
drop contact terminal with the relay tripped and one lead to one of the coil 
terminals. The insulated coil terminal, when connected, will pull the relay 
armature over with a click. The other coil terminal will be the grounded coil 
terminal . 





| 000 
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| | 


This is & two-section alarm or signal system. Two or more floors, buildings, or 
departments can be protected in this manner. The annunciator indicates which 
floor or building the call comes from and the drop relay gives & continuous in- 
dication after the system has been disturbed. A bell can be used in place of 
the lamp if an audible signal is desired. 


COYNE 

















HIGH TENSION 
NDIN 


WI G 


SECONDARY 
RATIO 1:2 
ШШ 
LOW TENSION 
WINDING 


LAMINATED 
IRON CORE 














STEP UP 
TRANSFORMER: 





A TRANSFORMER is a device to either step-up or step-down A.C. volt- 
аре. It usually consists of two separate windings of insulated wire 
wound on a laminated iron core. One is known as the high tension 
winding and the other the low tension winding. 


The HIGH TENSION (high voltage) WINDING has the greater number of 
turns and smaller wire. 


The LOW TENSION (low voltage) WINDING has fewer turns and larger 
wire. 


of iron, which are insulated from each other by an oxide film. This 
arrangement of thin sheets or strips tends to limit or confine the 
eddy currents induced in the iron and thus reduces heating of the 
iron. 

1 


When connecting a transfofmer, either the low tension or high ten- 
sion winding can be used as the PRIMARY. (Illustrated in the above 


diagram) When used as a step-up transformer the low tension winding 
is connected to the source as the primary and the high tension wind- 


ing to the load as the secondary 
The PRIMARY is always the side connected to the source. 
The SECONDARY is always the side to which the load is connected. 


The VOLTAGE INDUCED in the secondary will depend upon the ratio of 
turns and the voltage applied to the primary. 


LAMINATED iron core means a stack or bundle of thin sheets or strips 













HIGH TENSION 
WINDING 


PRIMARY 
RATIO 2:1 
SECONDARY 



















LOW TENSION 
WINDING 


LAMINAT E D 
IRON CORE 















STEP DOWN _ 
TRANSFORMER 


биг зім pue $3112419 
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TO BE WIRED AND CHECKED AT TABLES 


© A 22) И 


999000006 


This diagram shows how lamps may be connected to light on different voltages. 
These are obtained, on this job, by using a stip down transformer having taps 
for 6, 8, and 14 volts. Notice the primary side of the transformer is already 
connected to the 110E source. You are connecting to the secondary taps only. 
Other voltages can be obtained from other transformers. 


What two factors determine the voltage induced in the secondary? 


4 


a қ 
This is a simple economical closed circuit alarm or signal system for protection 
of garages, poultry houses, etc. It uses a high resistance bell, with an extra 
connection to the breaker contact,:a closed circuit battery (storage battery) , 
and closed circuit switches. 


Place your test leads on any two terminals and if the bell vibrates (rings), the 
test leads are on the coil and armature terminals. The other is the extra breaker 
terminal. : i 

Now, move one of the leads to the breaker terminal, - if the armature is pulled 
over and strikes once (single с the leads are on the coil and breaker ter- 
minals, but if you get a short circujt the leads are on the armature and breaker 
terminals. 
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LOCAL BATTERY TYPE TELEPHONE - SILENT RINGING 


SA es RECEIVER 


HOOK SWITCH 


SELL CIRCUIT . NECEWER — CIRCUIT 
TRANSMITTER CIRCUIT MAGNETO CIRCUIT 


Observe that when the receiver is off the hook, as shown in the above diagram, 
all of the contacts on the hook switch (at many are closed, thus completing both 
the receiver circuit to the line and the transmitter circuit. 


Hang the receiver back on the hook. Notice that all of the contacts open, thereby 
breaking receiver and transmitter circuits. This type of telephone is called si- 
lent ringing because, by turning the crank on the magneto to call out, the bell is 
shunted and does not ring. 


The reason for this can be clearly seen when turning the crank. The mechanical 
arrangement of the shaft moves the moving contact of the double-circuit switch, 
on the end of the magneto, away from the closed contact over against the open con- 
tact. 


This type of telephone can be used on a grounded line by connecting line "2" to 
the earth and line "l" to:a wire extending to the other telephone. It can also be 
used on metallic line by connecting one wire of the line to line "1" and the other 
to line "2", 


It should be noted that the pulsations in the battery circuit produced by opera- 
tion of the transmitter result in alternating voltages being induced in the sec- 
ondary winding of the transformer and that these A.C. voltages force A.C. cur~ 
rents through the line which operate the receiver at the other end. 


The magneto shown is also an alternating current device. This explains the need 
for using a polarized bell on this unit, since positive ringing cannot be satis- 
factorily obtained on a bell of the ordinary type when it is operated from an 
alternating current source. 


^ 








LOCAL BATTERY TYPE TELEPHONE | 
So | 





TRANSMITTER CIRCUIT BELL CIRCUIT 
| RECEWER CIRCUIT: MAGNETO CIRCUIT Ж 


CENTRAL ENERGY TYPE TELEPHONE | 








TRANSMITTER — CIRCUIT GELL CIRCUIT 
RECEIVER CIRCUIT MAGNETO | CIRCUIT 


This is & comparison of Local Battery Telephone, and the Centr&l Energy 
Teléphone each with & magneto ringer. 

The purpose of the condenser in the Central Energy Telephone is to prevent 
the D.C. of the transmitter circuit flowing through the receiver circuit, but 
Still permitting the A.C. for ringing and the receiver circuit. 

When ringing is done from & central source the magneto will not be neces- 
sary. Instead of connecting the polarized bell to the moving contact, connect 
it direct to line 1 and eliminate the connection from the receiver to the open 


contact on the magneto. 
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ELEMENTARY DIAGRAM OF THE TELEPHONE 





LINE O) 









LINE (2) 
PERMANENT MAGNET 


ELECTROMAGNET 
IRON DIAPHRAGM 
(TEMPORARY MAGNET) 
ALUMINUN 
DIAPHRAGM 


The above diagram shows the equipment and connections for one telephone. Con- 
nection can be made to another telephone through points indicated Line "1" and 
Line "2". The transmitter button is everything enclosed in the brass cup. Sound 
waves (voice waves), through the mouthpiece, strike the aluminum diaphragm, caus- 
ing it to vibrate. These vibrations move the front of the transmitter button in 
and out, which tightens and loosens the carbon granules. This decreases and in- 
creases the resistance of the transmitter circuit, thus affecting the value of 
the current through the primary side of the induction coil. The effect of the 
change in rate of current in the primary induces an alternating voltage in the 
secondary, which causes current to flow first one direction then the other 
through the receiver circuit. A.C. in the electro-magnets, which varies the 
Strength of the permanent magnet and causes the iron diaphragm to vibrate. These 
vibrations of the receiver diaphragm, which means that the sound waves thus pro- 
duced by the receiver diaphragm are a reproduction of those impressed on the 
transmitter diaphragm. 


The diagram shows conditions as they exist when the receiver is off the hook. 
Ordinarily the receiver hook-switch opens the transmitter circuit to prevent 
drain on the battery, and also opens the receiver circuit. Notice there is 
nothing magnetic about the operation of the transmitter. Its purpose is purely 
to convert sound waves to electrical impulses, producing PDC in the transmitter 
circuit. The receiver operates on the magnetic effect of current. It demon- 
strates the application of the three artificial magnets - namely — permanent 
magnet, temporary magnet, and electro-magnet. 


POLARIZED BELL 


PERMANENT MAGNET OPERATES ON A.C. 

| The polarized bell is the device com- 
monly used in connection with the tele- 
phone to sound an audible alarm when 
calling. It requires a source of energy 
separate from the transmitter circuit 
and receiver circuit. 





The N-pole of ihe permanent magnet 
indicates the consequent poles "S" and 
"S" in the solft iron bar, making the 
main poles both N-poles. The iron bar 
is pivoted in the center, which permits its ends to move up and down when at- 
tracted or repelled as A.C. changes the polarities of the electro-magnets. 


By tracing the circuits for each alternation separately, it will be seen that 
the "right-hand rule for electro-magnets" applies here; also the "First Law of | 
Magnetism." COYNE 


GENERAL OUTLETS 


CEILING WALL 


Capped Outlet. ................. © © 


Drop Cord .... 


Electrical Outlet—for use when con- 
fused with columns, plumbing sym- 
Бой, ек, ....................... 


© 


Fon Outlet ....................... 
Јопсћоп Вох ..................... 


істр Holder .......... donne Nus 


Pull $уйсһ ....................... 
Outlet for Vapor Discharge Lamp... 


Exit Light Outlet .................. 


-® 

© © 

о © 

© © 

` Lomp Holder with Pull Switch ...... O, O 
© © 

© © 

© © 

© -© 


Clock Outlet (Lighting Voltage) .... 


CONVENIENCE OUTLETS 
Duplex Convenience Outlet ....... =Ә 


Convenience Outlet other than 


Duplex. 1=Single, 3=Triplex, ete. =Ө 1,3 


Weatherproof Convenience Outlet. "Que 


Range Outlet ........... aes = R 


Switch and Convenience Oullet.... Ө-$ 


, O 
Radio and Convenience Outlet. ... 


Special Purpose Outlet (describe in 
specifications) .................. ® 


Floor Outlet ...................... @ 


SWITCH OUTLETS 


Single Pole Switch ................ $ 
Double Pole Switch .............. $2 
Three Way Swikh ... eee $3 


Four Way Switch ................. $4 


Automatic Door Switch ........... $o 
Electrolier Switch ................ $t 
Key Operated Switch ............. $x 
Switch and Pilot Lamp ....... ЖО $e 
Circuit Breaker ................... $ cs 
Weatherproof Circuit Breaker ..... $ wcs 
Momentary Contact Switch ....... фмс 
Remote Control Switch ........... фас 
Weatherproof Switch ............. фи 


SPECIAL OUTLETS 


Any standard symbol with the ad- O a,b,c - ete 


= o,b,c - etc. 


$ 0, b,c - etc. 


dition of a subscript letter designates 
some special variation of standard 
equipment, 

list the key of symbols on eoch 
drawing and describe in specifica- 
tions. 


PANELS, CIRCUITS & 


MISCELLANEOUS 

Lighting Panel ............:....... 22721) 
Power Panel...................... 
Branch 2-Wire Circuit — Ceiling or 

Well: + l miim — 
Branch 2-Wire Circuit—Floor ...... zs 

Indicate a greater number of wires: 
> (3 wires), AA (4 wires), etc. 
Feeders. Use heavy lines and des- 

ignate by number from Feeder 

Schedule ...................... — 


Underfloor Duct & Junction Box — 


Triple System. For double or sin- 
gle systems eliminote one or two 


lines a uka лы as =í E= 


Generator ....................... @ 


Моюг. ............ ааа А ® 
тугитеп! ........................ (D 


Transformer ...................... (9 


SYMBOLS FOR WIRING PLANS 


Controller ...:................... 


lsolating Switch .................. 


AUXILIARY SYSTEMS 


Annunciqofor ..................... 
Telephone ...... . OPTED 
Telephone Switchboard ........... 
Clock (Low Voltage) .............. 
Electric Door Opener ............ 
Fire Alarm Ве! ................... 
Fire Alarm Station ................ 
City Fire Alarm Station ............ 
Fire Alarm Central Station ........ 
Automatic Fire Alarm Device ...... 


Watchman's Station .............. 


Nurse's Signal Plug .............. 
Maid’s Signal Plug ................ 
Radio Outlet ..................... 
Signal Central Station ............ 


interconnection Box ........ M 


Auxiliary System 2-Wire Сисий —- —-— 


For a greater number of wires des- 
ignate with numerals — 12-No. 18W- 
34"-C., or by listing in schedule. 
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EJ 


ELECTRI 


À single-pole switch used 
to control two lights in 
parallel. 


A single-pole switch used 
to control two lights in 
series. 5 


A double-pole switch used 
to take the place of two 
single-pole switches giv- 
ing control to two dis- 
tinct circuits. 


А double-pole switch used 
to control two lights in 
series. 


T 8 


Electrolier switch used 
to control three separ- 
ate lights from one 
place. 


A 3-way switch used to 
control 2 lights alter- 
nately. One or the 

other will be lighted. 







lst position lamp #1 on ist position lamp #1 on. 
2nd n n yo nm 2nd " 


4th " all off. Ath п в 11 are 


" Zl and #2 on. 
5га п "4% n 5га " . " jA, #2 апі #5 опр. 
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А double-pole switch used 
to control two lights in 
parallel. 





А selective control pro- 

vided by 2 double-pole | 

switches. Lights A and B 

are controlled by switch 

#1; lights B and C are 

controlled by switch #2. 
9 


A 4-way switch used to 
control one light 
only, or 2 lights in 
Series. 








ELECTRIC SWITCHES & THEIR USES 
10 1 12 


Т 


ря 


This is the "Carthweise" 


method used to control This circuit is the 

lights from 2 places, f "Standard" method for This shows anoth th 
using two 3-way switches. iwo-place control using of controlling lighte oa 
This system is not ap- two 3-way switches and from 2 places. 

proved by the Code for is approved by the Code 


1LOE systems, but may be for 110E. 
used on 32E systems. | 





15 15 
Method used to control This diagram shows how Possible circuit used to 
one or more lights from to control each light control two lights in 
three places. alternately from three parallel from two places 
different places. using two 4-way switches. 


Coyne 
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ELECTRIC SWITCHES & THEIR USES 





This shows š lights, each one An additional 5-жау 


lividus, д d f switch used when it is А 9-чау switch and a 
individually controlled from 4-way switch used to 


one place, using a three-we desired to use & low J 7 
Е ES” ool > wattage lamp part of control lamp #1 with 
switch. Тһе опе single-pole the time. Switches B @ Single~nole switch 
switch is used as a master and C will control the as a master switch. 
switch when the master switch Circuit and switch A Lamp #2 has separate 
is on; the other lights can- "ill select either the control. 
not be turned off. high or low wattege 

19 20 





By means of 2 single-pole switches ¿t A anc B, When the single-pole switch is open, 
it is possible to prevent turning the lights each of the 2 lights may be controll- 
on or off at switches C anc D. When switches ed from & places. When the single- 
A and B ere closed, the lamps cannot be turned pole switch is closed, all the lamps 
off. When switch À is on and B is off, the will remain lighted regarciess of 
lamps may be controlled from switches С апа Г. “һе position of the other switches. 
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SPECIFICATIONS FOR WIRING OF BUNGALOW 


ست — —— 


GENERAL CONDITIONS 


The standard form of "General Conditions of Contract" of the American Їп- 
stitute of Architects, copies of which are on file with the Owner, shall govern 
and is hereby considered and acknowledged a part of the specifications covering 
this work. 


PROGRESS OF INSTALLATION 


The Electrical Contractor shall keep himself informed of the progress of 
the general construction of the building so that he may begin his work at the 
earliest opportunity in order to avoid delaying the progress of the work as a 
whole. He shall provide a working crew of adequate numbers to install the work 
as rapidly as may be consistent with the class of work required. He shall co- 
operate with all other contractors on the job to serve the best interests of the 
owner. 


CODE RULES 


All material and work shall conform in all respects to the latest rules and 
requirements of the National Electric Code and the Public Service Company re- 
quirements. 


BIDS 


This bid shall be based on armored cable (B.X.) with conduit used only from 
point of entrance to the service switch. 


SERVICE 


The Electric Company shall bring the main wires to the weatherhead and con- 
nect them to the service wires which shall be installed by the contractor. The 
contractor shall furnish an approved type service switch and wire for the meter. 
The meter to be furnished and installed by the Public Service Company. 


MATERIALS 


All materials shall be new, and shall bear the Underwriter's label. Outlet 
boxes for walls and ceiling lights shall be fitted with a fixture stud. Wall 
switches shall be of the toggle type and shall be either single pole or three-way 
to suit the plan requirements. Whenever two or three switches are adjacent to 
one another they shall be arranged for gang or tandem cover plates. Wall or base 
outlets shall be of the double or duplex flush type. 


FIXTURES 


Fixtures and hanging of same will be done under separate contract. 


SERVICE (Conduit) 


unit 

ван [ео 
1/2" conduit | J w | _| шы | — | 
13/4" conduit — — | | 
|l" conduit — | —— | 
#8 wire 
Ground wire 
ew. Service sw. 
gw. Service sw. 

4" Service head 
5/4" LB Fitting 
Ground clamp 


















л 


+ 


txj 
Е 
|| 


: Miscellaneous 





3 
c 
o 
i 
o 
H 
и 


Total `` 
* For a 3 wire service these items should be 1" 


CONTRACT 
Estimate number 


SUMMARY 


unit 
quantity Items cost total 


[ceil/wall outlet | | - 
| [convenience out. Г у 
В. в. вв ||| 
|5 иву винен | || 
Exo е = o cup l 
Eoo РАН БН 
Ee E uz | 


















[Permit | 
Total | 





[LAS зз use cona car iz c i E. 








[ 85 Labor and mteris|] Î] __ 
[85 Overhbad — SC TL 
[ 10 Profit E 
ооб аага ортана 





ра+е 


I (We) hereby propose to furnish labor and material necessary to install the wiring system in and about the 


premises located at for the sum of 


Dollars. 


Payment shall consist of 80% of the total when the work is roughed in, the balance to be paid after final 


inspection. 


The work done and the material furnished under this proposal shall comply with all local requirements 
governing this class of work and in accord with the latest rules and requirements of the National Electric 


Code. 


The work done and the materials furnished under this proposal shall comply with the specifications and 


drawings submitted. 


All changes shall be made in writing and signed by both parties hereto, which said writings shall set out 
and contain in full the character, extent, cost and conditions of said change. 


Accepted Owner Date 





Contractor 


OU! I!M pue s31n2412 
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| ESTIMATING JOB 
ARMORED CABLE WORK (B.X.) NEW HOUSE 













unit $. w. Switch 
Items cost | quantity] cost | quantity quantity| cost | 





1714-2 міте В.Х. . | 
[14-5 wire B.X. — | 
[Outlet box — — | 
|Box support | 
/8" fixture stud | 


|. 19! | 














өз 


| 
[eru 
ее 
asta 
ea 
[Switch box  .— | |  J— . 
| Switch box support || 
|B.X. connector | 
5/8" pipe straps | | 
| Convenience outlet || 
|S. Pe Switch Oooo ü Sooo | 
Г мау вв [о 
| Miscellaneous [|| 
|Lebor-hours ——  — | | 
Total 3 rl. | 


E pit ИННА 
| 
ык ыы тод. 
быз = Есш 
TE 
hd ees cud 
as ka шд 
Z a ы 
— 5 | | 
Кез ха ыс гь ы 
TEUN аы 
pastes Mae qe seed 
Eure uet 
ВВ |. j] 
u == шэш 





ARMORED CABLE WORK (B.X.) OLD HOUSE 


не. ‘convenience out S. p. switch $ way switch 
cost ў 
|fl4-2 wire B.X. | 


| quentity| cost |quantity| cost |quantity| cost 
/14-2 wire B.X., 
114-5 жіге В.Х. 12 











Shallow outlet box 
Old work hanger 
Switch box 











eta ae ae 
ae لا‎ 
hor == 
аы oe ad 
T E emi sl 
В.Х. connector — |) | 222220214 
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CONST. DEPT. 


STANDARDS OF ILLUMINATION FOR 
STORES, COMMERCIAL AND PUBLIC INTERIORS 


Recommended by Nela Park Laboratories 


4 


(These foot-candle values represent order of magnitude rather than exact levels of illumination) 


Foot-Candles 
Armories — Drill Sheds and 
Exhibition Halls......... 10 
Art Galleries: 
General. à сала из 
On Paintings. . ыл шы. ОВ” 


Auditoriums, ..... . mE 
Automobile Show Rooms. эй» 


. 15 
zo B* 
озуу 1 | 
Barber Shops and d Beauty 
Parlors... .. TT 
Churches: 
Auditoriums. 
Sunday School Rooms. 
Pulpit or Rostrum.. .. 
Club and Lodge Rooms: 
Lounge and Reading Rooms. 
Auditoriums. ............. 
Court Rooms............... 
Dance Halis.............,.. 
Depots: 
Waiting Rooms........... 
Ticket Offices— 
General.... 
Ticket Rack and Coun- 
ters.. ... a B* 
Rest Rooms, | Smoking 
Rooms 10 
Baggage Checking Office. 10 
Storage.... ... m s 
Concourse .. алалары жау. 
Platforms,............... 2 
Drafting Rooms: 
Prolonged Close Work, Art 
` in Detail. С” 
Он. and ` Designing 
Roug Drawing and 
Sketching- жага ЕН 
Fire Engine ouses: 
When alarm is tumed i in,. 
At other times... š 
Garages-—Automobi bile: : 
Storage Dead. . 
Live. . 
Repair and Washing Depart- 
ments.. .. ç 
Hangars—Aeroplane: 
Storage—Live.... ......... 10 
Repair Department. eie veut 





Foot-Candles 
Hospitals: 
Сотгійотѕ.. ............. 2 
Laboratories . 220 
Lobby & Reception '"Room.. 5 
Operating Room 
Сепега!.............. 
Operating Table 
Major Operations 
Minor Operations. 
Private Rooms (with local 
illumination). . 
Wards (th local `illumina- 
tion).. Қ лы E ce feria tu ЖУ 
Hotels: 
Lobby. 
Dining Room. 
Kitchen . ied 
Guest Rooms. 
Corridors. . 5% 
Writing Rooms.. 
Library: 
Reading Room. .:......... 
Stack Room...... 


Moving Picture Theatre: 
During Intermission. . 
During Pictures........... 


Museums: 
General. š ENS 
Special Displays. 


Night Clubs and Bars. Жүз Б 


Office Buildings: 
Bookkeeping, Typing and 
Accounting. 
Business Machines--Power 
paren (T; ranseribing & 
abulating) — 
Calculators, Key Panch, 
Bookkeeping. . 
Conference Room— 
General Meetings.... .. 
Office Activities — See 
Desk Work . 
Corridors and Stairways.... 
Desk Work— 
Intermittent Reading and 
Writing.. ; 
Prolonged Close Work, 
Computing, Studying, 
Designing, etc.. ct 
Reading Blueprints and 
Plans. 2% 22... 30 


20 


Foot-Candles 
Office (Buildings, (continued) 
Drafting— 
Prolonged Close Work— 
Art Draíting and De- 
signingin Detail c* 
eugh Drawing and 
Sketching. . 30 
Filing and Index References. 20 
Lobby. ужо Reese AO. 
Mail Sorting, ............. 20 
Reception Rooms.:;....... 10 
Stenographie Work— 
Prolonged Reading SI Short- 
hand Notes. ..... С* 
Vault. о 
Post Office: 
Lobby.. eé IF 
Sorting, ‘Mailing, etc. l. .. 20 
Storage. 10 
ces— Private & General, 20 
File Room and Vault 10 
Corridors and Stairways.. 2 
Professional Offices: 
Waiting Rooms. .......... 10 
Consultation Rooms. . 20 
General Offices. .. .. 20 
Dental Chairs and Doctors: 
Examination Rooms. .... 
Restaurants, Lunch Rooms and 
Cafeterias: 
Dining Areas. ............ 
Food Displays... ...... 
Schools: | 
Auditoriums and Lecture 
Rooms— 
General. 
Special Exhibits. | zs 
Class and Study Rooms— 
Desks Blackhoards.. ‚.. 20 
Corridors and Stairways... 5 
Drawing Room............ C* 
Gymnasium. Secs 
Laboratories: 
бепега!.. ............. 
Close Work... ........... 
Library arid Offices. ...... 
Manual Training— 
General. e 
Close Work............. 
Sewing Room.... 
Sight-Saving Classes... 
Service. Space: 
Corridors.. .............. 





Foot-Candles 
Service Space, continued: 
Elevators—Freight and Pas- 


gi . 
Toilets and Wash Rooms. СЕ 
Show Cases at 


Large Cities - 
Brightly Lighted Districts. 200 
Secondary Business Loca- 
tions.. М 
Neighborhood Stores. 
Medium Cities— 
Brightly Lighted District. 100 
Neighborhood Stores... .. 50 
Small Cities and Towns. ... 50 
Lighting to Reduce Daylight 
Window Reflections. . 200-1000 
Special Displays 10008 Store: 
Light Colored.. ... ... С 
Medium Colored . e. BS 
ЮагкеСоіогей. ........... А* 
Stores: ` 
Large Cities— 
Brightly Lighted Districts. 20 
Secondary Business Loca- 
tions.. ЕЛКЕ 
Neighborhood ‘Stores. 
Medium Cities— 
Brightly Lighted Districts. 20 
Neighborhood Stores. 
Small Cities and Towns.... 


Telephone Exchanges: 
Operating Rooms. . S 
Terminal Rooms. ......... 
Cable Vaults............. 

Theatres: 

Auditoriums. ............ 
оўег зук мул шла 

Transportation: 

Cars— 

Baggage, Day CoacheDins 
ing, ullman....." 15 
ай-- 

Hag. Racks ss айа Letter 
. 20 


Storage. . 
Street Railway, Tiroliey Bus 
and оры: гено MA 
Motor Bus. . ya malty aa OO 


**In these areas many of the machines require one or more supplementary lighting units mounted on them in order to effectively direct light toward the working peints. 


*Lighting recommendations for the more difficult seeing tasks, as indicated by A, B, and С in the foregoing table, are as follows: 


GROUP A — These seeing tasks involve (a) the discrimination of extremely fine detail under conditions of (b) extremely poor contrast, (c) for long periods of 
time. To meet these requirements, illumination levels above 100 foot-candles are recommended. ' 


To provide illumination of this order a combination of at least 20 foot-candles of general lighting plus specialized supplementary lighting is necessary. The 
design and installation of the combination systems must not only provide a sufficient amount of light but also must provide the proper direction of hght, 
diffusion, eye protection and, insofar as possible, must eliminate direct and reflected glare as well as objectionable shadows. 


GROUP B— This group of visual tasks invo]ves (a! the discrimination of fine detail under conditions of (b) a fair degree of contrast (c) for long periods of 
time. Illumination levels from 50 to 100 foot-candies are required. 


To provide illumination of this order a combination of 10 to 20 foot-candles of general lighting p ús specialized supplementary lighting is necessary. The design 


and installation of the combination systems must not only provide a sufficient amount of light 


protection and, insofar as possible, must eliminate direct and refiected glare as well as objectionable shadows. 


ut also must provide the proper direction of light, diffusion, eye 


GROUP C — The secing tasks in this group involve (a) the discrimination of moderately fine detail under conditions of (b) better than average contrast 
The tevel of illumination required is of the order of 30 to 50 foot-candles and in some instances it may be provided from 
a general lighting system. Oftentimes, however, it will be fours more economical and yet equally satisfactory to provide from 10 to 20 foot-candles {топу the 
general system and the remainder from specialized supplementary lighting. The design and installation of the combination systems must not only eas lea 
sufficient amount of light but also must provide the proper direction of light, diffusion, eye protection and, insofar as possible, must eliminate direct and reflec 

glare as welt as obiectionable shadows. 


(c) for intermittent periods of time. 


Foot-Candles 

Billiards: 

General bat sept 10 

Оп Та... raar 50 
Bowling: 

General Shi Beene dO 

On Pins қ . . 50 
Boxing: 

Seats . fe helen, В 


Standards For Indoor Recreational Lighting 


. Foot-Candles 

Boxing, continued: 
Ring: Amateur.... .. 100 
Professional. ... . . - 200 
Championship.... .. . 500 


Gymnasium: 
Exercising Room... . 
Shower Rooms......... .. fU 
Locker Rooms ...... .... 5 


Foot-Candles 
Gymnasium, continued: 
Fencing, Boung. W: resting: 
Basket Bas. 
Soft Ball. 


Table Tennis—Ping Pong.. 
Tennis: Recreational. 
Tournament...... 


Foot-Candles- 


Other Sports: 


Badmintoi.. Handball, Rac- 
quet. Squa h 4% .. 30 
Basket Ball, «ey Ball... 20 
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ELECTRIC RANGE CIRCUITS AND INSTALLATION 
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CIRCUIT FOR OVEN UNIT 
UPPER OVEN UNIT 
230 E HEATER LOWER OVEN UNIT 


ALLOW ‘SUFFICIENT SLACK SO 


CONNECTION BOX ON RANGE 
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CIRCUIT SWITCH 
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METER CONNECTIONS i 


2- УВЕ SINGLE FUSED SWITCH, S-WIRE SOLID NEUTRAL SWITCH. 
TWO 2-WIRE SINGLE FUSED BRANCH CIRCUITS. ONE S-WIRE 2-FUSED BRANCH CIRCUIT, 


















en өз» ааа 07 


LOAD "e" 








LOAD 'A" 
SERVICE WIRES 


3- WIRE SOUD NEUTRAL SWITCH, 
FOUR 2-WIRE SINGLE FUSED BRANCH CIRCUITS, 











WIRING METER BASE FOR SOCKET TYPE METER 


5- WIRE 2-WIRE 


SERVICE SERVICE 


| H*— THESE WIRES ARE IN CONDUIT ef 
4 : | а NEUTRAL 


SPRING CLIP FOR 
METER PRONG 


BINDING SCREW – 


THROUGH WALL 
TO GROUND 
BUSHING 


@ | 


TOP 6 
FROM GROUND 


NEUTRAL 


SPECIAL | Ë s 
"LBE FITTING Vi 1 ЕВ 


#4 SOLID 
COPPER WIRE» 


NEUTRAL WIRE 


| f | CONDUIT 
GROUND CLAMP ¬+ 


34K 8’ GALVANIZED | 
IRON PIPE~ 
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HIGH VOLTAGE TEST SET FOR WIRING 
INSTALLATIONS R.E.A. RECOMMENDATIONS 


LIGHT OUTLET 





| Н 
DOUBLE FILAMENT NEON TEST LAMP 


BRANCH 
2206 Ж CIRCUIT 


POLARITY TEST—— INSERT NEON 
LAMP IN SOGKETS, LIGHTING OF CORRECT 
FILAMENT INDICATES PROPER POLARITY, 


SHORT CIRCUIT & GROUND TEST— remove anes 
LAMPS AND CLOSE SWITCHES. IF SHORTS OR 
GROUNDS EXIST PILOT LAMP WILL LIGHT. ` CABINET 


INITIAL GOST COMPLETE 10,00 To *12.00. 


UPKEEP COST — AVERAGE 106 РЕК JOB, NEON TEST 
LAMP 25f То 1,50, 





METER 
SOCKET 
225E 25W PILOT LAMP 
О 512 







THIS EQUIPMENT MAY BE CARRIED IN REAR ОҒ CAR, 


+) FF FE 4 EF FF A E | 


SUPPLY FOR TESTING — FIVE 45 E HOT-SHOT BATTERIES 


ANY D.C. SUPPLY OF 220E MAY BE USED, SUCH AS THE 
POWER PACK USED IN AUTO RADIO. THEN THE CAR BATTERY COULD 
BE USED AS A SOURCE. MALLORY VIBRAPACK *v.Pp 552 MAY BE 
USED IN CONJUNCTION WITH A CAR BATTERY. THIS VIBRATOR 
POWER PACK HAS AN OUTPUT OF 225 VOLTS AND UP, AND 

100 M.A. CAPACITY. MAY BE PURCHASED FOR 411.00, 
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TECHNICAL TERMS AND THEIR MEANING 


A clear understanding of Electricity can be acquired only if the terms employed to 
explain it and the units used to measure it are clearly understood. Words used in 
the technical sense have exact meanings frequently different from those associated 
with their every day use. Definitions here given refer to the technical meanings 
only. Some of the most important terms and their units of measurement are: 


FORCE ~ Force is defined as "any agent that produces or tends to produce motion." 
Force may be mechanical, electrical, magnetic, or thermal in character. Note that 
force does not always produce motion: a relatively small force may fail to move a 
large body, but it TENDS to do so. The word "body" refers to any material object: 
it may be a stone, a building, an automobile, a dust particle, an electron, ог апу- 
thing that has size. Force is usually measured in pounds; therefore the UNIT of 
FORCE is the POUND. 


ENERGY ~- This word refers to the ability or capacity for doing work. One may speak 
‘correctly of the ENERGY in a charged automobile battery, in a raised weight, ina 
compressed spring, in a tank of compressed air, etc., as work may be done by any 
one of these devices. Energy may be mechanical, electrical, magnetic, chemical, or 
thermal type, and the different kinds of energy may be readily converted from one 
form to another; however, each conversion results in a loss of some of the useful 
energy, although the total amount of energy remains the same. Since the energy of 
a device represents the total amount of work that it can do, the units for work and 
for energy are the same. The UNIT OF ENERGY most frequently used in electrical 
work is the JOULE. It is equal to approximately 0.74 foot pounds. 


WORK ~ Work is equal to the force applied to an object multiplied by the distance 
through which the object is moved. If the force applied to a given object is in- 
sufficient to move it, no work is done. This definition illustrates the great 
difference that exists between the technical and the general meaning of the word 
WORK. The units used for,measuring work are the same as those employed for energy. 
The most frequently used UNITS OF WORK are the FOOT POUND and JOULE. 


POWER ~ Power indicates the rate at which work is done. It is equal to the amount 
of work done, divided by the time required to do it. This unit does not show how 
much work has been done, it merely indicates how rapidly, or at what rate, the work: 
is being done. The foundamental UNIT of electrical POWER is the WATT. When the 
power in an electrical circuit is one watt, this means that work is being done in 
that circuit at the rate of one joule per second, or 0.74 foot pounds per second. 
Note that the WATT is not a quantity unit but a RATE unit. Larger power units are 
the horse-power and the kilowatt. The HORSEPOWER represents a rate of doing work 
equal to 746 WATTS, or 746 joules per second, or 550 foot pounds per second. Note 
that TIME, which is not mentioned in the definitions of force or energy, is always 
a factor in the measurement of POWER. 


(a) WORK (b) (с) WORK 
РОМЕН т -------- WORK = POWER X TIME TIME - --------- 
ТІМЕ POWER 


With the aid of the above formulas any of the given quantities may be calculated 

when the other two are given. Thus if work and time are given, the power may be 

found by (a). If power and time are given, the work may be found by formula (b), 
and if the work to be done and the rate at which it is to done (power) are speci- 
fied, the time required to do it may be determined by formula (c). 


A little time spent in studying the above definitions and formulas will be well 
repaid by an increased understanding and clearer conception of the units used. 


a 





9. 


10. 


11. 


12. 


15. 


14. 


15. 


16. 


17. 
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The only technically correct definition of force is: (A) that agent which 
produces motion (B) that which indicates a group acting together, such as 
a police force (C) that agent which produces or tends to produce motion (D) 
that agent which overcomes opposition, as when one force overcomes another. 


The only technically correct definition for the term energy is: (A) the rate 
at which work can be done (B) the total work done in a given time (C) the 
ability or capacity of some agent to do work (D) the rate at which work is 
done. I 


The technically correct definition for power is: (A) the force required to 
overcome opposition (B) the rate at which work is done (C) the total work 
done (D) the rate at which force is applied to an object. 


Work is always done: (A) when force is applied to an object (В) when the 
applied force produces motion or a change in motion (C) when one force 
opposes another. 


Of the four units given here the only one that measures force is the: (А) 
Watt (B) Pound (C) Joule (D) Foot-pound. 


The unit of energy most frequently used in electrical work is the: (A) Watt 
(B) Joule (C) Foot-pound (D) magnetic only. 


Force can be: (A) mechanical only (B) electrical only (C) magnetic, me- 
chanical or electrical (D) magnetic only. 


When the power used by an electrical circuit is one watt, work is being done 
in that circuit at the rate of (A) 0.74 ft. lb. per вес. (B) 1 ft. 1b. per 
sec. (C) 550 ft. lb. per sec. (D) 75 ft. lb. per sec. 


When the power used by an electrical circuit is one watt, work is being done 
in the circuit at the rate of .74 ft. lbs. per sec. (A) always (B) sometimes 
(C) never. 


The watt, kilowatt, foot-pounds per sec., and joules-per-second all measure 
(A) work (B) Force (C) Power. 


When a battery is fully charged it is capable of doing work, To indicate 
this capacity for doing work and battery is said to store: (A) power (B) 
force (C) energy (D) work. 


To find the rate at which work is being done (power) divide the total work 
done by the time required to do it (true) (false). 


To find the total work done multiply the rate at which work is being done 
(power) by the time (true) (false). 


When work is being done in the electrical circuit at the rate of 0.74 foot 
pounds per second, the power absorbed is: (A) one watt (B) 74 watts (C) 
one watt-hour (5) one joule. 


When one ampere of current is forced through a resistance of one ohm, work 
is being done in the circuit at the rate of (A) one kilowatt (B) one watt 
(C) one joule (D) one watt—hour. 


The watt-hour, kilowatt-hour, joule, and foot-pound are all units of: (А) 
power (B) work (C) force. 


The answers to the problems are A ( ) B( ) C( ) 











Unit of electrical quantity. Ine quanvay wuicu wise 
deposit .0000116 oz. of copper from one plate to the 
other in a copper sulphate solution. The quantity of 
Electricity which must pass a given point in a circuit 
in one second to produce a current of one ampere. 








Ampere І ог А {Unit of current. (Rate of Flow) One coulomb per second. 










ч 
Milliampere MI or MÀ | .001 I (The prefix "milli" means one-thousandth) 


Microampere .000001 I (the prefix "micro" means one-millionth) 
pressure required to force current at the rate of one 









Unit of pressure. (EMF — Electromotive Force) The 






































Volt E or V 
ampere through the resistance of one ohm. 
Millivolt | ME or WV | ‚001. Е One-thousandth volt. 
со ea at: 
Unit of resistance. A measure of the opposition of- 
fered to the flow of current. The resistance offered 
Ohm R or Sti | by a colum of mercury 106.3 centimeters long and 1 
perature of 32 degrees Fah., or О degrees Cent. 
стр 
conductor will permit current to flow. It is the 
reciprocal of resistance. 
Unit of power. One watt is equal to current at the 
Watt 
W=Ix E. 
746 М Тйеромег required to raise $5,000 pounds, one 
Horsepower HP or HP foot, in one minute. 
Milliwatt .001 W One-thousandth watt. 
WH Unit of work. (Power x Time) WxH zW 
Kilowatt-hour KWH 1000 WH Unit of work. 
C Unit of capacitance. Capacity of condensers. 









Kilovolt 1000 E (The prefix "kilo" means one-thousand) 
Square millimeter in cross sectional area, &t a tem- 

- je Unit of conductance. A measure of the ease which a 
rate of one ampere under the pressure of one volt. 

Kilowatt KW 1000 W Unit of power. 

Mfd. or F| .00001 C One-millionth farad. 

Micro-microfarad 000001 mfd. One-millionth microfarad. | 


Lor H [Unit of inductance. | 
Millihenry М, ог МН | .001 L One-thousandth henry. 
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DIRECT CURRENT APPARATUS 


This section shows internal and external wiring 
for devices and equipment that operate with di- 
rect current. The pages are grouped in the follow- 
ing order of subjects: 


Motors, also general 
principles 


Testing 
Generators or dynamos Starters and controllers 
Armature windings 


Except in the group devoted to starters and 
controllers most of the pages include explanations 
of the diagrams. The following additional notes 
apply to certain of the pages, as referred to by 
number. 


PAGE 82 


This sheet shows simple schematic diagrams for 
series, shunt and compound motors, and on the 
right-hand margin lists the connections from the 
power line to the motor terminals for counter- 
clockwise (CCW) rotation and for clockwise (CW) 
rotation. The following abbreviations are used: 


Al and A2. Armature Ll and L2. D-c power line 
connections 


F1 and F2. Shunt field Comm. Commutating 
connections winding 
S1 and 52. Series field 
connections 
PAGE 90 


Here, on a single chart, is the whole story of 
motor operating characteristics and applications. 
Going from left to right on the chart you find the 
speed characteristics, kind of electric power, con- 
struction and windings, usual horsepowers, start- 
ing and stalling torque as compared with normal 
full load torque, variations of speeds with loads, 
the principal performance features of the motor, 
and finally the drives or applications for which 
each motor is especially well suited, Careful study 
of this table will add greatly to your knowedge 
of motors and their uses. 


PAGES 97 AND 98 


` These diagrams of General Fleetrie disant ~------* 


machines illustrate how winding connections and 
external terminal connections are shown. 


PAGE 99 


On this page is described a method for measur- 
ing the performance of a generator and plotting 
the performance as a curve showing the relations 
between current and voltage. Measurements are 
made with a voltmeter and ammeter, while the load 
is varied by using a rheostat consisting of metallic 
plates in a salt water bath. This description applies 
to methods followed in the Coyne shops, but illus- 
trates the general procedure for similar work done 
elsewhere. 


PAGE 111 


This sheet shows how records are made and kept 
for armature winding repair jobs. Entries are made 
under the heading “REWIND DATA” as the 
armature is being stripped. Positions to which coil 
leads connect on the commutator are shown on 
the large central diagram. On this diagram are 
entered the numbers of the core slots in which 
lie the coil sides. Below the coil diagram are shown 
two sets of commutator bars as they would appear 
if laid out flat. On one set the center of a bar is on 
the center line of a coil. On the other set the insul- 
ation between bars is on the coil center line. Coil 
leads are run down to bars on whichever commu- 
tator arrangement is used on the armature being 
wound or repaired. 


PAGE 115 


This sheet shows the construction, winding, and 
connections for a growler. A growler is a device 
which generates voltages and currents in the coil 


windings of an armature laid on the field poles of 


the growler. Readings of armature currents are 


made as shown on the following page. Correct in- 
terpretation of readings allows determining the 
kind of trouble and its approximate location. 


PAGE 122 


These symbols are used in diagrams for motor 
starters and controllers for both direct-enrrant --4 
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symbols as you read from left to right across the 
successive lines from top to bottom of the page. 


N.O. means “normally open.” N.C. means “norm- 
ally closed.” A blowout is a device, usually an 
electromagnet, which lessens sparking as current- 
carrying contacts separate. Main circuits are those 
carrying line power. Auxiliary circuits usually are 
control circuits. An interlock is a connection, either 
mechanical or electromagnetic, that causes certain 
contacts to operate when other contacts operate, 
or which cause any two actions to occur simul- 
taneusly. 


Note that on double-circuit push buttons there 
are four small circles indicating the four terminal 
connections for the two lines. In a maintained con- 
tact push button one terminal always remains con- 
nected to the switch contacts. A limit switch is a 
switch operated automatically when some portion 
of a machine reaches the limit of its travel; as, for 
example, on a machine tool where the motor is to 
be stopped or reversed when the cutter reaches the 
end of its travel. 


A thermal overload relay opens its circuit when 
excessive current has continued for long enough 
to heat and expand a member that releases the 
contacts. 


An auto-transformer is a transformer in which 
part of the winding is in both the primary circuit 
and the secondary circuit. A potential transformer 
transfers voltage changes from one circuit to an- 
other without having conductive connections be- 
tween the circuits. A current transformer transfers 
current changes from one circuit to another. Poten- 
tial tansformers and current transformers often are 
called instrument transformers, since their usual 
purpose is to connect voltage-operated and current- 
operated instruments to circuits in which changes 
of voltage and current are to be measured or indi- 
cated, 


PAGE 131 


The lower right-hand diagram shows the motor 
armature and field windings connected directly to 
one side of the line. The other side of the line, L1, 
connects through a starter to the remaining term- 
inals of the motor. Either of the starters may be 
used. Both starters are of the “face plate” type on 
which the power arm or handle is moved slowly 
from left to right across contact points between 


which are resistors mounted on the back of the 
starter face plate. When the handle reaches the 
right-hand end of its travel it is held there by an 
electromagnet marked “No E (voltage) or no field 
release coil.” Should line voltage fail or should it 
drop below a safe operating value, this release coil 
is demagnetized to an extent that releases the arm. 
Then a spring moves the arm back to the left-hand 


. off position. 


The upper right-hand diagram shows a starter 
equipped with the no-voltage release coil, also with 
an overload release coil. The overload release coil 
is a magnetic switch that opens the line circuit 
should the current rise above a safe operating value. 
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This is a setup diagram for testing the horse- 
power output of a motor with a prony brake and 
for testing the efficiency by measuring the amper- 
age and voltage from which are computed the elec- 
trical power input in watts (amperes x volts). The 
voltmeter and ammeter are mounted on a separate 
panel shown at, the upper right. . 
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The first movement of the power arm toward 
the right allows closing of the contacts shown at 
the bottom of the arm. Current from L1 at the line 
switch then flows through these contacts, through 
the starting relay winding, and to L2. The starting 
relay contacts close. Then current from L1 flows 
through the magnetic blowout coil, the relay con- 
tacts, and the power arm so that the starter oper- 
ates as usual. 


PAGE 134 


The upper left-hand starter is used for starting 
the motor, then for increasing its speed above 
normal. The power arm consists of two parts. The 
motor is started by moving the arm slowly toward 
the right, as usual. At the extreme right-hand of 
the travel one part of the arm is held in place by 
the no-voltage release magnet. Then the other sec- 
tion of the arm is moved backward, to the left, to 
increase the motor speed. Moving this section of the 
arm to the left allows its contact to travel across 
contact points between which are sections of the 
field resistance. Thus more and more resistance is 
connected in series with the shunt field of the 
motor, which has the effect of increasing the motor 
speed. 
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The upper right-hand starter has resistors which 
are heavy enough and which will dissipate enough 
heat so that the power arm may be left at any 
position along its travel. The position of the arm 
determines the amount of resistance in series with 
the armature and the series field of the motor. The 
greater this resistance the slower the motor will 
run. 
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The stationary contacts of the drum controller 
are shown by circles. The contact shoes which are 
on the drum and which move with the drum are 
shown by rectangular outlines. All the shoes move 
together, either to the right or to the left on the 
diagram. 
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When the motor is to be started with the solenoid . 


starter the start switch button (upper right) is 
pressed to close the switch contacts. Current from 
the line (L1) flows through the solenoid magnet 
winding to terminal Cl, through the closed stop 
switch contacts, the closed start switch contacts, to 
terminal C3, and back through L2 to the other side 
of the line. The solenoid plunger rises, and with it 
the power arm. The power arm short circuits and 
cuts out more and more of the armature starting 
resistance as the motor starts and gains speed. 
Opening the stop switch by pressing its button 
opens the circuit through the solenoid winding, 
thus allowing the plunger and power arm to drop 
and open the motor circuit. 
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In tracing the diagrams on this and following 
pages refer to the symbols shown and explained 
on page 124. 


In relays Type J-30 and Type J-31 closing the 
contacts of the control device (any suitable switch) 
lets control circuit current flow through the relay 
magnet winding represented by a circle on the 
right-hand heavy conductor. The magnet closes 
the contacts shown above the circle and allows 
current to flow to the load. ` 


On the right-hand side of the page the upper 
diagram is a connection diagram or wiring diagram 
for the starter, the start and stop push button 
switch, and the shunt wound motor. The lower 
diagram is a schematic in which it is easy to trace 
the current paths. On the lower line of the schem- 
atic diagram the contacts in series with the motor 
are marked M. These contacts are closed and 


opened by the double wound electromagnet coil. 
One winding is energized by closing the start 
switch. Auxiliary contacts, shown inside the starter 
of the upper diagram, are holding contacts which 


close and maintain a circuit through the second - 


coil until the stop button is pressed to open the 
entire control circuit. 
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‘In this starter there is a relay, AR, on the mov- 
ing plunger of which is a dashpot that allows the 
plunger to move only slowly while the coil is 
energized. The slow movement of the plunger suc- 
cessively closes contacts that short circuit resistor 
sections R2, R3 and R4, thus reducing resistance 
in the armature circuit as the motor gradually gains 
speed. 
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Of the two upper diagrams the one at the left 
shows terminal connections and the one at the right 
shows the schematic circuits. Pressing the FOR 
(forward) button sends current through the arma- 
ture and commutating (COM.) field in one direc- 
tion and caues the motor to rotate say clockwise. 
Pressing the REV (reverse) button reverses the 
direction of current in the armature and commu- 
tating field, which reverses the direction of motor 
rotation. On the schematic diagram the forward 
contacts are marked F and the reversing contacts 
are marked R. There are two relay magnets, one 
forward and the other reverse, each operating its 
own set of contacts. 


The two lower diagrams are schematic diagrams 
for starters providing both time limit and reversing 
features. A dashpot on the magnetic relays limits 
the rate at which they close their contacts, thus 
cutting out armature resistance in one step after 
another at definite time intervals. The reversing 
feature operates similarly to that shown in the 
upper diagrams, 
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This is a speed regulator that reduces the speed 
of the motor below normal by inserting more and 
more resistance, in series with the armature, and 
that increases the speed above normal by inserting 
resistance in series with the shunt field winding of 
the motor. Armature resistance is shown by heavy 
lines on the controller, while field resistance is 
shown by light lines. The action of this controller 
is similar to that of the ones shown on page 136. 
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OPERATION 
The D.C. motor operates on the first 
law of magnetism which states that 
like poles repel and unlike poles at- 
tract. Current flowing through the 
field coils produces the field poles, 
and current through the armature coils 
develops armature poles midway between 
the field poles. Attraction and re- 
pulsion between these two sets of 
. poles produces rotation. Note that 
the armature poles remain stationary 
in space. 


ROTATION 
By reversing the direction of current 
flow through the fields or through 
the armature, the field poles or the 
armature poles will be reversed, and 
the direction of rotation changed. 
Compare A with B and C with D. 


ARMATURE POLES 
Diagrams E and F show a 4 pole motor. 
.Note that the number of armature poles 
always equals the number of field 
poles, and that the armature poles are 
located midway between the field poles. 
From the above it is obvious that a 2 
pole armature will not work in a 4 
»pole field. Note also that when the 
direction of current flow is reversed 
all poles are reversed. 


GENERATORS 
Diagrams G and H show two generators, 
one arranged for clockwise and the . 
other for counter clockwise rotation. 
Note that poles are set up on generator | 
armatures also, but that in this case 
the poles oppose rotation. As more cur- 
rent is drawn from the armature, these 
poles increase in strength; this ex- 
plains why an electric generator is 
harder to drive as the armature cur- 
rent increases. 
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| DC.MOTORS AND GENERATORS. 





INTERPOLES 

To minimize sparking at the brushes, 
most D.C. motors are equipped with 
small poles placed midway between the 
main poles and called interpoles or 
commutating poles. For proper oper- 
ation, these smell poles must have 
the correct polarity. Reference to 
any of the diagrams will show that 
the polarity of the interpole is al- 
ways the same as the armature pole 


a jacent to it. 


REVERSING ROTATION 
The windings on the interpoles аге 
always connected in series with the 
armature winding and are considered 
e part of the armature circuit, 

' Therefore, when current through the 
armature is reversed, the interpole 
polarity is also reversed. This 
arrangement automatically preserves 
the proper relation between the arma-. 
ture poles and the interpoles when 
the armature current is reversed. 


NUMBER OF INTERPOLES 
Machines equipped with interpoles may 
have as many interpoles as main poles 
or one-half as many interpoles as 
main poles. Ав the interpole winding 
is always connected in series with 
the armature, the interpole strength 
will vary with the value of armature 
current. 


GENERATORS 
Diagrams G and H show two generators 
equipped with interpoles. G is ar- 
ranged for clockwise rotation and H 
for counter clockwise rotation. Note 
that the rule for the polarity of in- 
terpoles applies to generators as 
well as motors. Note too, that the 
armature poles oppose rotation and 
thus produce the force against which 
the prime mover must work to maintain 
rotation. | 








D.C. MOTOR PRINCIPLES 


Electric motors are machines that change electrical energy into mechanicel energy. 
They are rated in horse power. (H.P.) 


The attraction and repulsion of the magnetic poles produced by sending current 
through the armature and field windings causes the armature to rotate. The arma- 
ture rotating produces a twisting power called torque. 


Fleming's Left Hand Rule For Motors 


Place the thumb, first finger and remaining fingers at right angles to each other. 
Point the first finger in the direction of the field flux, remaining fingers in 
the direction of the armature current and the thumb will indicate the direction 
of rotation. 


Q X 


The direction of rotation can be reversed on any D.C. motor by reversing either 
the armature or field leads but not both. It is standard practice to reverse 
the armature leads to reverse the direction of rotation. 


The amount of torque developed by a motor is proportional to the strength of the 
armature and field poles. Increasing the current in the armature or field wind- 
ing will increase the torque of any motor. 


The armature conductors rotating through the field flux has a voltage generated 

in them that opposes the applied voltage. This opposing voltage is called counter 
electro motove force, (C E M F) and serves as a governor for the D.C. motor. After 
a motor attains normal speed the current tbrough the armature will be governed by 

the C E M F generated in the armature winding. This value will always be in pro- 

portion to the mechanical load on the motor. 
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The applied voltage is the line voltage. The effective voltage is the voltage 
used to force the current through the resistance of the armature winding. This 
value can be determined by multiplying the resistance of the armature by the 
current flow through it. To find the resistance of the armature measure. the- 
voltage drop across the armature and the current flow through it and use ohm law 
formula. R equals E over I 





The lamps are used to limit the current through the armature winding. 


The revolutions per minute of a D.C. motor can be varied over a wide range. The 
maximum safe speed for the average D.C. machine is 6000 ft. per minute peripheral 
speed of the armature. D.C. motors can be designed to operate safely up to 
15,000 peripheral ft. per minute. Periphery means outer surface. 


2 ft. 2 |6000. 

circumference 3000 R.P.M. is the maximum safe speed for 
the average D.C. machine that has an armature 
that is 2 ft. in circumference 


The H.P. rating of & motor refers to the r&te of doing work. The amount of H.P. 
output is proportional to the speed and torque developed by the motor. The Prony 
Brake Test is used to determine the H.P. output of a motor. 





PRONY BRAKE FORMULA SPRING SCALE 
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` SHUNT MOTOR 


A shunt motor is a motor that maintains nearly constant speed from no load to 
full load. The shunt field winding consists of many. turns of small wire and is 
connected parallel with the armature winding or across the line. The diagrams 
below show the proper connection for the armature and field. 


CONVENTIONAL 
SKETCH 





To reverse the direction of rotation re- 
verse either the armature or field leads 
but not both. 


The characteristic curves below show that the torque developed by a shunt type 
motor varies with the armature current. This is true because the torque is pro- 
portional to the armature and field flux. The field maintains constant strength 
because it is connected across the line and the armature flux will vary with the 
armature current. The torque of & shunt motor is considered to be fair in com- 
parison to other D.C. motors. It will start about 50% overload before being © 
damaged by excessive current. 


The shunt type motor maintains nearly constant speed from no load to full load 
because the shunt field strength is constant. The characteristic curve shows 
that the speed varies about 10% from no load to full load which given this motor 
very good speed regulation. 


This motor is widely used where it is desired to control the speed above and 
below normal speed. A shunt field rheostat connected in series with the shunt 
field will cause the motor to increase in speed. A resistor connected in series 
with the armature will cause the motor to decrease in speed. 


Shunt motors sometimes have a few 
turns of heavy wire wound on each 
field pole and connected in series 
with the armature. This winding pro- 
duces the same polarity as the shunt 
field winding and produces a more 
stable operation when the motor is 40 — 800 
carrying a fluctuating load.. 


For applications of the shunt motor 
see Motor Application Chart Number 
115. 
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A motor that has its field and armature connected in series with each other is a 
series type motor. The field is constructed of a few turns of heavy wire or 
strap conductor. The field strength will vary with the armature current under 
normal conditions. 


DETAILED DIAGRAM 


CONVENTIONAL SKETCH 





SERIES FIELD SHUNT 





The starting and stalling torque is excellent. It will start or carry very heavy 
overloads. The torque of a series motor varies with the square of the armature 
current. This is true because the field strength varies with the armature cur- 
rent. Example - Doubling the armature current will likewise double the field 
strength and produce four times as much reaction between armature and field poles 
or produce four times as much torque. 


The speed regulation is very poor. The speed varies inversely with the load 
which means more load less speed and less load more speed. Care must be taken 
to see that there will always be sufficient load on the motor to keep the speed 
within safe limits. If the load drop to zero the motor probably would run fast 
enough to destroy itself. 


CHARACTERISTIC CURVES 


The series motor is limited in application 
because of its poor speed regulation. It 
is especially suitable for cranes, hoists, 
mine machines and electrical railway work. 
These loads can be handled more efficiently 
with a series motor because the speed will 
be slow if the load is heavy and a light 
load will be driven at a high speed. 









The speed of & series motor can be con- 
trolled above normal speed by connecting a 
series field shunt parallel to the series 
field. The speed will vary inversely with 
the field strength. Controlling the speed 
above normal decreases the possible torque 
output but does not affect the H.P. output. 
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COMFOUND. MmUuron. 


The field of a compound motor is made up of shunt and series coils placed on each 
field pole. The shunt winding is the main field winding. The series is the com- 
pound winding and its strength varies with the load current. If the shunt and 
series coils produce the same polarity at each field pole the connection is known 
as CUMULATIVE COMPOUND. ` | 


$ $ 
CONVENTIONAL SKETCH 


COMPOUND MOTOR CONNECTED CUMULATIVE 


The TORQUE is very good. It will start to carry heavy overloads. The cumulative con- 
nected compound motor produces a better torque than the shunt motor but not as good 
as the series motor. 

The SPEED REGULATION is fair. The speed will vary from 15 to 25% from no load to 
full load. The per cent variation in speed from no load to full load will be gov- 
erned by the comparative strength of the shunt and series field. 

The CUMULATIVE CONNECTED COMPOUND MOTOR is suitable for jobs, such as, compressors, 
crushers, steel mill roll, etc. For a complete list of applications see chart #115. 


DIFFERENTIAL CONNECTED COMPOUND MOTOR 


If the polarity of the series field oppose the shunt field the connection is known 
as differential compound. 

The SPEED REGULATION of a differential connected compound motor is very good up to 
approximately 75% of full load rating. It is apt to slow down or stall if loaded 
beyond that point. 

The TORQUE is very poor. It is apt to start and then reverse its rotation when 
starting a load. 

There is very little use for the differential compound motor. 


TESTS TO USE TO DETERMINE CONNECTION CHARACTERISTIC CURVES 
MADE FOR COMPOUND MOTOR. 


1. Test the speed as connected. Reverse 
the series field leads and retest the 
speed. The connection producing the 
higher speed will be differential com- 
pound. 

2. Operate the motor as a shunt motor. 
(series field disconnected) Observe the 
direction of rotation. Next operate the 
motor as a series motor. (shunt field 
disconnected) Again observe the direc- 
tion of rotation. If each field connec- 
tion produces the same direction of rota- 
tion. If each field connection produces 
the same direction of rotation, reconnect 
the fields the same as when, testing and 
the motor will be cumulative compound. ` LINE CURRENT 
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"UNIVERSAL SERIES MOTOR. 








The above motor operates on the magnetic interaction between the armature and 
field poles, and runs in the same direction whether the current flows in on line 
A or line B, since reversing the flow of current in the line wires changes the 
polarity of both armature and field poles at the same instant as shown at C and 
D. Therefore, if such a motor be supplied with A.C. the torque developed will 
always be in the same direction. Since this machine operates on both D.C. and 
A.C. it is called a Universal motor. To operate satisfactorily on A.C. all parts 
of the magnetic curcuit must be laminated to prevent undue heating from eddy 
currents, and element windings are usually desirable on the armature to ensure 
acceptable commutation. On the larger motors compensating windings are employed 
to improve operation and reduce sparking. 

CHARACTERISTICS 
This motor will produce about 4 times normal full load torque with 2 times normal 
full load current. The torque produced increases very rapidly with an increase in 
current as the curves below indicate. The variation in speed from no load to full 
load is so great that complete removal of load is dangerous in all motors of this 
type except those having fractional H.P. ratings. 














APPLICATIONS 
This motor is widely used in fractional +000 
Н.Р. sizes for fans, vacuum cleaners, 3600 LOO REM SERIES MOTOR 





kitehen mixers, milk shakers, and portable 
equipment of all types such as electric 5200 
drills, hammers, sanders, saws, etc. 2800.. 
Higher ratings are employed in traction ¥ 
work, and for cranes, hoists, and so on. E ss 
In general, they are suitable for appli- (12000 3540 
cations where high starting torque or 
universal operation is desired. 

PRINCIPAL TROUBLES 
Comutator, brushes, brush holders, bear- 
ings. Opens, shorts, or grounds in the 
armature, field, or associated apparatus. 
Loose connections. 
To reverse the direction of rotation, 
reverse the armature connections or the 


10 12.5 
field connections, but not both. 
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ENGINEERING INFORMATION 
CONNECTION DIAGRAMS FOR DIRECT CURRENT MOTORS 
SINGLE VOLTAGE, REVERSIBLE, WITHOUT OVERLOAD PROTECTION 
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D.C. power is widely used in the industrial field. This type of power must be 
used for telephones, field excitation, lifting magnets and electro plating work. 
The characteristics of D.C. Motors make them especially suitable for loads that 
are difficult to start, where the speed must be varied over a wide range, and 
where the load must be started and stopped often; such as, traction work, mill- 
ing machines, mine work, lathes, pumps, steel mill work, printing presses, 
elevators, etc. 


Any D.C. machine may be used as a motor or generator. This construction infor- 
mation applies to both machines. 


The frame is made of iron because it is used to 
complete the magnetic circuit for the field 
poles. Frames are made in three types; open, 
semi-enclosed and closed types. The open frame 
has the end plates or bells open so the air can 
freely circulate through the machine. The semi 
enclosed frame has a wire netting or small 

] holes in the end bells so that air can enter 

` but will prevent any foreign material entering 
the machine. The enclosed type frame has the 
end bells completely closed and the machine is 
air tight. Some machines are water tight which 
makes it possible to operate them under water. 
The closed type frame is used in cement plants, 
flour mills, etc. where the air is filled with 
dust particles that damage machine insulation. 





The field poles are made of iron, either in solid form or built of thin strips 
called laminations. The iron field poles support the field windings and com- 
plete the magnetic circuit between the frame and armature core. 
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The bearings are the parts of the machine that 
fit around the armature shaft and support the 
weight of the armature. They are made in three 
general types; sleeve, roller, and ball bear- 
ings. Bearings will be discussed .in detail 
later in the course. 





















The oil rings are small rings used with sleeve 
type bearings. They carry the oil from the oil 
well to the shaft. The oil ring must turn when . 


DRAN PLUG-- the machine is operating otherwise the bearing 
will burn out. | 
ROCKER ARM The rocker arm supports the brush holders. This | 
SET SCREW arm is usually adjustable to make it possible | 


to shift the brushes to obtain best operation. 
When the brushes are rigidly fastened to the 

end bell the entire end bell assembly is shifted 
to obtain best operation. | 
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The brush holders support the brushes and hold them in 
the proper position on the commtator. The brushes 
should be spaced equi-distantly on the commutator when 
more than two sets of brushes are used. When only two 
sets are used they will be spaced the same distance as 
a pair of adjacent field poles. 

The brush tension spring applies enough pressure on the 
brush to make a good electrical connection between the 
commutator and brush. 


SPRING 


Brushes used on electrical machines are made of copper, graphite, carbon or a 
mixture of these materials. The purpose of the brushes is to complete the 
electrical connection between the line circuit and the armature winding. 


` f COMMUTATOR 
P Commutators are constructed by placing 


copper bars or segments in a cylindrical 
form around the shaft. The copper bars 
are insulated from each other and from the 
shaft by mica insulation. An insulating 
compound is used instead of mica on small ` 
commutators. The commutator bars are 
Soldered to and complete the connection 
between the armature coils. 


The armature core is made of laminated 
iron (thin sheets) pressed tightly to- 
gether. The laminated construction is 
used to prevent induced currents (eddy 
currents) from circulating in the iron 
core when the machine is in operation. The 
iron armature core is also a part of the 
magnetic circuit for the field, and has a 
number of slots around its entire surface, 
in which the armature coils are wound. 





COMPLETE ARMATURE 


The armature winding is a series of coils 
wound in the armature slots and the ends 
of the coils connect to the commutator 
bars. The number of turns and the size of 
wire is determined by the size speed and 
operating voltage of the machine. The 
purpose of the armature winding is to set 
up magnetic poles on the surface of the 
armature core. 
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ARMATURE WINDING 


The field windings are made in three different types: shunt, series and com- 
pound wound fields. Shunt fields have many turns of small wire and series 
fields have a few turns of heavy wire. The compound field is a combination of 
the two windings. The name of the field winding depends on the connection with 
respect to the armature winding. The purpose of the field winding is to pro- 
duce magnetic poles that react with the armature poles to produce rotation. 
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Figs. | and 2—Fitting brushes to commuta- 
tor with sand paper. Fig. 3—Brushes in 
each group should be in line. Fig. 4—Field 
circuit open to test brush location on 
commutator 
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Brush 


Setting 


Figs. 5 and &—Locating neutral on commutator with millivoltmeter. Fig. 7—Armature-coil lead locates neutral, Fig. 8— 


Fibre brush used with millivoltmeter, 





Fig. 9—Shunt across commutating-pole coil leads to adjust field-pole strength. 


MAINTENANCE & TROUBLE SHOOTING = 


A MACHINE MAY FAIL TO START OR IMPROPERLY OPERATE DUE TO- 
1. Opens, loose connections or high resistance contacts in the motor, line or 
starter. Use a test lamp or a voltmeter and make a continuity test as shown by 
sketch. £ | 


OVERLOAD RELEASE Con. 


2. Worn bearings, on small machines and bearings can be tested by moving the 
shaft. If bearings are worn there will be & noticeable clearance between the 
bearing and shaft. For a more accurate test measure the air gap with an air gap 
or thickness gauge. For best condition the surface of all field poles should be 
the same distance from the armature core. Use the same position on the armature 
for all tests. 


BEARINGS NOT WORN WORN BEARINGS 
UPPER LEFT MEASUREMENT ( Ç UPPER LEFT MEASUREMENT 
UPPER RIGHT #2 . t^ UPPER RIGHT “ 
LOWER 22 2. LOWER # oe 
LOWER LEFT 44 g LOWER LEFT an 


3. Incorrect field pole polarity. Field pole polarity will not reverse itself. 
This trouble occurs when field connections are being made between coils. Ad- 
jacent poles should produce opposite polarity otherwise maximum field strength 
will not be produced. A weakened field will cause a motor to run at a speed 
higher than normal and decrease the amount of torque it will produce. 


CORRECT POLARITY INCORRECT POLARITY 


A magentic compass or large 
nails can be used to deter- 
mine if adjacent poles are 
opposite polarity. 


N 


ATTRACTION REPULSION 


4. High or low line voltage. The armature of a shunt or compound motor will 
overheat if the line voltage is lower than normal if the motor is carrying its 
full load. High line voltage will cause the shunt field to overheat. Series 


motors will not be affected except the speed will vary with the voltage applied 
to the motor. s 


5. Operating temperatures. The temperature rating on the name plate is the 
amount of heat the machine will produce when operating with full load. The 
maximum operating temperature for any machine is the name plate temperature plus 
normal room temperature. Example — Name plate temperature 40 degrees centigrade 
- Normal room temperature is always considered to be 40 degrees centigrade. 

This machine will operate at a temperature of 40° plus 40° or 80° centigrade 
which is equal to 176 degrees fahrenheit. The following formulas are used to 
change fahrenheit to centigrade or vise versa. F equals (C times 1.8) plus 32 

C equals (F minus 32) divided by 1.8. 
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6. Brushes not properly fitted to the commutator. Use sandpaper, brush jig or 
brush seater stone to fit or seat brushes. | 


BRUSH, | BRUSH HOLDER 
BRUSH 
SPRING 


BRUSH 
SEATER STONE 





SANDPAPER 


7. Brushes off neutral position. This condition will cause brush sparking and 
cause a motor to operate at a speed higher than name plate speed. The correct 
position can be located by using one of the following methods. 1. If the ma- 
chine is operating with load shift the brushes to a position of sparkless commu- ` 
tation. 2. Connect a voltmeter across the brushes of a motor and the shunt 
field circuit. The brush position giving the lowest voltmeter reading will be 
the correct position. The motor must not rotate while the test is being made. 
For & generator the brush position giving the highest voltage will be the correct 
position. The generator should be*operating without load when the test is made. 


TESTING A MOTOR TO LOCATE | | TESTING A GENERATOR TO LOCATE: 


CORRECT BRUSH POSITION CORRECT BRUSH POSITION 3 BRUSH TENSION 
000000 


Soa O] Q 


8. Poor or unequal brush tension. Apply equal tension of 1 to 3 lbs. per square 
inch of brush surface on the commtator. Measure brush tension by using a small 
spring scale. 





9. High mica. Use hack saw blade or undercutting machine and undercut the mica 
about 1/16 inch. 


10. Wet or oily windings. All damaged windings must be properly cleaned and 
repaired before drying. Use carbon tetra chloride or other agents for cleaning. 
Dry windings by baking at 180 F. until dry. Motors can be dried out by operat- 
ing them with an ammeter and a regulating resistor connected in series with the 
machine windings. Adjust the regulating resistor so the current through the 
chine windings will not exceed name plate value. After machine has been dried 
out make an insulation test to determine the condition of the insulation. 


ll. Rough or dirty commutator. Smooth commutator with sandpaper or commutator 
stone. True comnutator by turning it in a lathe or using tools made for that 
purpose. After trueing a commutator in a lathe use 4000 or #0000 sandpaper to 
smooth commutator. Clean commutator with fine sandpaper or use a cleaning agent 
such as carbon tetra chloride. It is best not to use a cutting agent for clean- 
ing. Never use emery cloth or a lubricant of any kind on a commutator. 


l2. Incorrect grade of carbon brush. Carbon brushes vary in capacity from 40 I 
to 125 I per square inch of brush surface in the commutator. When renewing 
brushes always be certain that the brush used has sufficient capacity to carry 
the load without overheating. 











THREE PHASE] CURRENTS 


Fig. 60. This déagram of three-phase voltages covers two complete cycles. The numbers on tt refer to the numbers on the 

diagrams below. Each diagram shows the condition $n the armature at the instant indicated by the corresponding number on 

this curve. The action of the magnetic field is smooth and regular; the rise and fall of currents in the conductors is also 
è smooth and regular 





e The current entering the Now the current in line 2 The current in line 1 is small This and the following dia- 
motor on line 1. divides is zero and that flowing in and joining that from line 2 grams show how the mag- 
equally and leaves the motor at line 1 leaves at line 3. flows out in line 3 which netic field continues to ro- 

on line 2 and line 3 The magnetic field revolves carries a maximum negative tate throughout the remain- 


clockwise current der of the cycle 





8) © (9) (D 


Fig. 61. This series of twelve diagrams shows the electric and magnetic conditions tn a 
two-pole, three-phase motor at the end of twelve equal parts of one cycle 





Type of Driven Machinery 


Pumps (Centrifugal, Rotary and 
Turbine); Cotton Gins; Fans (Cen- 
trifugal and Propeller); Line Shafts; 
Motor Generator Sets; Shapers; 
Screw Machines; Planers; Milling 
Machines; Keyseating Machines; 
Lathes; Buffers; il! Presses; 
Metal Grinders; Joiners; Molders; 
Sanders; Circular Saws (Small and 
Medium); Positive Pressure Blow- 
ers; Job Printing Presses; Brine 
Agitators; Pulp Grinders; Jordans; 
Laundry Washers; Small Stokers. 


Pumps (Reciprocating and Dis- 
placement); Air Compressors; Re- 
frigerating Compressors; Convey- 
ors; Stokers; Crushers (without fly- 
wheels); Dough Mixers; Grinders, 
Hammer Mills; Ball Mills; Turn 
Tables; Car Pullers; Large Band 
Saws; Rug Mills; Dry Pans; Brick 
Presses; Gear Plungers; Brick and 
Tile Machines; Foundry Tumbling 
в ; Centrifugal Sand Mixers; 
Grain Elevator Legs; Bending and 
Straightening Rolls; Bucket-type 
Elevators; Conveyors starting 
loaded. 


Passenger and Freight Elevators, 


Hoists, Lifts, Small Cranes, Valves. 


Punch Presses, Laundry Extractor, 
Shears, Power Hammers, Crushers 
with Flywheels, Bending Rolls 
with Flywheels. 


Pumps, Centrifugal and Turbine 
Blowers and Fans, Centrifugal and 
Propeller. 


Compressors; Conveyors; Elevators; 
Grinding Machinery; Hoists; Laun- 
dry Machinery; Machine Tools; 
Mills; Mixing Machines; Positive 
Displacement Blowers;. Positive 
Displacement Pumps; Printing 
Presses;  Pulverizing Machines; 
Woodworking Machines. 


Machine Tools; Production Equip- 
ment; Punch Presses; Winches, 
Bending Rolls, etc. 


Blowers, Fans and Pumps. 





MOTOR CHARACTERISTICS 


ype 
QOZK 
Ratings 
3H.P.& 


1200 


900 


1800 
1200 


1800 
1200 


1800 
Туре |— 
QFZK | 1200 


Type 
QLZK 


900 
1800 
_ 1200 
900 


QXZK 
Muiti- |— 
Speed | 1800/ 
Constant| 1200/ 
Torque | 900/600 


—vn Q 


QMZK 


300-400 
300-400 
300-350 


300-350 
300-350 


75-100 
75-100 
75-100 


300-400 
300-400 
300-350 


300-350 
300-350 


150-160 
150-160 
150-160 


325-375 
325-375 


375-450 


375-450 


375-450 


350-400 
350-400 
350-400 


125-180 | 200-250 | 450-550 


Multi- |1800/900| 125-180 | 200-250 | 450-550 
5 


рее 
Constant} 1800/ 
Horse- | 1200/ 
power | 900/600 


125-180 | 200-250 | 450-550 


QNZK 1800/900| 125-180 | 200-250 | 450-550 


Mul 

Speed 1800/ 
Variable! 1200/ 
Torque | 900/600 


125-180 | 200-250 | 450-550 


FAIRBANKS-MORSE 


ELECTRIC 


Starti. 
Equipment 


Type QZK motors may 
be started across the 
line at full voltage with 
comparative low start- 
ing current. 


Starters may be re- 
duced voltage or full 
voltage types. Manual 
or magnetic, non-re- 
versing or reversing. 


Across the line, full- 
voltage manual or mag- 
netic, non-reversing or 
reversing. 


Across the line, full- 
voltage reversing eleva- 
tor control with master 
switches or drives. 
—MM 


Same as for T. 
QRZK. уне 


— —[ -  ƏoƏ5ns me 


Across the line, full- 
voltage, manual or au- 
tomatic reversing or 
non-reversing. 


Across the line, full- 
voltage, manual or au- 
tomatic reversing or 
non-reversing. 


Type QXZK motors 
may started across 
the line’ at full voltage 
with comparative low 
starting current. 


Starters may be re- 
duced voltage or full 
voltage types. Manual 
or magnetic, non-re- 
versing or reversing. 


Type QMZK motors 
may be started across 
the line at full voltage 
with comparative low 
starting current. 


Starters may be. re- 
duced voltage or full 
voltage types. Manual 
or magnetic, non-re- 
versing or reversing. 


Type QNZK motors 
may be started across 
the line at full voltage 
with comparative low 
starting current. Start- 
ers may be reduced 
voltage or full voltage 
types. Manual or mag- 
netic, non-reversing or 
reversing. ` 
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Require normal start- 
ing torque for continu- 
ous duty. Infrequent 
load fluctuations. Mo- 
tor provides service 
factor for overload 
conditions. Constant 
speed. No special con- 
ditions. 


Compressors and 
pumps requiring less 
than 714 Hp. under 
certain conditions may 
be successfully handled 
by type QZK Motors. 


Heavy starting, con- 
tinuous or intermittent 
duty; service factor for 
overload conditions. 


Require high starting 
torque intermittent 
duty single speed re- 
versing service. 


Intermittent duty 
single speed reversing. 


High starting torque. 


Heavy fluctuating 
loads, usually with fly- 
wheels or high inertia 
to accelerate; continu- 
ous duty. 


Low starting and maxi- 
mum torque. Low 
starting current. Con- 
tinuous duty, service 
factor 1.0 and no over- 
load capacity. 


Require normal start- 
ing torque for continu- 
ous duty. Infrequent 
load fluctuations. Mo- 
tor provides service 
factor for overload con- 
ditions. Constant 
speed. No special con- 
ditions. 


Require nortnal start- 
ing torque for continu- 
ous duty. Infrequent 
load fluctuations. Mo- 
tor provides service 
factor for overload con- 
ditions. Constant 
speed. No special con- 
ditions. 


Require normal start- 
ing torque for continu- 
ous: duty. Infrequent 
load fluctuations. Mo- 
tor provides service 
factor overload condi- 
tions. Constant speed. 
No special conditions. 


MACHINERY 












SPEED 
CLASSIFICATION 


SPEED 


ALTERNATING CURRENT 





CONSTANT 


DIRECT 
CURRENT [SING PHASE 


с кее 
ЕЕЕ Е Зо 


AJUSTABLE SPEED 


OIRECT 
CURRENT 


VARIABLE SPEED 


DIRECT CURRENT 


[sER.| COMPOUND SHUNT 














N 
Q 
o 
3 
a 


SQUIRREL CASE. 3 TO EAVY STARTING 


ORQUE - 
STARTING CURRENT 100 HP 


SQUIRREL CAGE Va TO 
HIGH TORQUE - HIGH SLIP 100 HP 


SQUIRREL CAGE 40 TO 
W TORQUE - LOW 
STARTING CURRENT 100 HP 


SQUIRREL CAGE № то |5 
LOW TORQUE 10 НР 


% то 
300 HP 


и то 
10 НР 


% то 
10 HP 


% то 
75 HP 


% то 
75 HP 


и, то 390 


= 
o 
o 
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ш N 
odo 
e° 
Q Nm 
odo 
оо |ә 


Dan 
ооо 
“.- 
dn 
ЕЕ 


№ № 
edo 
o?o 
mg 
edo 
696 


A 
o 
E 
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H 
SIMPLE CONTROL 


z 
Í © 
Ф Е Ф 
> Ф бе aa o 5 
à x TYPE OF ww 52 GENERAL о |“ n 
> 
S |° ju MOTOR оз SE REMARKS ы |2 à 
Ф E а. Zag rZ . Е m ш 
ú |z |= к< со о | = 5 
* * cr u 52: о x 
= ш ж 55 5 alz Š 
& |z | j X* rc oa aia a 
STANOARD SQUIRREL CAGE у то 
NORMAL TORQUE - NORMAL 3600 HP GENERAL PURPOSE 
R EA 2—] WIDE APPLICATION 
NORMAL TORQUE - LOW Th TO | 75 © | SIMPLE CONTROL 
STARTING CURRENT 200 HP 150 5 


N 
о 
о 
m 
m 


HEAVY STARTING - 
INTERMITTENT AND 
LUCTUATING LOAD 


4 

TO 

8 

TO 

15 F 
SPECIAL PURPOSE 
CONSTANT LOAD 
LIGHT STARTING 
SPECIAL SERVICE 
SMOOTH REVERSAL 


FREQUENT & HEAVY 
STARTING 


382 PHASE 
г 
O, 
558 





WOUND ROTOR 


LIGHT STARTING 
DIRECT CONN. LOAD 


GENERAL PURPOSE 
INFREQUENT STARTING 


GENERAL PURPOSE 
STEADY LOADS 


HEAVY STARTING 
FLUCTUATING LOAD 


4 
TO 
10 
TO 
HEAVY AND 
4 
TO 
4 
TO 


CAPACITOR - INDUCTION 
LOW TORQUE 


AO 
лоо 
Ny 

aN 
950 


CAPACITOR - INDUCTION 
NORMAL TORQUE 


125 | 175 
To | To 
150 | 200 


ал 
20 





№ 
o 
o 


SHUNT WOUND 


COMPOUND WOUND 


м - 
лч 
ЕН 
N= 


75 НР |400 FREQUENT STARTING > 
ш CONSTANT HORSEPOWER V4 TO | 12S | 175 SPEED INDEPENDENT 
2 2-3-4 SPEEDS 150 НР | 150 | 200 OF LOAD 
oč CONSTANT TORQUE У то | 22| 9 SPEED INDEPENDENT 
aoa 2-3-4 SPEEDS 200 HP | 150 | 200 OF LOAD 
<a VARIABLE TORQUE 'A TO SPEED INDEPENDENT 
^ 2-3-4 SPEEDS 200 HP OF LOAD 


4 ТО 


FIELO CONTROL 50 НР 


VARIABLE VOLTAGE и то 
CONTROL 30 HP 


Ve TO 
300 HP 


200 
TO 
ü 
% то 
NA ARMATURE CONTROL ie о] 
Ë FIELD AND ARMATURE PET 
175 
то 
200 
* 


ж EXTREME WIDE RANGE 


FLEXIBLE CONTROL 


200 LIMITED RANGE 


WOUND ROTOR 


5 WIDE RANGE 
10 FLEXIBLE CONTROL 


LIMITED RANGE 


CONTROL 50 HP. 


VARIABLE VOLTAGE и то 
CONTROL 30 НР 


1 
ARMATURE CONTROL 2 


FIELD AND ARMATURE % то WIDE RANGE 

CONTROL 50 HP LIMITED APPLICATION 

VARIABLE VOLTAGE 1% ТО WIDE RANGE 

‘CONTROL 30 НР LOW EFFICIENCY 

DEPENDENT UPON LOAD AT NORMAL SPEED. 


Ж Ж HORSEPOWER RATINGS , TORQUE AND REGULATION DATA IS FOR 4 POLE (1800 RPM.) 60 CYCLE A.C. MOTO 
y MAXIMUM! TORQUE IS LIMITED BY COMMUTATION. UNDER NORMAL CONDITIONS D.C. MOTOR DEVELOPS 200 T 
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D.C. GENERATORS. 


GENERATOR ACTION 

| Am electrical generator is a device designed to change 
mechanioal energy into electrical energy. Note that it 
does not generate energy, it merely converts it from the 
mechanical to the electrical form. 


As no conversion device is 100% efficient, the power 
input to the generator must be greater than the rated 
generator output. For generators of 5 K W rating or 
above, a prime mover capable of supplying 1.5 H P for 
each KW of generator output is usually employed. 


SEPARATELY EXCITED GEN FRA TORS 

Тһе р. С. Generator produces voltage by rotating con 
ductors through a magnetic field. In Figure B this 
field is produced by field coils that are energized 
from a separate source external to the machine. This 
type of generator may be driven in either direction, 
for the field excitation is independent. The polarity 
of the brushes will reverse when the rotation is chan 
ged, the positive brush becoming negative and vice 
versa. 


SELF EXCITED GENERATOR SHUNT TYPE 

In this machine, the energy for the field is obtained 
from the armature and the generator is self exciting. 
The field poles retain sone magnetism after having 
once been magnetized, and as the armature is rotated, 
the conductors cut this residual flux and generate 
voltage. This voltage is applied to the field, which 
is im parallel with the armature, and in this manner 
the field is strengthened. This increased field raises 
the voltage still further and this action continues 
until normal voltage is reached. The magnetic polarity 
set up by the field coils must be the same as the res 
idual magnetism, otherwise the voltage will not build up. 


FAILURE TO GENERATE I 

‘| The self excited type generator may fail to develop 
normal voltage due to: no residual field magnetism; 
magnetic effect of field coils opposing residual 
magnetism; poor brush contact; speed too low; wrong, 
direction of rotation. 

When the direction of rotation is changed, the brush 
polarity reverses and this reverses the current flow 
through the field coils, causing the coil magnetism 
to weaken the residual field. Under such conditions, 
the generator cannot build up a voltage. For operation 
4m the opposite direction, the field leads must be 
reversed, 








D.C. Generators 


VARIABLE VOLTAGE CONTROL. 


D.C. Line. 






Ф, 


— 


The variation in speed ob- 
tainable by field control on the 
ordinary В.С. motor will not, 
in the average case, exceed 4 
to 1 due to the sparking diffi- 
culties experienced with very 
weak fields. Although the 
range may be increased by in- 
Serting resistance in series 
with the armature, this can be 
done only at the expense of ef- 
ficiency and speed regulation. 

With constant voltage ap- 
plied to the field, the speed of 
a D.C. motor varies directly 
with the armature voltage; 
therefore, such a motor may 
be steplessly varied from zero 
to maximum operating speed 
by increasing the voltage ap- 
plied to its armature. The 
sketch shows the arrangement 
of machines and the connec- 
tions used in the Ward Leon- 
ard type of variable voltage 
control designed to change 
Speed and reverse rotation. 
The constant speed D.C. gen- 


erator (В) is usually driven 


by an A.C. motor (A) and its 
voltage is controlled by means 
of rheostat R: Note that the 
fields of both generator (B) 
and driving motor (C) are en- 
ergized from a separate D.C. 


4— GENERATOR FiELD RHEOSTAT. 


FieLp REVERSING 
SWITCH. 


— GENERATOR FIELD. 


ENERATOR 
ARMATURE. 


supply or by an auxiliary ex- 
citer driven off the generator 
shaft. Thus the strength of 
the motor field is held con- 
stant, while the generator 
field may be varied widely by 
rheostat R. 

With the set in operation 
generator (B) is driven at a 
constant speed by prime mov- 
er A. Voltage from B is ap- 
plied to the D.C. motor (C) 
which is connected to the ma- 
chine to be driven. By proper 
manipulation of rheostat R 
and field reversing switch S 
the D.C. motor may be gradu- 
ally started, brought up to 
and held at any speed, or re- 
versed. As all of these changes 
may be accomplished without 
breaking lines to the main 
motor, the control mechanism 
is small, relatively inexpen- 
sive, and less likely to give 
trouble than the equipments 
designed for heavier currents. 

The advantages of this sys- 
tem lie in the flexibility of the 
control, the complete elimina- 
tion of resistor losses, the rel- 
atively great range over 
which the speed can be varied, 
the excellent speed regulation 
on each setting, and the fact 


MoroR FiELo RHEOSTAT. —- 


DRIVING MOTOR 


MOTOR 
ARMATURE. 



















Motor Fieto. —> 


that changing the armature 
voltage does not diminish the 


maximum torque which the 


motor is capable of exerting 
since the field flux is constant. 

By means of the arrange- 
ment shown, speed ranges of 
20 to 1—as compared to 4 to 1 
for shunt field control—may 
be secured. Speeds above the 
rated normal full load speed 
may be obtained by inserting 
resistance in the motor shunt 
field. This represents a modi- 
fication of the variable volt- 
age control method which was 
originally designed for the op- 
eration of constant torque 
loads up to the rated normal 
full load speed. 

As three machines are usu- 


-ally required, this type of 


speed control finds application 
only where great variations 
in speed and unusually smooth 
control are desired. Steel mill 
rolls, electric shovels, passen- 
ger elevatots, machine tools, 
turntables, large ventilating 
fans and similar equipments 
represent the type of machin- 
ery to which this method of 
speed control has been ap- 
plied. 


93 















PARALLELING D.C. GENERATORS. 


POSITIVE BUS BAR 
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SERIES WELDING GENERATOR 


CROSS FIELD DESIGN 





WELDING 
LEADS 






4= MAGNETIC SHUNTS 
2s MAIN POLES 
3* INTERPOLES 
4 * SHORT CIRCUITED BRUSHES. 






` THIS WELDER ELIMINATES THE USE 
OF A REACTOR, EXCITER, VOLT METER, 
AMMETER, METER SWITCHES , FIELD 
RHEOSTATS, AND FIELD DISCHARGE 
RESISTANCE . HOWEVER IT OPERATES 
VERY SATISFACTORILY HAVING FEWER 








во PARTS THAN OTHER TYPES OF WELDING 

do GENERATORS. THE MAINTENANCE COST 
IS CONSIDERABELY LOWER. 
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PER CENT RATED AMPERES 


THE VOLT-AMPERE CURVE -A IS A 
COMPOSITE , AND THE CURVE AT -B- IS 
THAT OF ONE OF THE CROSS FIELO 
WELDING GENERATORS. 





VARIABLE VOLTAGE СОМІНСІ.. 


a- GENERATOR FieLD RHEOSTAT. 


D.C. Line. 


The variation in speed ob- 
tainable by field control on the 
ordinary D.C. motor will not, 
in the average case, exceed 4 
to 1 due to the sparking diffi- 
culties experienced with very 
weak fields. Although the 
range may be increased by in- 
serting resistance in series 
. with the armature, this can be 
° done only at the expense of ef- 
ficiency and speed regulation. 

With constant voltage ap- 
plied to the field, the speed of 
a D.C. motor varies directly 
with the armature voltage; 
therefore, such à motor may 
be steplessly varied from zero 
to maximum operating speed 
by increasing the voltage ap- 
plied to its armature. The 
Sketch shows the arrangement 
of machines and the connec- 
tions used in the Ward Leon- 
ard type of variable voltage 
control designed to change 
speed and reverse rotation. 
The constant speed D.C. gen- 
erator (B) is usually driven 
by an A.C. motor (A) and its 
voltage is controlled by means 
of rheostat R. Note that the 
fields of both generator (B) 
and driving motor (C) are en- 
ergized from a separate D.C. 


Мотов Него ВНЕОЗТАТ. —> 


DRIVING MOTOR 


ARMATURE. 


GENERATOR FIELD. 


supply or by an auxiliary ex- 
citer driven off the generator 
shaft. Thus the strength of 
the motor field is held con- 
stant, 
field may be varied widely by 


` rheostat R. 


With the set in operation 
generator (B) is driven at a 
constant speed by prime mov- 
er A. Voltage from B is ap- 
plied to the D.C. motor (C) 
which is connected to the ma- 
chine to be driven. By proper 
manipulation of rheostat R 
and field reversing switch S 
the D.C. motor may be gradu- 
ally started, brought up to 
and held at any speed, or re- 
versed. As all of these changes 
may be accomplished without 
breaking lines to the main 
motor, the control mechanism 
is small, relatively inexpen- 
sive, and less likely to give 
trouble than the equipments 
designed for heavier currents. 

The advantages of this sys- 
tem lie in the flexibility of the 
control, the complete elimina- 
tion of resistor losses, the rel- 
atively great range over 
which the speed can be varied, 
the excellent speed regulation 
on each setting, and the fact 


while the generator - 


MoToR 
ARMATURE. 


Motor Fiero. —> 


that changing the armature 
voltage does not diminish the 
maximum torque which the 
motor is capable of exerting 
since the field flux is constant. 

By means of the arrange- 
ment shown, speed ranges of 
20 to 1—as compared to 4 to 1 
for shunt field control—may 
be secured. Speeds above the 
rated normal full load speed 
may be obtained by inserting 
resistance in the motor shunt 
field. This represents a modi- 
fication of the variable volt- 
age control method which was 
originally designed for the op- 
eration of constant torque 
loads up to the rated normal 
full load speed. 

As three machines are usu- 
ally required, this type of 
speed control finds application 
only where great variations 
in speed and unusually smooth 
control are desired. Steel mill 
rolls, electric shovels, passen- 
ger elevators, machine tools, 
turntables, large ventilating 
fans and similar equipments 
represent the type of machin- 
ery to which this method of 
speed control has been ap- 
plied. 
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INFORMATION FOR WORKING GENERATOR CHARACTERISTIC JOB 


The object of this job is to make voltage characteristic curves for the generator 


when it is connected shunt, cumulative compound and differential compound. Trace 
. the armature and field circuits. 


After the generator builds up a voltage adjust the shunt field rheostat to obtain 
no load voltage value for the cumulative compound connection. Next slowly lower 
the plate in the water rheostat and watch the voltmeter. If the generator main- 
tains its voltage with increased load the connection is cumulative compound. If 
the voltage drops rapidly with increased load the connection is differential com- 
pound. To change from cumulative to differential or vice versa reverse the series 
field leads and to operate the machine as a shunt generator take off the two 
series field leads and twist them together. 


To run the characteristic curves: 1st — connect the generator cumulative compound 
and adjust the shunt field rheostat to obtain the no load # value according to the 
chart on the reverse side of this sheet. 2nd - place a dot on the zero ampere 
line corresponding to the no load E value. 3rd ~ Lower the plate in the water 
rheostat until the ammeter reads 5 I. 4th ~ place a dot on the 5 I line corre- 
sponding to the voltmeter reading. 5th —- lower the plate farther in the water 
rheostat until the ammeter reads 10 I. 6th - place a dot on the 10 I line corre- 
sponding to the voltmeter reading. Follow this procedure (increasing the load 

5 I each time) until the generator is carrying full ampere load. Connect the dots 


together to make the characteristic curve. Follow the same procedure for differ- 
ential and shunt connections. 
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LAP WINDING AND ARMATURE CONNECTIONS ` 


An armature winding is an electro-magnet having a number of coils connected to 
commutator bars. There must be at least one start and one finish lead connected 
to each commutator bar. There are two types of armature windings, LAP & WAVE 
wound. The coil leads of a lap wound armature connects to commutator bars that 
are near each other and the coil leads of a wave wound armature connects to com- 
mutator bars that are widely separated. See Fig. 1 & 2. s 


When current flows through the coil in a clockwise direction a south pole will 
be produced on the surface of the armature. Fig. 3. If the current flows in a 
counter clockwise direction a north pole will be produced on the surface of the 
armature. Fig. 4. A large number of coils are used to produce a strong magnetic 
pole and a smoother twisting action. 


COMMUTATO 


ARMATURE WINDING CONNECTIONS 
Although there are only two types of D.C. armature windings there are a number 
of winding connections that apply to either a lap or a wave wound armature. 


SYMMETRICAL & NON-SYMMETRICAL CONNECTIONS. If the coil leads connect to com- 
mutator bars that are on a line with the center of the coil the connection is 
symmetrical. Fig. 5. If the coil leads connect to commutator bars that are not 
on a line with the center of the coil the connection is non-symmetrical. Fig. 6. 


The brushes must always short the coil when it is in the neutral plane which 
means that the brushes be located on a line with the center of the field pole if 
the coil is connected symmetrical and located between the field poles if con- 
nected non-symmetrical. 


SYMMETRICAL F16.6 NON -SYM METRICAL 


5 
FIELD FIELD 
d 6E IL. — j Leo | 


НЕО 
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COMMUTATOR OMMUTATOR 
BRUSH *-BRUSH 











| D.C. Armature Windings 
_ ТАР WINDING AND ARMATURE CONNECTIONS (continveo) 


PROGRESSIVE & RETROGRESSIVE CONNECTIONS. If the start and finish leads of a 
coil, or the element of a coil, do not cross the connection is known as pro- 
gressive. Fig. 7. If the start and finish leads of a coil, or the element of 
a coil, cross the winding is connected retrogressive. Fig. 8. 


If a winding is changed from progressive to retrogressive, or vise versa, the 
effect will be reversed rotation on a motor and reversed brush polarity on a 
generator. Lap wound armatures are usually connected progressive and wave wound 
armatures retrogressive. 


ELEMENT WINDINGS are used to reduce the voltage across adjacent commutator bars 
and decrease the tendency of brush sparking. Example — An armature has 50 turns 
per coil and the voltage per turn is 1 volt or 30 E per coil. If the coil were 
wound in one section and connected to adjacent commutator bars the voltage across 
the bars will be 30 E. Such a coil would have one start and one finish lead and 


there would be as many bars as slots. This would be a single element winding. 
Fig. 9. ` 


If this coil were divided in two sections (15 turns per section) and each section 
connected to adjacent bars the voltage across adjacent bars would be 15 E. Such 
a coil would have two start and two finish leads and there would be twice as many 
bars as slots. This would be known as a two element winding. Fig. 10. 


If the coil were divided in three sections (10 turns per section) and each sec- 
tion connected to adjacent bars the voltage across adjacent bars would be 10 E. 
Such a coil would have three start and three finish leads and there would be 


three times as many bars as slots. This would be known as a three element wind- 
ing. Fig. ll. | 


Element windings are particularly desirable for high voltage machines. The 
practical limit is usually three or four elements. | 


SINGLE ELEMENT TWO ELEMENT THREE ELEMENT 

















LAP WINDING SLOTS = 24 
SIMPLEX BARS = 24 
PROGRESSIVE | POLES = 4 
SYMMETRICAL COIL SPAN = 1-7 
SINGLE ELEMENT | 


COIL SPAN = THE NEXT WHOLE NUMBER ABOVE 





D.C. Armature Windings 


LAP WINDING 
SIMPLEX 
PROGRESSIVE 
NON- SYMMETRICAL 
TWO ELEMENT 





SLOTS = 15 
BARS = 30 
POLES = 2 


COIL SPAN= 1-8 
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` PRINCIPLES OF LAP AND WAVE WINDINGS 


The lap winding is usually used on a circuit where the operating volt- 
age is 220 E or less in value. This type of winding is desirable for 
general factory work. It is possible to design an armature for a 
‘higher ampere capacity by having it lap wound. Тһе higher ampere 
capacity is obtained because there will be a greater number of paral- 
lel paths in the armature which increases its ability to carry current 


Fig. 1 Fig. 2 


SECTION OF A 4 POLE PROGRESSIVE SECTION OF A 4 POLE RETROGRESSVE. 
LAP WINDING. LAP WINDING. 


The name wave wound is derived from the way the current circulates or 
waves through the armature. The wave type winding is usually used on 
{a circuit where the operating voltege is 250 E or more in value. This 
type winding is desirable for traction work, steel mills & mine work. 
It is possible to design an armature for a higher operating voltage by 
having it wave wound. The higher operating voltage is obtained be- 
cause there will be a greater number of armature coils in series be- 
tween the brushes which increases the operating voltage. 


4 pole progressive wave winding. 4 pole retrogressive wave winding. 
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LAP WINDING SLOTS =24 


DUPLEX BARS = 24 
PROGRESSIVE POLES=4 
SYMMETRICAL ` COIL SPAN =1-7 


SINGLE ELEMENT 
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WAVE. WINDING 
SIMPLEX 
RETROGRESSIVE. 
SYMMETRICAL 


SINGLE ELEMENT 


SLOTS = 25 

BARS = 25 

POLES = 4 

COIL. SPAN=4-7 
COMMUTATOR PITCH=1-13 





WAVE WINDING 


SLOTS =32 


BARS = 32 


SIMPLEX 
PROGRESSIVE 


POLES = 6 


SYMMETRICAL. 


COIL SPAN = 1-6 


COMMUTATOR PITCH =1-12. 


SINGLE ELEMENT 
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WAVE WINDING 
SIMPLEX 
RETROGRESSIVE 
SYMMETRICAL 
TWO ELEMENT 





SLOTS 713 

BARS * 25 

POLES 2 4 

COIL SPAN = 1-4 
COMMUTATOR PITCH = 1-13 
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ARMATURE 


Although equalizers have 
been used on large armatures 
for many years, the applica- 
tion of these connections to 
small machines is a compara- 
tively recent innovation that 
has raised questions regard- 
ing the advantages of such 
connections, and the method 
of testing such windings for 
faults. 

Briefly, equalizer connec- 
tions provide better commuta- 
tion, make possible one-half 
the number of brushes usually 
used on the lap-wound ma- 
chine, and provide the manu- 
facturer with a means of 
avoiding the special slot and 
commutator bar relationships 
demanded by wave-type wind- 
ings. Inasmuch as the equal- 
izers here referred to are per- 
manently connected to the 
commutator, and inasmuch as 
they make testing of the ar- 
mature impossible by the reg- 
ular procedure, the testing 
method and other information 
‘about these connections 
should prove of value to main- 
tenance electricians and ar- 
mature shop men. 

The principal purpose of 
equalizers is to connect to- 
gether on the armature those 
points which have the same 
polarity and which should 


have equal potential. For a 
four-pole winding this means 
commutator bars 180 degrees 
apart; for a six-pole arma- 
ture, bars 120 degrees apart; 
for an eight-pole machine, 
bars 90 degrees apart. The 
number of bars spanned by 
the equalizer will equal bars + 
pairs of poles. For the arma- 
ture shown in the diagram, 
each equalizer will span 
24:2, or 12 bars, thereby mak- 
ing the connection 1 and 13, 
2 and 14, etc. The pitch for 
any other number of bars or 
poles would be determined by 
the same method. 

To test such an armature, 
current must be fed to the ar- 
mature from an external low 
voltage D.C. supply, such as a 
battery, the leads being con- 
nected to commutator seg- 
ments one-half the equalizer 
pitch apart. Since the equalizer 
pitch is 12 segments in this 
case, the leads will be spaced 
six bars apart or 1 and 7. Any 
pair of bars so spaced may be 
used, in a fully equalized ar- 
mature; bars 18 and 15 being 
employed in the diagram. 

The value of the test cur- 
rent is adjusted to give satis- 
factory deflection on the milli- 
voltmeter, and volt drop read- 
ings are taken between all ad- 


jaceht pairs of segments. 


EQUALIZER CONNECTIONS. 


These readings are interpret- 
ed in the usual manner, low 
readings indicating shorts, 
high readings showing high 
resistance connections or 
opens. Tracing the winding 
and also by actual test, it will 
be noted that if the readings 
from bars 13 and 19 are for- 
ward, then the readings from 
19 to 1 will be backward. 1 to 
7 will be forward, and 1 to 13 
backward. This is a normal 
indication obtained in all 
windings. 

If the factors mentioned 
are kept in mind, the proced- 
ure given will produce con- 
sistently accurate results. It 
is to be noted such an arma- 
ture will, when tested on a 
growler, give a shorted indi- 
cation on all coils, even though 
the winding is in perfect con- 
dition. The reason for this can 
be seen by tracing from bar 1 
through the coil to bar 2, 
through the equalizer to bar 
14, through the coil to bar 13 
and back through the equal- 
izer to bar 2. Thus every coil 
on the armature is apparently 
short circuited by having an- 
other coil placed in series with 
it through the equalizer con- 
nections. This explains the 
need for a special testing pro- 
cedure. 





D.C . Testing 


DATA SHEET FOR MOTOR AND GENERATOR REWINDING 


Job No. — «Customer 


Address 
Date received |. Date promised 
How delivered... бей Will call 


Terms of payment... Estimate 
Cost of materials used. . 1 . Total hrs. labor 


WORK TO BE DONE 
Write out in detail 


REWIND DATA 
H.P. Volts... — .— ANDB. РМ. ТУрӨ 
Serial No... Make 
No. of s10t8. бой ара ___ Turns per coil 
Size and kind of wire МЕ. со. 


No. of wires in parallel Lbs. of scrap wire removed 
Slot insulation 








No. of comm. b&r8. Comm. pitch 

Dead coils... Dead bars —————— Wires per bar 
Dia. of core... Length of core... End room 

Band wires Size — Мо. of turns... Solder balance weights 









WAVE SIMPLER SYM. 


WAVE SIMPLER ЗАР SIMPLEX LAP SIMPLER 
амы a HEMET NON - SYM. SYM. 2 BLEMENT. | 


—————————————————— 
Coll Forming 


The sketches show the method of making the right size coils 
for an armature winding. 

The first step is to count the number of slots and commutat: 
segments for determining the coil span and what element it is. 
After the coll span is found measurements should be according to 
Fig. 3 which shows the size a coil should be in relation to the 
average size armature. Notice particularly that the coil end 
extends 1/2" beyond the slot, 1/4" before spanning over to anothe 
slot. It can also be noticed that the twist (or curl) made in 
each end of the coil must be made at the exact center, otherwise 
the coils will not fit in properly. 

Using a ruler, measure from a point 1/2" from the commutator 
in the exact center of the coil, (using a coil span of 1-7, slot 
#4, counting from #1 would be the center) to within 1/4" of slot 
#7. Referring to the armature in Fig. 3 this would be from C to 
Dor 2-1/4", Measuring from C to B would be 6-1/2", and from A 
to B would be another 2-1/4" making a total of I! inches for the 
length of. the coil. 

Set the coil winder (Fig. |) at II" and if the armature has 
twice as many segments as slots, or is two element, wind the two 
element coils with two wires in parallel, making both of the smal 
coils in the two element coil in one operation. After the coils 
are wound on the winder they should be taped with cotton tape. 

Referring to Fig. 2 which shows the method to use in forming 
the coil and bringing out the leads for both lap and'wave wound 
coils note that coil should be taped before forming, assuming the 
approximate point where the lead should come out. 

Extreme care must be taken in taping the coils to overlap ex: 
actly 1/2 its width pulling each turn firmly against the wires of 
the coil (start taping the coil I" from the end at which the leads 
are to be brought out). 

The next step is shaping the coil. The slots in the coil 
former that will hold the coil while it is being shaped should be 
set 6-1/2" on the scale (the slot on the pull arm should also be 
the same width and height). To get the length of the coil from 
one point to the other, measure from the center of the coil along 
the 4th slot (starting within 3/4" of the commutator and letting 
the ruler extend out at the other end) to a point the same distanc 
at the opposite side. Referring to Fig. 3 this would be from D to 
A or 8-1/2". The adjustable rings on the shaft of the coil former 
will slide out so the holes in the knuckles will be held this dis- 
tance (8-1/2") apart. Too much pressure should not be exerted in 
pulling the coil into position, as there is danger of breaking the 
insulation. When the coil has been stretched out the knuckles 
should be turned in the direction shown in Fig. 2, being very ` 
careful to see that the holes that the pins go through, to hold 
the coils in place, are exactly in the center of the coil. 

f Note:- The leads that extend from the coil when winding shoul: 
be only long enough to reach to the end of the commutator bar oppo. 
site the riser. These ends should never be used to wind around 
the coil. Short lengths of wire may be used for this purpose, re- 
moving them as the coil is taped. 

i Note:- It is always good practice to make but one coil, shape 
it and try it on the armature to see if it is the exact size de- 
sired. Then if any alterations must be made only one coil will 

be wasted. 
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Coil Forming 
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DC - ARMATURE WINDING TOOLS AND MATERIALS 


To test and rewind armature stators efficiently, certain tools and testing equipment 
are necessary. The list given below indicates the tools and testing devices that 
should be available to the winder if his work is to be done effectively. 


ARMATURE AND STATOR TOOLS 


1 - 16 oz. machinists hammer 1 - Pair tin shears l - Pair of scissors 

1 - 18 oz. machinists hammer 1 - Knife 1 — Set wedge drivers 

1 — Large screwdriver 6" 1 - Flat file J1 - Coil lifter and shaper 
1 — Small screwdriver 53" 1 - Cold chisel 1 — Long nose plier 

1 - #1 Rawhide mallet 1 - Lead scraper 1 - Diagonal plier 

1 - #2 Rawhide mallet 1 — Armature spoon 1 — Set coil tamping tools 
1 - Outside growler l - 6" Parallel plier 1 - 8" side cutting plier 
1 - Inside growler : l - Set soldering irons 1 - Universal test meter 


The proper insulation of a stator or armature means the insulation of the slots as 
well as the coils, the former serving the dual purpose of insulating and mechanic- 
ally protecting the coils at the same time. These insulations may be divided into 
groups which indicate the purpose for which they are most suitable. In the first 
group may be listed the purely electrical insulations: catton tape, oiled cloth of 
cotton mislin or linen, varnished cambric, varnished muslin, varnished silk, and 
empire cloth. In the second group the materials which afford the greatest mechanic- 
al protection:  pressboard, presspahn, hard fiber, vulcanized fiber, and fish paper. 
In the third group those especially adapted to high temperatures such as: mica, 
micanite, mica paper, glass tape, and mica cloth. From this it may be seen that 
there is an insulation for practically every purpose, and that a certain degree of 
care must be exercised in choosing the insulation for any particular job. The most 
widely used slot insulations with their various thicknesses are given below. 


SLOT INSULATIONS 


Black varnished cambric 0012" thick Fullerboard .007 - .015" 
Yellow varnished cambric .007 - .015 Oiled asbestos peper ‚006 – .015" 
Yellow varnished silk „005 Varnished " 006 — .015 
Fish paper .004 – .023 Міса рарег ‚005 ~ up 
Duro „007 - .015 Micanite „005 - up 


INSULATING TAPES 


Friction) Taping 
Rubber )splices Oiled muslin ) 

Varnished cambric ) Used for 
Cotton ) Duro ) taping 
Linen )Taping Mica ) coils. 
Silk )Coils Black varnished cloth ) 
Glass ) 

SLOT WEDGES OR SLOT STICKS 

Fiber - usually rawhide fiber | Wood — generally maple 


INSULATING COMPOUNDS 
Air dry) Baking not Clear baking varnish) Requires 
Shellac) essential Black baking varnish) baking 





AMMETER 
FULL SCALE 
READING 
2.5 I 
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RHEOSTAT 7 OHMS 


24 LBS. OF 
LAMINATED IRON 


TWO COILS OF WIRE ARE USED 

EACH CONTAINING 250 TURNS 

or * 17 S.C. E. WARE. THE COILS 

ARE INSULATED FROM EACH 5% 
OTHER BY TWO LAYERS OF FISH 

PAPER AND TWO LAYERS OF 

EMPIRE CLOTH. THESE COILS 

MAY BE WOUND ONE OVER THE 

OTHER OR IN TWO SECTIONS AS 

SHOWN. 





ТЕСЛЕ Ы 


О.Р. О.Т. SW. USED 
TO CONNECT COILS 
IN SERIES OR 
PARALLEL FOR 


СЕ е МАНН GROWLER SPECIFICATIONS 


HOE. 60~ A.C. 


$11 


co 





ARMATURE GROWLER TESTS 


SIVE SPARKING AT THE BRUSHES AND BURNING OF THE BARS ATTACH. 


ING BETWEEN BARS 1 AND 2 WILL BE ZERO. IF THE OPEN IS DUE 
TO POOR SOLDERING AT THE COMMUTATOR, RESOLDER. IF CAUSED 
BY AW OPEN IN THE COIL ITSELF, DISCONNECT THE LEADS, INSU- 
LATE THE ENDS, AND CONNECT A JUMPER FROM BAR 1 TO BAR 2. 


TROUBLE: REVERSED COIL LEDS 
IN OPERATION, THIS DEFECT WOULD CREATE UNBALANCE IN THE ARM- 
ATURE CIRCUIT WiTH THE RESULT THAT CIRCULATING CURRENTS 


THIS WOULD INDICATE THAT THE 
LEADS OF THE COIL ATTACHED TO BARS 8 AND 9 ARE REVERSED. 


ARE NO OTHER GROUNDS ON THE MACHINE, THE FAULT 

AFFECT THE OPERATION OF THE MACHINE AT ALL. IF 
OTHER GROUNDS ARE PRESENT, SEVERE FLASHING AT THE BRUSHES 
WILL USUALLY OCCUR. THE TEST PROCEDURE IS THE SAME AS EN- 
PLOYED IN DIAGRAM "C". 70 DETERMINE IF GROUND IS COIL OR 
BAR, DISCONNECT WIRES FROM BAR 15 AND THEN TEST BAR FOR 
GROUND. REMEDY: REINSULATE BAR. 


¢ SHORTED COLL 
THE MACHINE IS IN OPERATION, A SHORTED COIL IS INDICA- 
TED BY THE EXCESSIVE HEAT IT GENERATES. WHILE OTHER COILS 
NORMAL TEMPERATURE, THE SHORTED 
COIL BECOMES SO HOT THAT IT BURNS THE INSULATION FROM THE 
WINDING. ON THE GROWLER, THE METER READING BETWEEN BARS 4 
AND 5 WILL BE LOW OR ZERO. A HACKSAN BLADE WILL VIBRATE OV- 
ER THE SLOTS IN WHICH THE SHORTED COIL LIES. 


TROUBLE: . REVERSED COIL LOOPS 

THIS FAULT, WHICH USUALLY OCCURS IN A REWOUND MACHINE, MAY 
PRODUCE SPARKING AT THE BRUSHES DURING OPERATION. WHEN 
TESTED ON THE GROWLER, THE METER WILL SHOW A DOUBLE READING 
BETWEEN BARS lO AND 11, A NORMAL READING ON 11 AND 12, AND 
A DOUBLE READING ON 12 AND 18. TO REMEDY, UNSOLDER LOOPS 
ON 11 AND 12 AND REVERSE THEM. HACKSAW WILL GIVE NO INDI- 
CATION OF THIS FAULT. 


ITSELF BE CUT AS SHOWN IN "B" TO REMOVE THE SHORT CIRCUIT. 


PEELE: SQUID OIL 
GROUNDED COIL WILL USUALLY GIVE NO INDICATION DURING OPER- 
ATION UNLESS THE FRAME OF THE UNIT BE UNGROUMDED; IN THIS 


THE PURPOSE OF A GROWLER IS TO PRODUCE AN ALTERNATING MAGNE- 
TIC FIELD WHICH, CUTTING BACK AND FORTH THROUGH THE ARMA- 
TURE COILS, INDUCES IN TAM A LOW VOLTAGE MEASURABLE AT THE 
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ARMATURE TESTS USING METER 























- QPEN COLL TROUBLE - GROUNDED COIL 
TO PREVENT INJURY TO THE METER, THIS TEST MUST PRECEDE {FOR THIS TEST SET METER ON THE M.V. RANGE THAT GIVES THE|TO MAKE THIS TEST, SEND A CURRENT OP ت‎ ЧАШ е 
ALL OTHERS WHEN THE MILLIVOLT METHOD OF TESTING IS USED. |BEST DEFLECTION, STARTING WITH THE 500 SETTING AND WORK |THE ARMATURE AND MEASURE THE VOLTAGE 
SET METER ON THE 15 VOLT RANGE AND, WITH CURRENT FLOWING [DOWN TO THE 50 M.V. RANGE IF NECESSARY. ADJUST CURRENT 
THROUGH THE ARMATURE, TAKE READINGS BETWEEN BARS 1-2, 
2-5, 5-4, ETC., UNTIL ALL PAIRS OF SEGMENTS HAVE BEEN 
COVERED. А HIGH READING BETWEEN ANY PAIR OF BARS INDI- 
CATES AN OPEN COIL. NOTE THAT IN THIS METHOD OF TESTIGG'|ZERO READING DEPENDING UPON HOW MANY TURNS ARE SHORTED. 
THE METER IS USED TO MEASURE THE VOLTAGE DROP IN EACH [IT SHOULD HERE BE UNDERSTOOD THAT THIS METHOD OF TESTING 
ARMATURE COIL, AND THAT THIS IS DONE BY TAKING READINGS [IS MERELY A COMPARATIVE ONE, FOR IT IS HOF THE READINGS- 
BETWEEN COMMUTATOR SEGMENTS. COMPARE THAT IS IMPORTANT. 





IS OBTAINED ON A NORMAL COIL AND MAKE A BAR-TO-BAR TEST 
ON ALL SEGMENTS. THE DEFECTIVE COIL WILL GIVE A LOW OR 









IRQUELE 
USUALLY 
ROUND, TEIG FAULT REQUIRES 4 DIFFERENT TESTING METHOD. 
СЕТ ШЕТЕН ОН 50 М.Ұ. RANGE, SELECT THE РІНЗТ СОП, ТО ВЕ 
TESTED, AND FIND THE SEGMENTS TO 4KICH THE ENDS OF THIS 
COIL ARE CONNECTED. WITH THE METER LEADS ON THESE BARS 
DRaw A MAGNET SWIFTLY ACROSS THE SLOT IN WHICH ONE SIDE 
OF Ths COIL LIES AND NOTS DEFLECTION ON THE METER. RE- 
PEAT TEIS TEST ON ALL OTHER COILS, ALWAYS MOVING THE 
ХЬӨМЕТ ІН IHE 3AZE DIRECTION. WHEN DRAWN ACROSS A Rr- 
VERSED COIL, THE WHETER WILL READ BACKWARDS. 


~ SHORTED BARS 

Mar tius Peri RA SIDRTED OOIL. WITH CURRENT FLOW- 
ING THROUGH THE ARMATURE, MEASURE THE VOLTAGE DROP BE- 
ACTLY THE SAME MANNER AS USED FOR LOCATING SHORTED COILS] TWEEN SEGMENTS. WHEN THE SHORTED BARS ARE و‎ 
SINCE THE CURRENT IN PASSING FROM SEGMENT 20 TO SEGMENT |THE METER WILL READ ZERO. IRASMUCH AS THE SAME INDICA- 
11 MUST FLOW THROUGH TWO COILS, IT FOLLOWS THAT THE VOLT{TION WOULD BE OBTAINED IF THE COIL LEADS WERE SHORTED, 
AGE DEOR BETWEEN BARS 10:418 1. WILL. PE DOUBLE TER VALUE IEEE БЕ MERE О БАН E E LEADS си ME 





AND 15. BARS 1) AND 12 WILL GIVE A NORMAL INDICATION; 
THUS REVERSED COIL LOOPS ARE INDICATED BY A DOUBLE READ- 
ING, A NORMAL READING, AND A DOUBLE READING. 








LY ONE POLE PITCH APART, AND ADJUST CURRENT UNTIL THE 
ROUBLE — 


BOE: GROUNDED BARS TROUBLE - BaD CONNECTIONS MILLIVOLSMETER GIVES A MIDSCALE READING OW A NORMAL, COIL. 
TEST FOR THIS DEFECT ІС THE SAME AS FOR A GROUNDED COIL. [TROUBLE FREQUENTLY DEVELOPS IN ARMATURES AS THE RESULT [THE AMOUNT OF D.C. CURRENT REQUIRED WILL VARY WITH THE | 
BETER READING FAON BAR TO SHAFT WILL BE ZERO WHEN THE [ОР POOR ELECTRICAL CONNECTIONS BETWEEN THE COIL LEADS |SIZE OF THE ARMATURE, FRACTIONAL H.P. UNTTS REQUIRING 

GROUNDED BAR IS CONTACTED. 10 DETERMINE WHETHER THE BAR |AND THE COMMUTATOR SEGMENTS DUE EITHER TO POOR SOLDER- ABOUT 2-4 AMPS, MACHINES UP TO 20 H.P. ABOUT 10 AMPS, 

OR THE COIL IS GROUNDED, DISCONNECT THE COIL FROM THE ING OR TO OVERHEATING OF THE ARMATURE WHILE IN SERVICE. [AMD TRE LARGEST ARMATURES CURRENTS AS HIGH AS 20 AMPS. 

BAR AND TEST AGAIN; IF BAR NOW TESTS CLEAR, COIL IS HIGH RESISTANCE CONNECTIONS OF THIS TYPE ARE INDICATED [AFTER THE CURREWT HAS BEEN ADJUSTED TO A SUITABLE VALUE, 
GROUNDED. WHEN MAKING TEIS TEST, TEE METER READINGS MAY |BY HIGH READINGS ON THE MILLIVOLTMETER. TO POGITIVELY  |TAKE MILLIVOLT READINGS BETWEEN BABS 1-2, 2-5, $-4, ETC. 
CHANGE SÒ RAPIDLY AS THE GROUND IS APPROACHED, THAT 4 DCATE WHICH BAR HAS TEE POOR CONNECTION, MAKE THE IF MO FAULTS ARB PRESENT, THE READINGS WILL BE APPROII- . 
SATISFACUGRI DEFLECTION CAMMOT BE OBTAINED WITADO? TURN- [TEST INDICATED ABOVE. A POORLY SOLDERED JOINT WILL LY EQUAL. HIGH READINGS INDICATE HIGH RESISTANCE ` 
ING TO A DIFFERENT RANGE. THEREFORE, AS THE READING — PRODUCE À READABLE DEFLECTION ON THE METER, WHEREAS A CONNECTIONS, USUALLY CAUSED BY POOR SOLDERING. WHYTE TAW 
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OPEN ARMATURE COIL TEST 
Connect armature across line with current-limiting lamps 
in series. Place meter selector switch in the 50 volt or 
‘the 10 volt position and measure voltage across armature. 
Next make a bar-to-bar test; meter will read zero until 
open coil is bridged when total armature voltage will be 
registered. Example: 8E across armature; bars 11, 12 
read zero; bars 1, 2 read 8E. To protect the meter, the 
test for spans should always be made before any other 
check involving bar-to-bsr readings. 


SHORTED ARMATURE COIL TEST 
Connect armature to circuit, as directed above. Set meter 
selector switch to 250 M.A. and make a bar—to-—bar test. 
If necessary, change selector switch to obtain about half- 
scale reading on a normal coil. A low or zero reading 
will then indicate a shorted coil; a high reading a poor 
connection - usually at the commutator riser. Example: 
Meter reads half scale on bars 11-12, 12-1, 1-2; gives low 
reading on 2-5, thereby indicating a shorted coil. 


GROUNDED ARMATURE COIL "TEST 
With the test connection remaining the same as before, a 
meter reading between the commutator segments and the 
shaft indicates a grounded coil. As the segment to which 
the grounded coil is connected is approached, the reading 
will become less and will be minimum when the test prod is 
in contact with the segments connected to the grounded 
coil. Example: With meter selector switch set on 50 M.A., 
a reading from bar 10 to shaft is full-scale and this 
value is gradually reduced to a minimum on bars 1 and 2. 
Beyond this point, the reading reverses and starts to in- 
crease again. i 


SHORTED FIELD COIL TEST 
Connect shunt field to line as shown in sketch and take 
the voltage drop across each field coil with a D.C. volt- 
meter. If the voltage across all coils is the same, the 
field is 0.K. A reading below normal indicates a shorted 
or partially shorted coil. The normal voltage across any 
field coil is equal to the line voltage divided by the 
number of poles. Example: Coil 1, 31Ed; coil 2, 175; 
coil 3, SlEd; coil 4, 31Ed; coil 2 is shorted. 


OPEN FIELD COIL TEST 
Connect field as indicated in sketch and place voltmeter 
or test lamp across each field coil. If the field is 
open, no reading will be obtained until the open in the 
circuit is bridged. Then the open may be found by testing 
each coil individually, or by connecting one test lead to 
one of the circuit wires and moving the other lead around 
the field toward the other line until a light is obtained. 
The open will then be in between the point at which the 
light was obtained and the previous point tested. 


GROUND FIELD TEST 
Apply line voltage between the field leads and the frame 
with a suitable voltmeter or test lamp in series. If the 
meter indicates or the lamp lights, the field is grounded. 
To locate the ground, disconnect and test each coil sepa- 
rately. 
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POWER PACK USED 
TO STEP-UP 110 Е 
А.С. ТО 500Е А.С. 
AND RECTIFY OR 
CHANGE IT TO D.C. 








Since the quality of the insulating materials used on any electrical machine de- 
teriorates with age, due to the action of moisture, dirt, oil, acids, etc., it 
is necessary to periodically test the electrical resistance of the insulation so 
that weaknesses may be detected and corrected before they result in complete 
failure. : - 


Insulation resistance tests are usually made up applying 500 volts D.C. between 
the winding of the machine and the frame; the current which this pressure forces 
through or over the insulation to the frame is measured by a sensitive instru- 
ment, the scale of which is usally calibrated to read in megohms. The 500 volts 
D.C. may be developed by a hand-operated generator as in the megger, or it may 
be supplied from an A.C. source by a rectifier-filter combination as shown above. 


The readings obtained on any given machine will vary greatly with the temperature 
of the insulation, а 10 degree Centigrade ‘rise in temperature reducing the in- 
sulation resistance as much as 50%. The dampness of the location, and the amount 
of oil, dust, or dirt on the winding, will also materially affect the readings. 
Wherever possible, the test should be made when the insulation is at the maximum 
operating temperature, 167 degrees F., (75 degrees C.) The minimum safe in- 
sulation resistance at maximum operating temperature should not be lower than 
one megohm for equipment having & voltage rating below 1000 volts. 


To make the test, connect the rectifier unit to 110 volts A.C., set the control 
Switch on the meter to the one mil position, set switch in D.C. position, make 
the connections shown above, and read the insulation resistance on the top scale 
of the dial. Usually a general test is made between one lead of the machine and 
the frame, and if this proves to be too low, the windings are tested individu- 
ally. So after the general test, test the armature, shunt field, series field, 
and brush holders separately. To do this, take the brushes from the holders, 
disconnect the windings from each other, and test the insulation resistance of 
each. In this manner, the faulty element can quickly be found. This same pro- 
cedure is used on A.C. equipment also. If such readings are taken at regular 
intervals and the values recorded, a close check may be kept on the condition of 
the insulation resistance of all electrical equipment, and apparatus may be re- 
moved from service and reconditioned before breakdown occurs. 


_POWER PACK FOR INSULATION RESISTANCE TESTER 





FILAMENT 
` 82” 


500 000R-1W 
+00 OOOR-IW 


INPUT 
ПОЕ А.С. 


RESISTORS 


250,000 R-IW VARIABLE 


2I FUSE р OUTPUT 
500E DC. 


The connecting scheme employed on unit designed to convert 110 volt, 60 cycle 
A.C. to 500 volt D.C. for insulation resistance testing is shown above. Many of the 
parts required for this rectifying and filtering device may be obtained from old 
radio equipment; the remainder may be purchased from any radio supply store. The 
material needed is listed below. 


One power transformer with windings to produce voltages show. 
Three 600 volt, 2 microfarad, paper condensers. 
Two 30 henry chokes. 50 milliampere rating. 

One 82 tube and socket for same. 

One wooden case approximately. 5x5x8. 

One bakelite cover for wooden case. 

One 500,000 ohm 1 watt fixed resistor. 

One 400,000 ohm 1 watt fixed resistor. 

One 250,000 ohm 1 watt variable resistor. 

One control knob for variable resistor. 

One instrument fuse base and clips. 

One instrument fuse, 2 amperes. 

Two tip plugs for leads (one red, one black) 
Two pin jacks (one red, one black) 


First experiment with parts to find the most suitable arrangement of the 
different items in the case. Small sketch shows one method that has proved satis- 
factory. Tube base must be so placed as to permit replacement of defective tube 
without the removing other parts. All connections must be soldered. 


After the unit has been constructed, test the D.C. voltage output with a 
0-1 ші1 voltmeter. If the voltage is too high, use a lower resistance at X. 
A little experiment and adjustment will probably be necessary before the correct 
‘output voltage is obtained. The meter to be used in conjunction with this supply 
device must not require more than one milliampere to produce full scale deflec- 
tion. Higher current drain will result in lowering the output voltage of the 
power supply; this will introduce errors in the readings taken when the unit is 
being used for insulation resistance tests. 
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WATTMETER AND WATTHOURMETER DIAGRAMS 


INDICATING WATTMETER. 


CURRENT ELEMENT. 


POTENTIAL ELEMENT, 
LOW RESISTANCE, 


Г Wen RESISTANCE. 
| 


MAY BE USED ON EITHER. 


RESISTANCE. 
A.C. OR D.C. CIRCUITS. 


TO LOAD 


D.C. INTEGRATING. WATTMETER. 


[/)" ,-SMANER COMMUTATOR AND BRUSHES. 
/ CORE. NON-MAGNETIC. 
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Direct-Current Control Circuits 


EASE IN SHOOTING TROUBLE on d.c. controls depends 
largely on a clear understanding of the basic principles 
and circuits used. It is the purpose of these data sheets 
to give that information. 

In general, d.c. motors of less than 2-hp. rating can be 
started across the line, but with larger motors it is usu- 
ally necessary to put resistance in series with the arma- 
ture when it is connected to the line. This resistance, 
which reduces the initial starting current to a point 
where the motor can commutate successfully, is shorted 
out in steps.as the motor comes up to speed and the 


countervoltage generated is sufficient to limit the cur- 
rent peaks to a suitable value. Accelerating contactors 
that short out successive steps of starting resistance may 
be controlled by countervoltage or by defmite-time 
relays. | 

_ For small motors used on auxiliary devices the coun- 
ter-c.m.f. starter is satisfactory. The definite time starter 
is more widely used, however, and has the advantage of 
being independent of load conditions. 

. The following diagrams illustrate some of the circuits 
commonly used for d.c. motor control. 








Figure 1. Basic requirements of a non-reversing d.c. starter 
in its simplest form. 

When the start pushbutton is depressed line contactor M 
closes, energizing the motor armature through the starting 
resistance. As the motor comes up to speed the countervolt- 
age, and the voltage across motor armature and series field, 
increases. At a predetermined value the accelerating con- 
tactor A closes, shorting out the starting resistance. 





Figure 2. Typical, non-reversing constant-speed, definite- 
time starter. The accelerating contactor is equipped with 
a time-delay mechanism. This contactor, A, is of the mag- 
netic-flux-decay type. It is spring-closed, equipped with two 
coils, and has a magnetic circuit that retains enough magne- 
tism to hold the contactor armature closed and the contact 
open indefinitely. Main coil Am has sufficient pull to pick 


up the armature and produce permanent magnetization. 
Neutralizing coil An is connected for polarity opposite to 
the main coil. It is not strong enough to affect the pick-up 
or holding ability of the main coil but, when the latter is 
deenergized, the neutralizing coil will buck the residual 
magnetism so that the contactor armature is released by 
the spring and the contacts close. By adjusting the poten- ` 
tiometer the voltage impressed on this coil and hence the 
time required for the contactor to drop out can be varied. 
When the start button is depressed accelerating contactor 
coil Am is energized, causing contact A to open and auxili- 
ary contact Aa to close. Contact Aa energizes line con- 
tactor M, and normally open auxiliary contacts Ma establish 
a holding circuit. Neutralizing coil An is also energized. 
Opening of contact Ma deenergizes coil Am and contactor 
A starts timing. At the set time the main normally closed 
contacts on A close, shorting out the starting resistance and 
putting the motor across the line.. 





Figure 3. The same kind of a starter as in Figure 2 but ae- 
signed for use with a motor of larger horsepower. 

This starter provides two steps of definite-time starting. 
The operation is essentially the same as in Figure 2 but the 
first accelerating contactor, 1A, does not short out all the 
starting resistance. It also starts 2A timing, which finally 
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shorts out the remaining resistance. The normally open 
auxiliary contacts on the accelerating contactors in Figures 
2 and 3 are arranged so that it is necessary for the accele- 
rators to pick up before the line contactor can be energized. 
This is a safety interlocking scheme that prevents starting 
the motor across the line, if the accelerating contactors are 
not functioning properly. 





Figure 4. One way of producing dynamic braking. 

Control circuits have been omitted, since they are a 
duplicate of those shown in Figures 2 and 3. Line con- 
tactor M has two poles, one normally open and the other 
normally closed. Both poles are equipped with an operat- 
ing coil and are on the same armature, which is hinged 
between the contacts. In starting, when line contactor M 
closes normally closed contact MA opens. When the stop 
button is depressed the line contactor drops out and con- 
tact MA closes. The motor, now acting as a generator, is 
connected to the braking resistor and coil MA is energized 
by the resultant voltage. It causes M to seal in tightly, es- 
tablishing good contact pressure and' preventing this con- 
tact from bouncing open. 





[E 


Ma 






Figure 5. In the more modern types of controllers a sep- 
arate spring-closed contactor is used for dynamic braking. 

Operation is similar to that described for Figure 2, except 
that the energizing of coil Am and the picking up of accel- 
erating contactor A, closing contact Aa, energizes dynamic 
braking contactor DB, which in turn energizes line con- 
tactor M through its auxiliary contact, DBa. This arrange- 
ment not only insures that the dynamic braking contactor is 
open, but also that it is open before the line contactor can 
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close. In order to obtain accurate inching, such as is re- 
quired for most machine tool drives, the motor must 
respond instantly to the operation of the pushbutton. In 
the scheme shown in Figure 5 the closing of the line con- 
tactor is delayed until the accelerating contactor and the 
dynamic braking contactor pick up. 





Figure 6. Arrangement to secure quicker response of motor, 
for more accurate inching. 

Accelerating contactors 1A and 2A are energized in the 
off position. Hence, when the start button is depressed, the 
dynamic braking contactor picks up immediately and its 
auxiliary contact DBa picks up M line contactor. 





Figure 7. One method of connecting full field relay, used 
with adjustable-speed motors having a speed range in excess 
of 2 to 1. Coil FF is energized by the closing of the nor- 
mally open auxiliary contact Aa and remains closed until the 
last accelerating contactor drops out. Contacts of the full ,. 
field relay, FF, are connected to short out the field rheostat. 
thereby applying maximum field strength to the motor dur- 
ing the starting period. 


* 
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Direct-Current Control Circuits 





Figure 8. Another method of applying the full-field relay. 

This arrangement insures full held on starting, and pro- 
vides for limiting the armature current when the motor is 
accelerating from the full-field speed to the speed set by the 
theostat. Field accelerating relay FA is equipped with two 
coils, one a voltage coil connected across the starting resist- 
ance, the other a current coil connected in series with the 
motor armature. See Figure 2 for the remainder of the 
circuit. When line contactor M closes the voltage drop 
across the starting resistor is practically line voltage, and 
telay FA is picked up quickly. When accelerating contactor 
A closes, voltage coil FAv is shorted, but closing of A pro- 
duces a second current peak, and current coil FAc holds 
relay FA closed. As motor approaches full-field speed this 
current decays and allows the FA contacts to open, weak- 
ening the motor field. When the motor attempts to ac- 
celerate the line current again increases. If it exceeds the 
pick-up value of coil FAc the relay will close its contacts, 
arresting acceleration and causing a decay of line current, 
which again causes FA to drop out. High inductance of the 
motor field, plus inertia of the motor and drive prevent 
rapid changes in speed. Hence the motor will not reduce its 
speed, but the increased field current will reduce the arma- 
ture current and cause FA to drop out. The fluttering 
action will continue until the motor reaches the speed set 
by the rheostat. Setting of the FA relay current coil deter- 
mines the maximum current draw during this part of the 
acceleration period. Since relay FA must handle the highly 
inductive field circuit, a good blowout arrangement is neces- 
sary. Hence the relay is usually equipped with a shunt 
blowout coil, FAbo. 


Figure 9. Connections of field loss relay, to prevent exces- 
sive speed if the shunt field is deenergized while voltage 
remains on the armature. 

It usually consists of a current relay in series with the 
motor shunt field and is adjusted to pick up on full-field 
current and remain closed at any current within the oper- 
ating range of the motor field current. Contacts of relay FL 





are connected in series with the overload relay contacts so 
that the opening of its contacts will deenergize the control 
by opening the line contactor. This type of field loss pro- 
tection does not protect against the possibility of a short 
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circuit across a part of the field, say across the one field coil. 
This would cause the motor speed to rise considerably but 
the current in the field circuit would also rise. Conse- 
quently, the series current relay would not respond. 


Figure 10. Application of differential field loss protection. 

The differential field loss relay DFL is equipped with two 
voltage coils connected to buck each other. Each is con- 
nected across one-half of the field winding. Normally the 
voltage across each coil is the same, hence the relay stays 
in the out position with its normally closed contacts closed. 
Shorting out of one field coil or other failure causing an.un- 
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balance of these voltages causes the relay to 
pick up, opening its contacts and dropping 
out the line contactor, deenergizing the motor. 
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‘Figure 11. One form of reversing dynamic 
braking control, consisting of multi-pole con- 
tactors having two poles normally open and one 
pole normally closed. Accelerating contactors 
1A and 2A are energized in the off position, as 
in Figure 6. Depressing the forward button en- 
crgizes forward contactor F, closing the two 
normally open contacts F and opening the 
normally closed contact FA. Opening of nor- 
mally closed auxiliary contact Fa starts the tim- 
ing cycle of the accelerating contactors. Closing 
of the normally open auxiliary contact Fa estab- 
lishes a holding circuit. When the stop or re- 
verse button is depressed contactor F drops out, 
closing normally closed contact FA and setting 
up a dynamic braking circuit through the brak- 
ing resistors, which energizes coils FA and RA. 
Thése coils hold the normally closed contact 
closed, and the normally open contacts open 
until the braking current drops to a low value. 
This action prevents bouncing of the back con- 
tacts and plugging the motor, because if the 
reverse button were depressed during the brak- 
ing period contactor coil R would not have suf- 
ficient strength to overcome the pull of the RA 
coil until the motor had almost stopped. 


D 


Figure 12. Another form of reversing dynamic 
braking starter using a spring-closed dynamic 
braking contactor and single-pole normally open 
directional contactors. When start button is de- 
pressed contactor IF is energized. Closing the 
normally open auxiliary contact IFa energizes 
telay LV to establish a holding circuit and also 
energizes accelerating contact 1A; 1A contactor 
energizes 2A, and 2A energizes DB. In turn, 
DBa energizes 2F and normally closed contact 
2Fa starts the accelerating timing. 

Depressing the stop button drops out LV, 
closing DB immediately. Plugging is prevented 
by relay PR, a voltage relay connected across 
the motor armature. Its. normally closed con- 
tacts remain open, preventing the pick up of the 
teverse directional contacts until the armature 
specd drops down to a safe value for plugging. 





STARTING AND CONTROLLING THE SPEED OF D. C. MOTORS 





Small D.C. motors (fractional H.P.) may be started across the line. The resist- 
ance of the armature winding is high in comparison to the resistance of larger 
armatures. Large armatures have low resistance because heavy wire is used to 
wind them. 






LINE 
1 





Shunt 
field 


When starting a D.C. motor larger than fractional H.P. in size full line voltage 
should not be applied to the armature. A resistor should be connected in series 
with the armature to produce a voltage drop and apply a low voltage to the arma- 
ture during the starting period. The starting period is from 10 to 45 seconds. 


The starting current should be limited to 14 or 2 times full load current except 
when starting heavy torque loads which will require as much as 3 times full load 
current. After the motor attains normal speed the current through the armature 
can be determined by the formula; effective voltage divided by armature resist- 
ance. This value will be proportional to the mechanical load on the motor. 


The shunt field must be connected so it will receive full line voltage when 
starting. The field must be maximum strength to produce good starting torque 
and for the armature to quickly generate CEMF. 


FOUR POINT CONTROLLER 
Armature starting resistor 








Overload 


release sw. A 





Spring 
14 m р 
| No E 

NI releasé_,} [J 
Overload NN coil | 44+ 

release coil SS 

NS 

Resistor 


X 
00000 


Line switch 


The NO VOLTAGE RELEASE COIL allows the spring on the power arm to return the 
power arm to the "off" position if the voltage on the line drops to a low or 
zero value. 


OVERLOAD PROTECTION is provided by connecting an overload release coil in series 
with the load circuit. When the current reaches overload value the plunger will 
be drawn up and break the holding coil circuit. The spring on the power. arm 
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STARTING AND CONTROLLING THE SPEED OF D.C. MOTORS (continued ` 


The speed of a D.C. motor varies in direct proportion to the voltage applied to 
the armature and in inverse proportion to the strength of the field flux. 













When a motor is operating with the rated voltage applied to the armature and 
field (with or without load) it is operating normally and the speed obtained is 
called NORMAL SPEED. 


SPEED CONTROL BELOW NORMAL SPEED (armature control) 


The speed can be controlled below normal by connecting a regulating resistor in 
series with the armature. The speed will vary with the voltage applied to the 
armature. The torque will not be affected because connecting a resistor in 
series with the armature does not change the amount of current through the arma— 
ture. ‘This value will be constant if the mechanical load is constant. The H.P. 
output will vary with the speed because the H.P. output is proportional to the 
speed and torque. 


Armature resistor 







FOUR POINT CONTROLLER 


Overload release switch 
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release coil 
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Resistor 
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SPEED CONTROL ABOVE NORMAL SPEED (field control) 


The speed can be controlled above normal on shunt and compound motors by con- 
necting a shunt field rheostat in series with the shunt field. The speed will 
vary inversely with the field strength. Weakening the field will increase the 
speed because the armature mist rotate faster to generate a sufficient amount 
of CEMF to limit the current through the armature in proportion to the mechan- 
ical load on the motor. Decreasing the field strength will decrease the torque. 
The H.P. output will not be affected because the H.P. output is always propor- 
tional to the speed and torque. When the speed increases and the torque de- 
creases the product of the. two will not change. COYNE 
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| 5 POINT STARTER DIAGRAMS ' 
LINE | 


5 point starter for starting 3 point starter for starting | 
duty only. \ \ duty only. The overload re- | 

Li Lo lease coil protects the 

mucor against overloads. 


ARMATURE 
RESISTORS 





No E or no 
Power arm field releasd Ovorload 
spring coil elease 
coil 





Connection diagram 






Starter terminals 


Connect as shown for 
compound motor. 

For shunt motor connect 
Ao to Lo. 


Draw a detailed diagram of the motor. Show all parts such as 

| field poles, brushes, armature, terminals and the position of 

| the terminal board. Test the motor terminals with test lamp 

| to identify them. Connect the motor tc the starter as shown by 
| the connection diagram. | 
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Fig. |—Diagram of shunt motor and starter, Fig. 2. Figs. 3 and 4— Symbols for coils. Figs. 4 and 5—Symbols for resistance. Fig. 6——Same 


as Fig. 1, but current reversed in armature circuits. Fig. 7—Wrong connection for reversing shunt motor, Fig. 8—Same es Fig. |, except 
current is reversed in shunt field coils. Fig. 9—Diagram of compound motor and starter, Fig. 10. Fig. 12—Reversing switch connected 
| in armature ‘circuit of compound motor. Fig. 13—Reversing switch connected in armature circuit of shunt motor, Fig. 14—Series winding cut out 
of compound motor to test polarity of shunt-field coils. Fig. 15—Shunt windina cut out of eamnaundt mata- ba 4-2 --1--м.. -Ж - 5- s 
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Magnetic blowout coil 


Starting relay 


Armature starting resistors 


Draw a detailed dia- 
gram of the motor. 
Show all parts such as 
field poles, brushes, 
armature, terminals 
and the position of 
the terminal board. 
Test the motor term- 
inals with test lamp 
to identify them. 


Connect the motor to 
the controller as 
shown by the connect- 
ion diagram. Trace the 
starting relay, field, 
armature and no E 
release coil circuits 
and have the diagram 
OKed by the instructor 
before wiring the job. 


Connection Diarram 


Connect as shown for 
compound motor. 

For shunt motor connect 
Ao to Lo 








4 POINT CONTROLLERS 


4 Point controller for 


4 Point controller for 
starting & regulating duties. 


starting & regulating duties. 


peed control above normal. Speed control below normal. 


Armature resistors 


Field 
res. 


Connect as shown for compound 
motor. For shunt motor connect 
Ao to Lo. 


Draw diagram of motor in detail. Show all parts, such as, field poles, 
armature, brushes, terminal board and terminals. Test motor terminals 
to identify them. Trace armature, field and holding coil circuits. 
Have the diagram checked and OKed before wiring the job. 
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СВОЕК МО NO. FEQ'D DEPARTMENT RAW MAT. SPEC. WITH PART NO. & AMOUNT REQ'D 
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DRUM CONTROLLERS 
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Drum controllers are used extensively in the operation of D.C. motors where they 
must be started, stopped, reversed, and have their speed varied, as on street cars, 
electric trains, hoists, cranes, etc. 

The name is derived from their shape and the manner of mounting contacts on a 
round iron drum. The cylindrical arrangement of the contacts allows the drum to be 
rotated part of & revolution in either direction, and brings into connection one or 
more stationary contacts with the iron drum. The iron drum serves as & mechanical 
support for the shoes and forms a part of the conducting path. 

| A drum controller, designed for reversing duty, is divided into two parts, com- 
pletely insulated from each other and from the shaft by fibre insulation. 

When the controller in Fig. 2 is in running position, current will flow from 
positive line to stationary contact "Lj" (Called "contact finger") and enter the 
iron drum at circular shoe #1, and then flows through the iron drum to shoe #2, 
which is connected to "Ag", completing the circuit through the armature. The return 
circuit for the armature is from "A," to Shoe #5, through iron drum to shoe #5, 
which is connected to "Le". 

Drum controllers are very rugged and will give excellent service with a minimum 
of maintenance. The contact fingers and bars may be replaced when burned or worn. 
Drum controllers may be equipped with auxiliary contacts that close when the drum is 
in the "OFF" position. These contacts are used to complete a dynamic brake circuit 
or to operate relays for overload protection. 








This diagram illustrates how an overload panel is used to 
protect the motor against overload and "no voltage" conditions, 
by using contacts "L1" and "C" to complete the relay circuit 
when the controller is in the "off" position. 
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DRUM CONTROLLER & SERIES MOTORS. 
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Drum controller for starting, regulating and reversing duties. 
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Armature starting resistors 


900 


Interpole winding 


000000 


Series field 
900000000 


Shunt field 
Trace forward armature, reverse armature and field circuits. Draw 
the terminal board on the diagram and test and identify the terminals 
Do not show the terminals connected. Make all connections as shown 
if a compound motor is used, If shunt motor is used connect 51 to Lo. 
If series motor is used omit Fi connection. COYNE 
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DRUM CONTROLLER | Iti- 
STARTING, REGUIATING & REVERSING DUTIES 
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DYNAMIC BRAKING 


RUNNING BRAKING 
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IN FIGURES 1,283 SWITCHES A &D ARE CLOSED AND B&C ARE OPEN 
. WEN RUNNING. SWITCHES B&C ARE CLOSED ANO A &D OPEN WHEN BRAKING 


VARIABLE 
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FOR BRAKING 
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SCHEMATIC, ORAWINGS SHOWING DYNAMIC BRAKE CONNECTIONS FOR SERIES MOTORS 
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FIG. 2 DYNAMIC BRAKE FIG. 3 B 
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$ 


The above diagram in Fig. 1 shows the connection used in dynamic 
braking, using a compound motor, Fig. 2 shows similar connections 
for a series motor. 

When the source of supply is shut off from a motor, the armature 
will continue to turn or coast because of its momentum, Any load 
connected to the motor will also continue to operate. In cases 
where motors must be stopped quickly, this momentum may be used to 
generate energy for dynamic braking. 

If the shunt field of the motor is excited during the coasting 
period, the motor will act as a generator and the armature will 
generate EMF until it stops. By connecting a suitable resistance 
in the armature circuit, as shown above, the generated armature EMF 
will cause the armature current and the armature poles to reverse, 
The reversed armature poles, reacting with the field poles, will 
now tend to reverse the armature rotation and this action will 
result in stopping the motor and load, 

This form of braking provides a quick, smooth, magnetic form of 
braking that has many advantages over mechanical methods, 
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This diagram shows a compound motor controlled by a drum control- 
ler having auxiliary contacts for dynamic braking. 


Advantages of this type of braking are: no mechanical wear, less 
maintenance, economical, effective and, although powerful, will not 
damage the motor is properly applied. 


Caution must be used, when applying dynamic braking, to prevent 
an overload of current through the armature, This is accomplished 
by connecting a resistance in series with the armature braking cir- 
cuit, or by decreasing the field strength to lower the CEMF genera- 
ted. 


Dynamic braking is known as "regenerative braking," when the cur- 
rent generated by the CEMF is fed back into the power line. Ву 1еа- 
ving the armature connected to the line and over-exciting the field, 
the CEMF becomes greater than the line voltage. This means that the 
motor will now act as a generator and will help to carry the line 
load, This method is used on electric trains which run down long 
grades, In some systems, as much as 35% of the power used is gener- 
ated in this manner, | 





Dynamic braking, or regenerative braking, is only effective when 
the armature is rotating. Therefore, where it is necessary to hold 
a load which tends to revolve after brought to a stop, some form of 
magnetic or mechanical brake must be used in conjunction with dynam- 
ic braking. 








DRUM CONTROLLER 
STARTING, REGULATING, REVERSING AND DYNAMIC BRAKE DUTIES. 
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Trace armature, field and dynamic brake circuits. 
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Drum controller for starting, regulating, 
reversing and dynamic brake duties. 





Series field 


Fo 
00000000 
Shunt field 


Trace armature, field and dynamic brake circuits. Draw the terminal 
board on the diagram and test the terminals to identify them. Do 
not show the terminal board connected. Make all connections as 
shown for a compound motor, If shunt motor is used connect R5 to 
Lo, If series motor is used omit F4 connection, 
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RESISTANCE 


NS 
ECONOMY 
RESISTANCE SWITCH 


SOLENOID STARTING CIRCUIT 
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00000000 ARMATURE . CIRCUIT 


р FIELD CIRCUIT 


MAGNETIC BLOWOUT COIL 


A magnetic blowout coil is for the purpose of providing a 
strong magnetic field to extinguish the arc drawn when the circuit 
is broken. It consists of a few turns of heavy wire wound on an iron 
core which has its poles placed on either side of the contacts where 
the circuit is broken. This arrangement provides a powerful magnetic 
field where the circuit is broken. 

The arc is a conductor and has a magnetic field set up around 
it. This field will be reacted upon by the flux of the blowout coil 
distorting tne arc so that it is quickly broken or extinguished. 

This prevents the arc from burning the contacts, 

Magnetic blowout coils are connected in series with the line 

or in series with the contacts being protected. 


Wok Sr 


ARC DISTORTED BY FLUX 










IRON FLUX AROUND ARC 
POLE SHOE 
FLUX PRODUCED BY 
INSULATION MAGNETIC BLOWOUT COIL 


COPPER CONTACTS ~ ARC NOT DISTORTED 











CARBON PILE STARTER 
(ALLEN - BRADLEY) 


LINE 
+ 









CARBON MAGNET IE BLOWOUT 


CONTACTS 

















FLEXIBLE CONNECTION - 
Z OVERLOAD RELEASE 
SWITCH 







STARTING 
RELAY 











FLEXIBLE 


\ 
OVERLOAD CONNECTION | 


RELEASE 
COIL 





ow D 
PO 





ASH 
T 





stop START L2 § 


In certain classes of work it is desirable to have very gradual appli- 
cation of the starting torque of the motor when the machine is first 
put in operation. To accomplish this, it is necessary to start the 
motor with extremely high resistance in the armature circuit, and 
limit the starting current to a very low value, 


For this purpose, carbon pile starters are made with resistance 
elements consisting of small carbon disks stacked in tubes of non- 
combustible material with an insulating lining, 


As long as these disks are left loose in the tube, the resistance 
through them is very high. If pressure is applied to these carbon 
disks, their combined resistance will be lowered because the greatest 
resistance is at the contacts between disks, As pressure increases, 
resistance decreases allowing more current to flow. 


This allows the motor, to start very slowly, and its speed will gradual 
ly increase until normal speed is attained. 
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Wiring Diacrams 


D. C. MAGNETIC RELAYS AND LINE VOLTAGE STARTERS CLASSES 7001, 7032 
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TYPE K. SEE CLASS 8501 
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D. C. REVERSING LINE VOLTAGE STARTERS 
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LINE DIAGRAM AND WIRING DIAGRAM FOR CLASS 7732, TYPE S-4 О.С. REVERSING LINE VOLTAGE STARTER. 
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Wiring DIAGRAMS 


CLASSES 7107, 7120 D. C. TIME LIMIT ACCELERATION STARTERS 
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WHEN RESISTOR IS NOT WHEN RESISTOR IS NOT 
CALLED FOR ON ENG. DATA CALLED FOR ON ENG DATA 
CONNECT PER DOTTED LINE OMIT DOTTED CONNECTIONS 
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MAGNETIC CONTROLLER 


ARMATURE STARTING 
се 
RESISTANCE | RESISTAN 


CUTOUT 
FIELO RELAY RE ЖЕ 
800 онм 


BLOWOUT 
COIL 


STARTING 


RELAY -+2 WIRE REMOTE CONTROL SW. 


“ADVANTAGES OF 3 WIRE 
REMOTE CONTROL OVER 2 WIRE. 
1- NO VOLTAGE PROTECTION. 
2- MULTIPLACE CONTROL . 

The term "magnetic controller" is commonly used o apply to control- 
lers on which the operation depends almost entirely on relays. Con- 
trollers of this type have a number of separate circuits, each operated 
by a relay switch. 

These controllers are used extensively on large industrial motors, 
Steel mill motors, and elevator motors. They can be designed to give 
any desired operation. 

Example: Let us assume we start a LIOE, 401, 5 h.p. motor without a 
load. 

Starting current equals 14 x 401 ог 601. 

Armature starting resistance equals 1 ohm. 

Voltage drop across arm. starting res. equals 601 х 1R-60kd. 

Voltage drop across section of res. marked "XK" equals 1/3 of Ed 

across entire res. ог 20Ed. 

Therefore, the voltage applied to the armature resistance cut-out re- 
lay when starting, equals 110E — ?0Ed or 90 volts. This relay is ad- 
justed so that it will not close its switch until it receives approxi- 
mately full line voltage. The voltage across the relay increases as 
the current through "Y" + "X" decreases. Current flow will decrease to 
approximately 6I, because of C.E.M.F. built up in the motor as it in- 
creases in speed. This may be proven by the following figures: 

Total voltage drop across "Y"+"X" after motor attains normal speed 

equals 6I x 1Rs6Ed. 

Now the voltage drop across "X" will be 1/5 of 6 or 2Ed, leaving 110 
minus 2 ог 108Е to operate the armature res. cut-out relay. This volt- 
age is high enough to operate the relay and close its switch, which 
cuts out or shunts the armature starting resistance. 

The field relay closes when starting to give full strength field. 
When the armature res. cut-out relay closes, the field relay is shorted 
out of the circuit. This allows the speed to be controlled above nor- 
mal by adjusting the shunt field rheostat. 
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AMPLIDYNE GENERATORS. | 


If a D.C. generator designed as shown and operated with 
a very weak field be driven at constant speed, the main 
brushes may be short circuited as indicated. This 
action results in relatively heavy currents in ‘the arma- 
ture that in turn produce an intense armature cross 
field with the polarities shown and, if the poles are 
especially designed to provide a magnetic circuit of 
low reluctance to this cross field, a strong magnetic 
field will be developed in the air gap. The armature, 
rotating in this field, produces a relatively high 
voltage at right angles to the normal brush axis and 

if extra brushes are placed as shown, power almost SIGNAL FIELD. 
equivalent to the normal rating of the machine may 

be obtained. 


As the operating point for the field magnetism is 

set on the steep part of the magnetization curve, 

a small variation in the magnetizing force produced 
by the field coils will produce a relatively great 
change in the short circuit current produced by the 
armature, and this in turn will greatly increase the 
generated output voltage. Therefore, if special con- 
trol coils be placed on the poles, and if these coils 
be fed from a low voltage or low power source, the 
"variations which these coils produce may be caused 

to reappear in the output circuit in a greatly ampli- CROSS FIELD. 
fied form. This is the principle of operation of the 
Amplidyne Generator. 


The Amplidyne Generator may be regarded as a two 

stage electrical power amplifier, and its use is con- 

cerned with control situations in which small con- 

trolling impulses are employed to handle equipment 

that demands a large amount of power to operate it. 

The small control power is fed to the field coils 

where it effects a relatively high variation in 

field magnetism; this variation is amplified in the 

cross field and again in the output circuit. Am- 

plifications of 20,000 to 1 are common and 100,000 

to 1 are possible. Thus a variation of one watt 

in the input control circuit may produce a change. 

in generator output of 20 kilowatts, a range im- SPLIT POLE DESIGN 
practical for any electronic amplifier. The range SHOWING CROSS FIELD. 
may be extended by the use of a preamplifier using 

ordinary radio tubes. 


Instead of the split-pole construction shown above, 
the arrangement indicated in fig. C shows the con- 
structional features of a modern amplidyne unit. 
Although four poles are shown, adjacent groups are 
wound with the same polarity, and the machine is 
therefore a two pole unit. 


Figure D shows the construction of an Amplidyne 

unit using interpoles, Although several field wind- 
ings are employed in an actual machine, only the sig- 
nal winding is shown. The brushes M are the output 
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MULTIPLE-OPERATOR ARC-WELDING SYSTEMS 


WELDING-CIRCUIT CONTROL PANELS heavily coated electrodes. On circuits for bare and 


р . : . lightly coated electrodes, reactors are usually 
These panels are available with either single- recommended. | 


or double-unit assembly, providing control, respec- 
tively, for either one or two welding circuits. 
Knife switches provide current adjustments in 
steps of 10 amp each (5 amp optional). The assem- 
bly is enclosed in a substantial sheet-steel case of 
dripproof construction, with top-hinged doors and 
lifting eye as illustrated. With double-unit assem- 
bly, an extra knife switch provides for paralleling 
the two circuits so that one operator can be served 
-with twice the welding current available from 
either single circuit. 

The standard control panels are designed to 
provide a voltage drop of 35 volts. Panels providing 
à voltage drop of 30 volts are also available. 

Control panels which provide greater voltage 
drop (as required with lightly coated electrodes), or 
which provide less voltage drop (as required with 
carbon electrodes), are also available. 

Reactors are available for use in conjunction 
with these control panels as an optional feature. 
Their use is a matter of preference of the purchaser. 
Most constant-potential welding-circuit installa- 
tions being made today do not employ reactors 
and obtain completely successful operation with Typical welding circuit control panel with double-unit assembly 





Typical appearance of the new G-E multi- 
ple-operator arc-welding set with 
dripproof covers 





Individual welding circuit equipment 
















Welding 


Motor DS 
generator 









Welding circuit 


Welding circuit 
control panel 


control panel 










Automatic 
welding head 







Motor [xX] 


Two multiple - operator direct-current arc Typical arrangement which can be extended 
welders arranged for paralle! operation to any number of welding circuits 


4 


The flexibility of capacity obtained by parallel ing additional sets and any number of individual 
operation of multiple-operator, constant-potential welding circuits may be used up to the total. 
arc weldersis wellillustrated by the above diagram. installed capacity. 
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ALTERNATING CURRENT APPARATUS 


This section contains wiring diagrams and brief 
explanations of the action of devices and equip- 
ment that operates with alternating current. The 
pages are arranged in the following order of sub- 
jects: 

Alternating-current circuits and basic principles. 

Transformers and wiring. 

Motors: Three-phase and two-phase; squirrel 
cage, slip ring, and synchronous. Single-phase; split 
phase, capacitor types, repulsion start, repulsion- 
induction and shaded pole. 

Starters: Across-the-line types, resistance types, 
auto-transformer or compensator types. 

Controllers, speed and reversing. 

The following notes apply to diagrams and other 
material on pages where complete explanations are 
not given on the page itself, 
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Alternating current flows first one direction and 
then the opposite direction in its circuit. The flow 
in each direction is called an alternation. Two alter- 
nations, one in each of the two directions, make one 
cycle. As shown by the upper diagram, the voltage 
during one complete cycle, also the current during 
one cycle, rises from zero to maximum in one di- 
rection, falls back to zero, rises to maximum in the 
opposite direction, and returns once more to zero 
“at the end of the cycle. 

The middle diagram and the table below it show 
how the number of cycles per revolution of an 
alternating-current generator depends on the num- 
ber of magnetic poles in the generator. The num- 
ber of cycles per second is called the frequency 
of the alternating current. 

The lower diagram shows that a three-phase gen- 
erator produces three simultaneous voltages and 
currents with evenly spaced peaks and zero points 
of voltages and currents in the three “phases.” 
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An ideal alternating voltage or current rises and 
falls at a rate that follows a curve of sines, hence 
is called a sine wave voltage or current. On a sine 


curve the value of voltage or current at any instant 
is proportional to the sine of the angle through 
which a conductor in the alternating-current gener- 
ator has progressed from the point of zero voltage 
or current. Sines and other trigonometric functions 
are used in making certain alternating-current cal- 
culations; chiefly in engineering and design work. 


PAGES 169-170 


The three generator panels, numbers 1, 2 and 3, 
are similar. To the bottom of each panel is con- 
nected an alternator or alternating-current genera- 
tor. Three leads come from the three output 
terminals of the generator, from which is supplied 
three-phase current. Two wires carry direct-current 
to the generator field windings. Two more wires, 
at the lower right-hand corner of the panel, come 
from the exciter. The exciter is a direct-current 
generator that furnishes direct-current for the al- 
ternator field winding. 

'The three output leads from the generator enter 
the switchboard panel, pass through instrument 
transformers (marked H1 and X1), then through 
a manually operated knife switch, through a mag- 
netic overload circuit breaker, and thence to the 
three bus bars at the top of the panel. The buses 
connect to the other generator outputs and to the 
feeder panels. 

At the top of each generator panel is an ammeter, 
a voltmeter, and a kilowatt meter. At the bottom 
of the panel is a kilowatthour meter. Currents for 
these meters come from the current transformers 
(instrument transformers) shown on the generator 
output leads. Voltage for the instruments comes 
from the potential transformers (instrument trans- 
formers) which are toward the right from the cir- 
cuit breaker. 

Near the center of generator panel No. 1 is a 
knob for regulating the speed of the prime mover, 
such as an engine, that drives the alternator. There 
is also a field rheostat for controlling the alternator 
field current, and a field discharge switch used when 
the machine is shit down. On panel No. 2 there 
are overload relays, and on panel No. 3 there is 
a power factor meter. 
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On each feeder panel is an ammeter connected 
through a current transformer, also an automatic 
overload circuit breaker and a manually operated 
knife switch. The feeder panels connect between 
the generator buses at the top of the switchboard 
and the leads to the several load lines. 
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Power factor (abbreviated P.F.) is the ratio of 
the alternating current that is useful in producing 
power, to the total current flowing in the circuit. 
For example, if the total current is 100 amperes, 
but if only 70 amperes of current is useful in pro- 
ducing power, the power factor is 70/100 or is 70% 
or is 0.7. 

Apparent power is measured in volt-amperes 
(V.A.) and is equal to the voltage multiplied by 
the amperes of total current in the alternating- 
current circuit. True power is measured in watts, 
as indicated by a wattmeter. The power factor of 
an alternating-current circuit is equal to the num- 
ber of watts of true power divided by the number 
of volt-amperes of apparent power. 

The power factor can be 1.0 or 100% only in a 
circuit containing only resistance without either 
inductive reactance or capacitive reactance, or in a 
circuit where the ohms of inductive reactance are 
exactly equaled by the ohms of capacitive react- 
ance. In any circuit containing unbalanced induc- 
tive reactance or unbalanced capacitive reactance 
the power factor will be less than 1.0 or less than 
100%. 


PAGE 182 
The main distribution panel receives three-phase 
current through a four-wire. circuit. Such a four- 


wire three-phase line comes from the secondary. 


winding of a transformer having connections as 
shown by the small diagrams toward the right 
from the main distribution panel. Note that one of 
the four wires is grounded at the transformer and 
also from the main distribution panel. Such a dis- 
tribution system allows running two-wire single- 
phase branch circuits for lighting, also three-phase 
three-wire lines for power. f 

The automatic compensator shown in the lower 
right-hand corner is a type of motor starter. Sev- 
eral diagrams for such starters are shown on fol- 
lowing pages in the division devoted to starters 
and controllers. 


PAGE 185 
The squirrel cage motor is a three-phase alter- 
nating-current induction motor. In the stationary 


frame of the motor are stator windings connected 
to the three-phase supply line. Revolving inside 
the stator is the rotor, on the outside of which 
are parallel conductors running parallel to the cen- 
tral shaft. All these conductors are joined together 
at their ends by rings. Three-phase current in the 
stator windings produces a magnetic field which 
rotates as shown by the upper diagrams. Currents 
and magnetic fields induced in the rotor cause the 
rotor to revolve with the rotating field of the stator. 


PAGES 191 TO 195 


These pages show three-phase and two-phase 
stator windings as used in squirrel cage induction 
motor. 


PAGES 196 AND 197 


These pages show windings which produce con- 
sequent poles. A consequent pole is a magnetic 
pole on which there are no windings, but through 
which a magnetic flux is produced because it is 
part of a magnetic circuit in some other part of 
which there is a winding. Poles on which there 
are windings are called wound poles, thus distin- 
guishing them from consequent poles. 


PAGES 200 TO 202 


These pages show connections for motors that 
may be connected to operate on either of two line 
voltages, such as on 110-120 volts or on 220-240 
volts. | 
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Single-phase alternating-current motors differ 
from three-phase and two-phase types in that the 
single-phase motor requires some constructional 
feature that enables it to be self-starting. Polyphase 
(3-phase and 2-phase) motors are self-starting be- 
cause the polyphase currents produce a rotating 
field and the rotating field causes the rotor to re- 
volve. A single-phase current, by itself, does not 
produce a rotating field but produces a stationary 
field, and there is nothing to start the rotor from 
standstill. 

This page shows the principles of the three basic 
types of single-phase motors. These types are ex- 
plained on following pages. 
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These single-phase. split-phase motors have a 
centrifugal starting switch between one side of the 
line and the “start” winding, and in the other line 
have an automatic overload relay. One of the mo- 








tors is a two-speed type having two main windings 
. or running windings. 
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These capacitor motors are of the non-reversing 
type, in which there is no provision for changing 
the connections to run the motor either clockwise 
. or counterclockwise. 


PAGES 223 AND 224 


These capacitor start motors may be operated 
either clockwise or counter-clockwise by inter- 
changing the leads as directed on the diagrams. 


PAGES 226 TO 230 


These diagrams show two-speed types of capac- 
itor motors. 


PAGES 232 AND 233 


All of these motors of the reversing type with 
which a switch is operated to run the motor either 
clockwise or counterclockwise. 
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By following the diagrams from top to bottom in 
the left-hand column, then in the right-hand col- 
umn, you will follow the development of an auto- 
matic or magnetically operated motor starter of 
the cross-the-line type. An across-the-line starter 
or a line starter is one in which the full voltage 
of the supply line is applied to the motor as soon 
as the starter operates. With resistance starters 
and with compensators the applied voltage is re- 
duced while the motor starts from a standstill and 
comes up nearly to normal running speed. 


PAGE 247 


The start switch is the left-hand member of the 
two-button unit with terminals numbered 1, 2 and 
3. With the start switch closed, current from L1 
goes through the overload trip contacts, the holding 
magnet winding, the second pair of overload trip 
contacts, from 3 to 2 through the closed stop 
switch, from 2 to 1 through the closed start switch, 
and to L3. The main contacts are drawn closed, 
thus closing the holding contacts so that the mag- 
net circuit remains closed after the start switch is 
released and opens. 
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With the start button contacts closed, current 
from L3 flows through switch contacts 3, 1 and 2, 
through running magnet 4, overload trip contacts 
5, and L2. The running magnet closes the main 


contacts and the stick contacts. The stick contacts 
maintain a path from L3 to push button terminal 


1 when the start contacts are allowed to open. 
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With the start switch closed, current flows from 
L1 through the start switch, the right-hand over- 
load trip switch, the winding of the magnet shown 
in the center, the left-hand overload trip switch, 
and to L3. The holding contacts are at the right- 
hand end of the long contact bar. With the hold- 
ing contacts closed, they maintain a path from L1 
around the start switch and to the right-hand over- 
load trip switch. 
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The resistors inserted in the motor leads during 
starting consist of many carbon blocks carried in- 
side of insulating tubes or supports. With no pres- 
sure applied, the resistance through the series of 
blocks is high. The more tightly the blocks are 
pressed together (by the carbon pile depresser han- 
dle) the lower the resistance becomes. Starting cur- 
rent flows from L1, L2 and L3 through the three 
carbon pile resistors to the three terminals of the 
motor. After the motor comes up to speed the run- 
ning contactors close, thus allowing current from 
L1, L2 and L3 to pass to the motor terminals with- 
out going through the carbon piles. 
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In this resistance starter closing the three sets of 
contacts just below terminals L1, L2 nd L3 allows 
line current to flow through these contacts and to 
the motor terminals through fixed resistors R1-R2, 
К11-К12, R21-R22. After the motor has gained 
speed the fixed resistors are short circuited by the 
pairs of contacts that are parallel with the resistors, 
thus allowing line current to flow through the 
starter without any resistors in circuit. Overload 
releases are shown near terminals T1 and T2 in the 
starter. The magnet that operates the upper con- 
tacts is marked M, and the one for the lower con- 
tacts is marked 2R. The 2-wire pilot device is a 
start and stop switch for connection to starter 
terminals 2 and 3. The 3-wire pilot device, with sep- 
arate start and stop buttons, connect to starter 
terminals 1, 2 and 3. 
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These are resistance starters using fixed resistors 
in series with the motor leads for starting, with the 
resistors short-circuited by paralled contacts after 
the motor gains speed. 
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At the top of the page are resistance starters with 
which the starting resistances are inserted into the 
rotor windings instead of in series between the line 
and the stator terminals of the motor. 


PAGES 261 TO 264 


These diagrams show connections for auto-trans- 
former starters that are operated manually, by 
hand with a lever. Auto-transformer starters are 
called also compensators. 


PAGES 265 TO 270 


The compensators or auto-transformer starters 
shown on these pages are of the automatic type 
operated by means of electromagnets and start- 


stop switches instead of manually with a hand 
lever. The operating principle is the same as that 
of manual compensators so far as motor voltages 
and currents are concerned. 


PAGES 276 TO 281 


These diagrams show various types of manually 
operated and magnetically operated starters or con- 
trollers. A controller, as distinguished from a 


starter, usually is considered to be a device which. 


not only starts and stops a motor but also varies 
the speed or the direction of rotation of the motor. 


PAGES 282 TO 284 


Drum controllers frequently are used with slip- 
ring or wound-rotor motors for control of .speed, 
power and,direction of rotation, 
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USED FOR SOLVING PROBLEMS INVOLVING RIGHT 


TABLE OF TRIGONOMETRIC FUNCTIONS 
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CONVENIENT 


TABLES ano FORMULAE 


FORMULA FOR COMBINING RESISTANCE HANDY FORMULAS 
AND REACTANCE Power Transmission by Shaft 
Rak I r Hp. = Torque (in ft. Ib.) x Rpm. 
—— x 7 x 
š Hydraulics 





100 cu. ft. per sec. with 10 ft. head =100 Hp. 


R= 1 Hp. of Water Fall =.114 x cu. ft. per sec. x head in ft. x Eff. A 
£ + = toa E == suming 88% eff. of water wheel, thea: MTS © 





Power to Drive Pumps 


E + ки Tre rz rt 
` 2 "lev 7 | : Hp = Gal. per min. x Total head (inc. friction) 


3960 x Eff. of Pump 


E= vr 
‚== m . Fans end Blowers 





K x cu. ft. min. x water gage pressure in in. 








t WRK | l | Mp: to drive fens 33000 x Eff. of fan 
Water gage inches «1.728 oz. per sq. in. 
r ха Xe К =5.2 
z= VT1 Y (Xu - Xc) | z I Eff, =.5 for ordinary fans to .65 for Siroceo type 
Rotating Mass Formula 
Bo eem د‎ L: Useful in estimating time to start-stop or cha: speed of fiy- 
z V(1)*«(35* тауға ж ха wheels, motors, etc. with certain applied Luque « nge SMS 
r хь Time (Sec.) = WR: x change in Rpm. ‘ 
r ime \ec.) = “397 x torque (ft. Ib.) 
t r x< 
z= —  ——— x= TFs. 
Vy «(y M ri xe 
r Xç 
r MENSURATION OF SURFACES AND VOLUMES 
— Xe xc 
z= ЖОГ VG XS ETE XXe Area of Rectangle length x breadth. 
+ (А) Area of Triangle = 34 base x perpendicular height. 
сас. xë Circumference of Circle =diameter x 3.1416. 
r=Resistance in Ohms 2. т 
Xi=Inductive reactance in Ohme=2mft ( ¢ _ Ка Area of Circle =square of diameter x .7854. 
—1 _ 1 L=ind. in епгув 
Xc=Condensive Reactance in Ohms=27 ic | c =capacity in Farads To Find Diameter of a Circle of Given Area 
Z=Impedance in Ohms Divide area by .7854 and extract square root. 
I= Current in Amperes 
Ez Pressure in Volts 
To Find Volume of a Cylinder 
DETERMINATION OF TEMPERATURE cli вено а qua inches x length in inches Volume in 
by Resistance Measurements Cubic inches +1728 =Volume in cubic feet. 
Based on a temperature co-efficient for copper wire of .00427 at Surface of & Sphere «Square of diam. x 3.1416. 
0°C, the following relations exist between resistance and temperature: Volume of a Sphere =Cube of diam. x .5236. 
R=Resistance of winding at T? C (Final Temp.) Diameter x .8862 =Side of square of equal area. 
t =Resistance of winding at t? C ura Temp Diameter x .7071 =Side of inscribed square. 
Е _234.5+Т -R XT Circumference —3.5449 x. Varea of circle. 
then “234.5 eT 7034.5 49) мз Diameter =1.1284x Varea of circle. 


USEFUL ELECTRICAL FORMULAE FOR DETERMINING 
AMPERES, HORSEPOWER, KILOWATTS, AND Kv-a. 


ALTERNATING CURRENT 












































1 irect Current 
тоша EHE um Single Phase 2 Phase *—Four Wire Three Phase 
Amperes when Hp. x 746 Hp. x 746 Hp. x 746 Hp. x 746 
Horsepower Ex Ei. Ex 96 Eff. x P.F. 2xEx% Efi.x PP. 1.73 x E x % Efi. x P.F. 
Rawat: when Kw. x 1000 Kw. x 1000 Kw. x 1000 Kw. x 1000 
ilowatts TM X “Бұр” 1 2xExPF. ї1ї7зхЕ РЕ. 

vi. ds Known E ExP.F. 2xExP.F. 1.73 x E x P.F. 

— |-------------------|--------------------------------|-------- 
Amperes whey Kv-a. x 1000 Kv-a. x 1000 Kv-a. x 1000 
Ку-а. Е 2х8 - 1.73 x E 
is known 

۴ IxE Ix É x P.F. I x E x 2 x P.F. Ix E x 1.73 x P.F. 
Kiowstts | 1000 77499 ^ 1000 1000 
IxE IxEx2 IxEx1.73 
Ку-а. 1000 1000 1000 
Ix Ex % ЕЙ. IxEx% Eff.x P.F. IxEx2x95 ES.xP.F. | IX Ex 1.73x 9; Eff. x P. F. 
Horsepower—(output) T7446 77 E 746.77 — PAGS арр 


——————————————————————————————————— 
I=Amperes; E=Volts; % Eff.=Percent Efficiency; P.F.<Power Factor; Kw.=Kilowatts; Kv-a. =Kilovoit-amperes; 
Hp. = Horsepower. 
* For three-wire, two-phase circuits the current in the common conductor is 1.41 times that in either of the other two conductors. 
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POWER FACTOR CORRECTION 


Low power factor increases the Kv-a. rating required in generating 
equipment, switchgear, lines, and transformers, and not only pre- 
vents the generation of maximum Kw. but increases the losses in 
all current carrying arts, resulting i in poor voltage regulation over 
the entire system. rious t of apparatus are available for im- 
roving power factor, ‘Sut ا‎ motors and static condensers 
Pave proven themselves to s be most satisfactory. The synchronous 
motor, in addition to correcting power factor, may be used to carry 
a mechanical load. Static condensers have no moving parts, re- 


quire no maintenance other than occasional inspection, and may be 
installed in out-of-the-way locations. 

The best method of correcting given case can only 
be determined by a careful study of Surrounding conditions. With- 
out taking into consideration special foo , the amount of cor- 
rective Kv-a. may be determined as AE 


(а) КУ уд 
(b) Reactive KVA = VKVA*—KW* 
KW 
(с) pp7KVA 


(d) Reactive KVA = VEVA EW 
(b)—(d) =Corrective KVA required 


, Present | 


- 


d s tbe "Percent Reactive Kv-a." necessary 


factor from “Present Power 
Factor” to" Desired à 
edge across the chart connecting 
Read the “Reactive Kea’ Ñ Куа" t of the 
preseat Sees ee ee 


9» 
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The Following Table Applies Only to 


of Epona 





coa CONDUIT SIZES 


and Does Not Apply to Short Sections of Conduit Used for the 
echanical Injury. 
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APPROX. AMPERES FOR INDUCTION MOTORS 








Hp. of 220 Уоіл5 Нр. оғ 220 Уоіл 
otor | рр 3-Ph Motor |^ 7 pg 3-Ph 
" 1.7 2.0 50. 108. 125 
1:0 3:0 3.5 60. 130. 150 
2.0 5.5 6.4 75. 160. 185 
3:0 820 9:2 || 100. 215. 250 
520 13. 15 125. 260 300 
7.5 19 22 150; 320 370 
10. 24 28 175. 360 420 
15 35 40 200. 415 480 
20 45 52 225. 460 530 
25 56 65 250. 520 600 
30. 66. 75. 275; 570. 660. 
40. 87. 100. ` || 300, 620. 720. 





For 110 volts, use 2; for 440, use 34; for 550, use 36; for 1100, 
use 1$; and for 2200, use 14o ofthe above values. For single phase 
motors use twice the value for two phase motors. 


FORMULA FOR DETERMINING ALTERNATING 
CURRENT in Alternating Current Circuits 


1-4 1. t = § 
VEZ : 
r 
х 
و‎ 
МУ“г?+х® 7 EFE £ t 
Is = & 
rxe Е 
r Аз + хєї® 
Е 
I= Vark "E Xe 
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Е =É Xu Xei tra (Xir 


мт 





r= Resistance in Ohms 
XL-Idductive reactance in Ohms=27fL 


_1_ 
Xc»Condensive Reactance in Ohmss2xfc 


Z=Impedance in Ohms 
I=Current in Am; 
E» Pressure in Volts 


ii 
»ind. in 
c "capacity in Far 





TWO-WIRE AND THREE-WIRE SYSTEMS 








NUMBER OF WIRES IN ONE CONDUIT 


NUMBER OF WirEs IN ONE CONDUIT 





Size Size [———— nr 
wit — 21] 31 41516 1 71581 9 112131415 16 171819 
ке | MINIMUM SIZE OF CONDUIT IN INCHES | SIZE OF CONDUIT IN INCHES MINIMUM SIZE OF CONDUIT IN INCHES 
No. 14 1⁄4 М |1 1 550,000| 1 3 3 4 4 5 
12 š 1⁄4 3 я 1 1 1 1 А 1% 3 34 4 44 5 
10 4 1 1 и 1 650,000] 2 38 |3Қ% | 4 бе есе 
8 м 34 |1 1 1 1X 1 000| 2 3 314 | 4 
6 8 1 14 if 1% 188 |2 2 750,000) 2 Ж 3% яя 
5 1% |1“ |1 1% |2 2 2 000] 2 3 4 414 
4 14 |1% |1 2 2 2 2 850,000] 2 зж |4 4% 
К] 1 14 11 2 2 2 2 000] 2 31$ | 4 4% 
2 1 114 | 1 2 2 21⁄4 2 950,000; 2 4 4 5 
1 1 136-4 136 | 2 2 2 2% 3 ,000,000; 2 4 4 5 
9 1 1612 2 28 2 3 3 ,000| 214.| 4 414 | 6 
00 1 2 2 2% |2 3 3 38 000| 21$ | 414 1 414 | 6 
000 1 2 2 214 | 3 3 3 314 000! 2 4 44 | 6 
0000 14 |2 2 24 3 3 3 4 000| 2 4 5 6 
200,000C.M.| 114 | 2 2 2 3 3 3 4 000| 2 4% 15 6 
225,000 1 2 2 3 3 3 000| 2 4 5 6 
250,000 Ik i 2% |3 |3 E "000 28 95 5 6 
300,000 1 2 3 3 35$ | 314 1,700,000| 3 5 5 6 
350,000 1 2% |3 3 3⁄4 | 4 1,750,000; 3 5 5 6 
400,000 1 3 3 3 4 4 1,800,000] 3 5 6 6 
450,000 1413 із |344 [44 19000003 15 |6 











OPPOSITION TO CURRENT IN THE A.C. CIRCUIT. #1. 


I = 


Е 
В 


In D.C. circuits resistance is the only opposition encountered by I flow, there- 
fore, the I is proportional to the E applied, or inversely proportional to the 
resistance of the circuit. OHMS LAW for D.C. also applies to A.C. circuits con- 
taining resistance only, and is approximately correct. 


Фир «лир «шын» «шы» ғат но O s — F 


Time later. 


Inductance effects exist in D.C. circuits only during I changes. The I is opposed 
by a self induced E generated by the expanding magnetic field. This E does not 
exist when the flux becomes stationary. 


INDUCTIVE REACTANCE is & C.E.M.F. generated in the A.C. circuit of inductive 
nature by the expanding and contracting magnetic field set up by the varying A.C. 
Its symbol is Xj, and its value is measured in ohms. Xy, has 2 effects in the A.C. 
circuit: l. it opposes I flow. 2. It causes the I to lag the applied E by almost 
900. Xp varies as the frequency. The E applied to apparatus designed for one 
frequency must be changed in the same proportion when operated on another fre- 


CAPACITY REACTANCE is the opposition offered to the flow of an A.C. by a con- 
denser. Its symbol is Xc, and its value is measured in ohms. Xc has 2 effects 
in the A.C. circuit: 1. It opposes I flow. 2. It causes the I to lead the ap- 
plied E by almost 909. Xe varies inversely as the frequency. When a condenser 
is to be operated on a higher frequency, frequency is increased. 
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OPPOSITION TO CURRENT IN THE A.C. CIRCUIT. #2. 





In a circuit of resistance only the 
I will be in phase with the E, since 
there is no reactance present to 
cause the I to lag or lead the E 
applied. 


IMPEDANCE is the total opposition offered to the flow of an A.C. Its symbol is Z, 
and its value is measured in OHMS. Z may consist of R only, Xp only, Xc only, or | 
any combination of these effects. Р | 


OHMS LAW for A.C. — The I is proportional to the E applied, and inversely propor- 
tional to the IMPEDANCE of the circuit. 


= E = I x Z. 


Xp is 90° out of phase with В. 
Xe is 90° out of phase with R. 
XL is 180° out of phase with Xc. 


A.C. quantities must be added geometrically when 
out of phase with each other. They may be added 
by simple arithmetic only when they are in phase 
with each other. 








EXAMPLES FOR IMPEDANCE IN A SERIES CIRCUIT. 


R and X; in series. R and Xc in series. 











R, XL, and Xc in series. 


9 
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JOB # 3. 


READ THE FOLLOWING INSTRUCTIONS CAREFULLY. FAILURE TO DO SO MAY RUIN THE AMMETER. 


CONNECT THE RESISTANCE, INDUCTIVE REACTANCE, AND CAPACITY REACTANCE IN SERIES AS 
SHOWN IN THE DIAGRAM. ADJUST THE RESISTANCE (WATER RHEOSTAT) UNTIL AMMETER REGIS- 
TERS EXACTLY 20 AMPERES. WITH VOLTMETER, MEASURE THE VOLTAGE DROP ACROSS EACH 
UNIT IN THE SERIES CIRCUIT. 


i R.C. | 


Xe 


Xc = Voltage drop across Xc = 
. Àmperes 


R = Voltage drop across R = 
Amperes 


Xr, = Voltage drop across X = XL 
Атрегев 


After obtaining the above values of Xc, R and Xz, the total 
IMPEDANCE may be determined as follows: 


(1) Z N ВФ (Хр, - Xc) (4) 2 | + 
(2) 2=\ *( - P (5) z =N | R 
(5) 2 Nap o (6) 2 = | 


The value of Z obtained above may be checked by dividing the line voltage 
by the ammeter reading. Errors in the instruments and in meter readings 
_will probably cause some variation between the two values. Test by using 

the following formuld: 


Z = Line voltage = | Ze 
Amperes 
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PHASING OUT, SYNCHRONIZING AND PARALLELING OF A.C. GENERATORS 


е. Job ® 
2% 


PRIME MOVER 




















GENERATOR 


GENERATOR 
D.C. FIELD 


D.C, FIELD 







GENERATOR 
FIELD RHEOSTATS 


TO OPERATE SATISFACTORILY WHEN SWITCHED IN PARALLEL, A.C. GENERATORS MUST FULFILL 

THE FOLLOWING REQUIREMENTS: | 

1. The machines must be designed for the same voltage and frequency. They need 
not have the same speed or the same power rating. 

2. The generators must have similar operating characteristics as far as voltage 
regulation is concerned in order to assure proper division of load. 

$. The machines must be correctly connected together, or "phased out." 


The paralleling switch must be closed at the instant when the generator frequencies 
are very nearly equal, and when the voltages are exactly equal and in direct oppo- 
sition to each other. These conditions exist when the voltmeters read alike and 

the synchronizing lamps are out. Under such circumstances, the generators are said 


to be in synchronism – this is the instant at which the paralleling switch must be 
closed. 


"Phasing out" may be effected by strings of lamps, or a three-phase motor, con- 
nected as indicated. If the generators are properly connected, all lights will go 
out together, and the phasing motor will run in the same direction on either ma- 
chine. Should the action of the lamps or the operation of the motor indicate an im- 
proper connection, interchange any two leads of the new machine. It is important to 
note that the strings of lights or the phasing motor ~ whichever is used - must, be 
symmetrically connected with respect to the generators if trustworthy indications 
are to be obtained. The above sketch shows how these devices should be connected. 
After the new machine is in parallel, it must be caused to assume its proper share 
of the load. This can be accomplished by increasing the power input to the prime 
mover. Varying the field excitation on an A.C. generator will not cause it to 
pick up or drop load as it does with a D.C. machine. Instead, it merely results in 
changing the power factor of the machine. Although the new machine has to be 


"phased out" but once, the synchronizing operation must be repeated each time a 
generator is paralleled with others. 
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A.C.GENERATORS 


SOURCE OF 
EXCITATION 
110€. YO 440€. D.C. 







SALIENT POLE 


REVOLVING FIELD 
| ТҮРЕ A.C. GENERATOR. 


3 PHASE 
А.С. LOAD 


NON SALIENT POLE 
^ 6 Qy- > -A.C. ARM. WDG. TYPE OF D.C. FIELD 


S,- D.C. FIELD WDG. 


INDUCTOR TYPE 
ALTERNATOR. 


PARALLELING A.C.GENERATORS 


220 E. 60~  3PH BUS BARS. 





SYNCHROSCOPE 
VSED FOR SYNCHRONIZING ALTERNATORS. 
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USED FOR 
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COMING 
GEN. 
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MOTOR METHOD 

USED FOR PHASING OUT 
А.С. GENERATORS. | 
OLD GEN. OR - NEW GEN. OR 

OPERATING GEN. IN COMING GEN. 
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MEASUREMENT OF THREE PHASE POWER 


CORRECT CONNECTION FOR MEASURING 3 PHASE POWER 


CONNECTIONS USED TO DETERMINE PROPER WATTMETER CONNECTION. 
IF PROPERLY CONNECTED BOTH METERS WILL READ FORWARD, 


wet we 
1.13  ЕЖТ 


CONMECTIONS FOR A З PHASE 4 WWE SYSTEM 
CONNECTIONS FOR A 3 PHASE 3 WARE METER, 


» NOTE THE METHOD OF TERMINAL MARKINGS. 


SOURCE 


Measurement of power in the S-phase, S-wire circuit usually demands the use of at least two single-phase wattmeters, and these 
meters must be correctly connected to the circuit if accurate indications are to be obtained. Inasmuch as a 3-phase wattmeter is 
nothing more than two individual single-phase wattmeters in the same case, the same connection scheme will apply. 

To correctly connect two single-phase wattmeters to a 3-phase, 3-wire circuit, proceed as follows: (1) Arrange meters as shown 
in sketch "A" with the individual current coils in series in the same lines. (2) Now check the meters and seé if they both read 
alike; if they do not, one or both of the meters are inaccurate, since they are both measuring the same load. If one meter reads 
backward, reverse the voltage coil leads. (3) Disconnect wattmeters W2 at X-X and, without disturbing the voltage coil connections, 
Ansert the current.coil in line 3, taking care not to change the position of the terminals "S" and "L" with respect to the circuit. 
The "S" terminal should still be attached to the source and the "L" terminal to the load end of the line. 

The meters are now correctly connected in the circuit, and the total. power taken by the load is equal to the sum of the watt- 
meter reading. In this regard, it should be observed that the meters will not read alike even upon a perfectly balanced load unless 
the power factor of the circuit is exactly 100%. As the power factor falls below this value, one meter will indicate a smaller and 
the other a larger percentage of the total load. At 50% P.F., one meter will indicate the total load and the other will read zero, 
and as the P.F. falls below this mark, the low meter will start to read backwards. As this reading indicates negative power, it 
must be subtracted from the reading of the other meter if the true power is to be obtained. Since the backward reading is unintel- 
ligible, reverse the voltage coil on the backward reading meter to obtain a forward reading, and then subtract this from the in- 
dication on the other unit. I 

When a 3-phase, 4-wire circuit is to be metered, three wattmeters, connected as shown at "B", are most frequently used. А 
current coil of each instrument is inserted in series with one line wire and the voltage coils are connected from the separate line 
wires to neutral as shown. The total power is the sum of the wattmeter readings. A change in power factor will not effect the 
relative values here as it does in the two-meter arrangement, the meters always reading forward regardless of the power factor value. 

The wattmeters show, of course, the true power in watts absorbed by the circuit and, due to the fact the current required to 
carry a given wattage may be relatively high when the power factor of the circuit is low, there is danger of burning out the current 
coil of the wattmeter on low power factor loads. To prevent this, it is usual to connect an ammeter in series with the current coil 
of the meter to make sure that its rating is not exceeded. ` 

If an ammeter and voltmeter are used in conjunction with the wattmeter, the total voltamperes and total watts may be measured, 
and from these the total power factor of the circuit may be computed by the formula shown. This is true for any circuit, a volt- 
meter, ammeter, and wattmeter being sufficient to determine the P.F. of any A.C. circuit. 

Qn circuits of high voltage or great power, current and voltage transformers are used to (1) step down the quantities to be 
measured and (2) isolate the meters from the line. See Fig. D. Such transformers allow the use of smaller and cheaper instruments 
and at the same time eliminate the hazard associated with the reading and possible handling of meters attached to high voltage 
circuits. As shunts cannot be used with A.C. ammeters, extension of the meter range is accomplished by a current transformer which 
sends a small fraction of the line current through the meter. The actual current flowing through such meters never exceeds 5 am~ 
peres; however, the meter is calibrated to indicate the actual line current. Due to the peculiar action of the current transformer, 
its secondary circuit may never be opened while the unit is energized, as voltages of a dangerously high value appear across the 
Secondary when this circuit is broken. The special short-circuiting switch is provided on these units to make possible the inser- . 
tion and removal of meters without disconnecting the secondary circuit. Note that the cases of all meters are grounded. 
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POWER IN THE A.C. CIRCUIT #1. 
INDUCTIVE CIRCUIT 


E x I š 
W = W.M. reading 


Energy I = W 
| = 
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CAPACITIVE CIRCUIT 


= E x I£ 
W.M. reading 


I z W 
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z Ex I:z 


W cz - s 
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POWER IN THE A.C. CIRCUIT #2. 
‘FULLY LOADED INDUCTION MOTOR WITHOUT P.F. CORRECTION 
























V.A. =E x I = 


W = М.М. гегдіпр -------------- 


lI 
= 


V.A. 


Condensers are connected in parallel with inductive apparatus to absorb magnetiz- 
ing current rather than permit it to return periodically to the generator; and 
thus improve the P.F. of the circuit. 
: Disadvantages of low power factor. 

l. Greater cost of power due to P.F. penalties imposed on power bill. 
-2e Larger generators, transformers, transmission lines and apparatus will be re- 

quired to cdrry a given K.W. load. 
5. Increased line wattage loss and line voltage drop. 
4. Voltage regulation is poor on circuits of low power factor. 

Causes of low power factor. 

l. Under loaded induction motors. 2. Induction furnaces. 5. Electric welders, 


or in general any inductive apparatus requiring magnetizing current for its 
operation. 






Methods of correcting low power factor. 
l. Fully load, or slightly overload induction moters. 
2. Static condensers. 3. Synchronous motors. 
Condensers used for P.¥. correction are rated in K.V.A. 














900 R.P.M. 720 R.P.M. 


1800 R.P M. 600 К.Р, м. = 
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CAPACITOR КУА. CAPACITOR Kv-A. CAPACITOR Kv-A CAPACITOR Kv-A. 
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THE TABLE ABOVE GIVES THE NEAREST STANDARD CAPACITOR Ky-A. RATINGS TO CORRECT POWER FACTOR OF SQUIRREL ~ CAGE INDUCTION MOTORS TO .95 OR .90. 
ALTHOUGH THE MAGNETIZING CURRENT REQUIREMENT OF THE INDUCTION MOTOR VARIES SOME WHAT FROM NO LOAD TO FULL LOAD, IF THE 
MOTOR 15 CORRECTED To THE DESIRED POWER FACTOR Ат ‘/z LOAD (VALVES IN THE TABLE aes IT WILL BE CORRECTED APPROXIMATELY TO THIS 
POWER FACTOR AT ALL LOADS. ACTUALLY THE POWER FACTOR WILL BE SOME WHAT HIGHER АТ NO LOAD ANP SLIGHTLY LOWER AT FULLLOAD. NOTE:-LOW VOLTS MEANS 220-440-550. 
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JOB No. 9 - TESTING THE FULL LOAD EFFICIENCY AND 
POWER FACTOR OF A 3PH. INDUCTION MOTOR 


To this test a D.C. generator is used to impose full-load on the motor. The output 
of motor in watts is determined by measuring the output of a D.C. generator and 
adding to this the тең losses of the generator and also its friction and windage 
losses. The resistance of the different circuits must be known. These values are 
given on the job. In the following outline, the armature resistance will be desig- 
nated as R]; the shunt field resistance Rg; and the series field resistance as Rg. 


PART À — Take meter readings and mark in proper places. 








DIRECT CURRENT ALTERNATING CURRENT 
Е = Е = 
Т be 
W= EXI = Е Watts W=W EW =t Watts 
š LOSSES 
Watts lost in armature I*Rj- - watts 
Watts lost in shunt field ISRo= = Watts 
Watts lost in series field I*Rg- - Watts 
Watts lost in friction & windage = = Watts 
Total Watts lost = 
Total Watts output of motor = Watts output of generator + Generator losses 
= + = — Watts 
Eff. of motor _ W Output _ Output _ = 
М Ш ~ Wy + We” 7 
Power Factor _ True W. Input _ W1 + М2 — М1 + We 
of 3 ph. motor App. W. Input Ex I x 1.73 Ex І х 1.75 
о Total W = | = 
~ Total V.A. % 
PART B — Connect K.V.A condenser to motor: Take meter readings and mark as above. 
DIRECT CURRENT ALTERNATING CURRENT 
E = E = | 
тое ы I=. . — | 
W=EXI= = —_ Watts W = W + Мр = ————watts 
LOSSES 
Watts lost in armature 1Ёву-= = Watts 
Watts lost in shunt field ISRo = = Watts 
Watts lost in series field I*Rz = = Watts 
Watts lost in friction & windage Fon a Watts 
Total Watts lost = 
Total Watts output of motor = Watts output of generator + Generator losses 
. жуы у сы Ті сы с араласа 2222225 МАСЫН 
Eff. of motor _ М. Output _ Output _ % 
TW Input Wl + Wo ` 
Power Factor _ True W Input _ №] + We 3 wJ + Wo 
of Š Ph. motor App. W Input Ex Ix 1.75 5 Ех Ix 1.75 


_ Totel W = = _% 
= Totel V.A. ` | 








PARALLELING THREE PHASE TRANSFORMERS 
Instructions for A: POLARIZING 


1. Connect primary of one phase of the transformer to a suitable A.C. supply - rated voltage or less 
- as shown in Section A. 

2. Measure both primary and secondary voltages. 

5. Connect voltmeter as shown in], 2, and 5, Section A, and note whether instrument indicates the 
sum or the difference of the primary and secondary voltages. If sum is given, additive polarity 
is indicated; if difference, subtractive polarity. 
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Instructions for B: PHASING OUT 


1. Assume three ends of the three primary phases to be "finishes" and join them together. Connect 
the three assumed "starts" to the line. (1-8) 

2. Take a voltmeter reading on each primary phase. 

5. If the readings are not equal, reverse the leads of one phase and test again. If still unequal, 
replace the leads and reverse the next phase. Repeat until equal readings are obtained, and 
then mark the ends connected together "F" and those attached to the line "S". The starts and 
finishes of the secondary winding may be determined from the transformer polarity as indicated 
in Diagram 2-В. 

-1- -2- 


oe 5 1 © PHASE ) fe | js 
b 000000 лор. [07] ADD. POL. 
EIS FC 


st pse‏ ا 
„Р b. ы SUB. POL‏ 
DOU (555% |‏ 
se Fe‏ 


sa 1 ] fa 
(0000) SUB. POL. 
CORRECT STAR SA Y^ 


CONNECTION . CORRECT YY CONNECTION 
Instructions for C: PARALLCLING 


1. After the transformers have been polarized, phased out, and the leads properly marked, they may 
be paralleled. Identification of each line will be necessary before the primary windings are 
connected, and a symmetrical arrangement of the transformer leads is essential. 

After the ends of each line have been found and marked, connect the primary leads "SO" and "SA," 
to the same line; "SB" and "SB," to the next wire; and "SC" and "SC," to the remaining line. 
Connect the primary finishes together. 

The secondary connections are made by joining the secondary finishes together and then connect= 
ing corresponding ends of the different phases together, "sa" to "saj", "sb" to "sb", and "sc" 
to "всу". To prevent an incorrect connection, connect only one secondary wire, say from "sa" to 
"sa", and check the voltage between the remaining secondary terminals. Connect together only 
those terminals between which there is no difference in voltage. 
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Job No. 1.5. T RANSFORMER 


This job is used to illustrate the different connections that may be made with 

aingle- e transformers, and also to demonstrate the relationship that exists 
between the line and phase voltages for the various three-phase connections. 
Take the readings indicated below the diagram and enter them in the spaces pro- 
vided. Make the delta connection first, then add the fourth wire and read from 
line to N. 


' NEUTRAL WIFE (N) 
A USED IN 3 PHASE 
14% WIRE SYSTEM 


PRL LINE pote rl 

PRI. PHASE polo eem 
RATIQ n 
SEC. PHASE E 

SEC. LINE E 


ae NEUTRAL №) & CHECK VOLTAGE 
to N Le to 3 teN 


E BETWEEN Li toN, & La teN- LINE EXO.5 
E BETWEEN Le & N=LINE E X 0.866 


la 
н 
L3 


PRI. LINE E 
i e E 


EA "PHASE Е. 
SEC. LINE E 


In the above connection, which is the star-star arrangement, take all readings 
required, mark the starts and finishes oh both primary and secondary, Also in- 
dicate that polarity each transformer has; that 14, whether it is additive or 
subtractive. What voltage is obtained from the star point to the line wire on 
the primary - on the Secondary? Does this voltage equal the phase voltage? 


me be 





Li N L 
соусе р OPEN-DELTA Single Phase S Wire 
PPL PHASE E Pri. line E 
RATIO Fat £io 
SEC. PHASE E | Sec.line E 
SEC. LINE E Li to N 

Note that this connection uses two single-phase | La CoN. 


transformers and that a true three-phase trans— 
formation is obtained. Particularly note the 
voltage readings between secondary lines. Ex- 
plain this. 


Compare these readings with 
l those obteined on open-delta 
{and explain why they differ. 





CONNECTIONS 


Section 2 shows a delta-star connection with a four-wire secondary. Connect 
and read as indicated in Section 1. Note that on all connections, line volt- 
ages are obtained between Lj, Lo, Lg, and phase voltages from Hj io Ho or 

I] to Xg. In the four-wire secondary used here, phase voltages are also ob- 
tainable from any secondary line to the neutral wire. The neutral is usually 
grounded. . 


” 
а posse 


= 


PRI. LINE E 
PRI. PHASE E 
RATIO 
SEC. PHASE E 
SEC; “LINE Ee Soo 
ADD NEUTRAL (N) & CHECK MEET AGE 
Li to N La to N із to N 


E BETWEEN Li, L2 & Ls toN=LINE EX058 


PRI. LINE E 
PAS PHASE E 


ATIO . 
SEC. PHASE E 
SEC. LINE E 


Repeat all tests enumerated in Section 5. How do the line and phase voltages 


tion 2; in Section 5; in Section 4? From the answers to the above questions, 
derive the advantages of the delta connection as compared with the star. 





VOLTAGE AND CURRENT FORMULAS FOR 
STAR AND DELTA CONNECTIONS. 


_ STAR CONNECTED 
LINE I - PHASE 


I 
LINE E = PHASE E X 1.73 
PHASE E = LINE E X 0.58 
DELTA CONNECTED 
LINE E = PHASE Е 
LINE I - PHASE I X 1.73 
PHASE I: LINE I X 0.58 
THESE FORMULAS ARE USED TO CHECK 
THE ACCURACY OF THE METER READINGS 


Some discrepancy between the meter readings and the formulated values must be 
expected, since the formilas are based on ideal conditions rarely obtained in 
practice. Moreover, there is always the possibility of meter error to be 
considered... However, considerable departure from the theoretically correct 
values indicated by the formulas should be investigated, as they point either 
to serious meter defects or to improper connections. 


When connecting the primary windings of single-phase transformers to the line, 
either end of any given primary winding may be regarded as a start, the other 
end then becoming a finish. After the primaries are connected, however, cer- 
tain secondary ends are Starts, the other ends being finishes, "and these can- 
not then be interchanged since the secondary start and finish relationship is 
automatically established when the primary windings are connected. 








TESLA COIL 





THE SECONDARY CONSISTS OF 4000 TURNS HIGH VOLTAGE 
OF NO. 24 9.C.C. WIRE, SPACE WOUND CABLE 
ON A FIBRE TUBE 1*2'x4^- 6". THE 


ENTIRE COIL SHOULD BE GIVEN A 
COAT OF SHELLAC OR COLLODION. 
















> 
я 
Se Y^ 
THE PRIMARY CONSISTS ОР 40 TURNS ي‎ 
OF '2" COPPER TUBING, SPACE WOUND _ 22-1 
, . “ J — I 
ON A WOODEN DRUM 2'—®” « 12". THE SS 
PRIMARY IS MOUNTED ON 7” PYREX ¿— 
er ee 
INSULATORS. ое: В 
ЕЙ 
| TM а 
د‎ Т Е 
A FLEXIBLE LEAD AND CLIP IS USED | тет و‎ 
TO VARY THE NUMBER OF PRI. TURNS. — _ 
KU лн ыы ج و‎ о 
К ыш eas aa 
| Pe 22522 4-6" 
Кен ey 
oM A ROTARY  SPARK GAP pou oen) 
с> E<— WILL GREATLY IMPROVE THE £— 
OPERATION. = 
| 3 1*2" DIAM. 
K eei b кор 
А 
ы ил ЖЕ ЕН: “д. 
1 K-VA. TRANSFORMER. Е res DIAM. 
L тала һ 
40 E. AC. я —— 
LINE | 
НЕЕ 





TRANSFORMER DETAILS.: THE 3 CELLS ARE 
CORE — 401.65. ОҒ TRON. CONNECTED IN 
PRI. - 130 TURN “445.c.£. PARALLEL. 
WIRE. 2LBS. 
SEC.-29,500 T. *34S.C.E. 
WIRE. SLBS. 
PRI-MOE.  SEC.- 25,000t. 

THE CONDENSER CONSISTS OF 48 SHEETS 

-005" BRASS SEPARATED BY DOUBLE STRENGTH 

GLASS SHEETS AND ASSEMBLED INA THREE 

CELL AUTO BATTERY CASE FILLED WITH 

TRANSFORMER OIL. DETAILS OF UNIT 

FOR ONE CELL ARE SHOWN AT THE RIGHT. 

IMPROVED PERFORMANCE MAY SOMETIMES BE 

QOTAINED BY INCREASING OR DECREASING THE 

NUMBER OF PLATES. THE BEST ARRANGEMENT 

WILL BE FOUND BY TRIAL. 





DETAILS OF ONE CELL. BRASS PLATE. 








GRSUNDES SMIELO WIRE 


2 AS 252601252. e 
NAM Y + оолло 
ZW SAN, E USE 2 
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. "m3. Fust — NZ | RURAL TRANSMISSION LINE 66008. SPH. 
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2 TRANS. АРИ. awe ТЇ U 
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TRANSMISSION AND | uus Ru 
DISTRIBUTION SYSTEM. x >= 


4 NEUTRAL GRD. | 
COVA 
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3PH. FEEDER — 


о POWER & LIGHTING DISTRIBUTION SYSTEM 1.15.2 









220 
127 
eT 220 POWER 
SV B- DISTRIBUTION 
TT SEC. TRANS. 
EHE Ast um. PUE 
` == ЕН FUSES 
= = pee әш 
тозы Т АКТА 
rs sss] | = 4 "Tl, 
NES ze казышты 
iE = | 
=> Dun сад p 
PHIL 1 РН eneral Proc D Test 
ku es 





PE RP ous | | Ph. With 3 ph. power at a, check forward thru b, c, d, and e. 
а سا‎ | If 5 ph. power is not shown at a, check backward thru 
H MAIN DISTRIBUTION Pl, Cl, d], el, fl, E1, bl, il, anā jı. 
PANEL 









dead 


NEUTIRAL BUS GROUNDED... 


М 
ПУ 
WATER PIPE 






АРН. FEEDER 1PM. FEEDER 
TO LIGHTING 
(PM. FEEDER LOAD. 


LIGHTING SUB” DISTRIBUTION PANEL AUTOMATIC COMPENSATOR 
Е COYNE 
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Primary 





BUTT WELDER 


| PRIMARY : 220&.60~S501./26 Turns 
*Z7DCC. Wire. 
SECONDARY: GE. GON. 5000 I. 2 Turns 
of *4/2cab/a. 2 Porallel. 

| CORE: 8O Lbs. of Laminated Iron 
| or Silicon Steel 

Core Strips 2°x6" 
Stach 4" High or Thickness 
of Core. B 


жа 2-2 < 









97 лэ 


Primary 


00 T- 









AISTACK OR 
THICKNESS 


SPOT WELDER 


РА/МАДУ: 220Е. 60~ 451. 150 Turns 
44 2 (мге. 
SECONDARY: 272 E.60™ 2000 tfo 30001 
34 Form t40 Cable. 6 
Pora fel. 

CORE : 120 4bs. Lorminated Tron. 
Stack 4 2 "High. | 
Starting at 100 Turn, on Primary 
Winding, Take Taps Every /0 Turns. 








от жш Өе Ж луы ۸ ac 
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HOW THE NEUTRALIZER QUENCHES A FAULT 


Transformer 


Fig. 2. Ground-fault currents, iso- 
lated-neutral system 


Transformer 


Fig. 3. Ground-fault currents, sol- 
idly grounded neutral system 


Transformer 


Fig. 4. Ground-fault currents, with 
neutralizer 


Ín Ground-fault 
neutralizer In 


4 


® When the System Neutral Is Isolated, the 


current in a line-to-ground fault consists solely of 
charging eurrent throügh the line-to-ground capac- 
itances of the other two line condüctors (Fig. 2). 
However, operating experience shows that such 
disturbances frequently result in transient over- 
voltages sufficient to cause a second flashover on 
one of the unfaulted phases, thus causing a short 
circuit and an interruption to service. Relaying is 
difficult because the second fault usually occurs at a 
point remote from the first —frequently in ter- 
minal apparatus—necessitating expensive repairs. 


Q When the System Neutral Is Solidly 
Grounded, a line-to-ground fault short-circuits 
the fau'*ed phase, causing current to flow through 
the fau ., as shown in Fig. 3. /This short-circuit 
current, L, is lagging, and is usually so much 
greater than the charging current of the unfaulted 
lines (I, and I.) that the effect of the latter is 
negligible. The fault persists until the circuit- 
breaker is tripped. This meansa service interruption. 


—Ib 











| 


Ip Ic 


LI 


@ When the System Neutral Is Grounded 
through a Ground-fault Neutralizer, transitory 
arcs to ground are extinguished without an outage, 
without even a momentary interruption of service, 
and without the aid of any moving parts. The line- 
to-ground fault causes line-to-neutral voltage to be 
impressed across the neutralizer, which then passes 
an inductive current, Ia, 180 degrees out of phase 
and approximately equal in magnitude to the 
resultant of the system-charging currents from 
the two unfaulted. phases, lj and I. (Fig. 4). 


These inductive and capacitive currents neutralize 
each other, and the only remaining current in the 
fault is due, mainly, to corona, insulator leakage, 
etc. This current is relatively small, and, as it is in 
phase with the line-to-neutral voltage, the current 
and voltage reach a zero value simultaneously, 
hence, the arc is extinguished without restriking. In 
this way, flashovers are quenched without remov- 
ing the faulted line section from service. 
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A.C. Polyphase Motors 


Squirrel- 


Cage Motors 








FIG. 9 


8 


FIG. 


FIG. 7 


motor stator can be made to rotate when its windings are connected to a 


in a rotor winding shown by dots and crosses on the rotor bars 


gnetic field in an induction- 
ig. 9—Direction of current generated 


How the ma 
Fi 


Figs. 4 to 8— 
2-phase circuit. 
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l—Stator of an induction motor. 


Squirrel.cage: rotor of an induction 


25 


Fig. 
e voltare or current curve: 


Fig. 


3—Two-pha 


Fig. 


motor. 





——————— 





A X 
z- Bottom bars. > 










Fig. 10—Skeleton stator frame. Fig. 
1l—Riveted stator frame.| Fig. 12—A, 
‘stator open slots; B, semiclosed slots. 
Fig. 13—Section of cast, interconnected - 
double-squirrel-cage winding. Fig. 14— 
Section of simple double-squirrel-cage 
winding. Fig. 15—Squirrel-cage winding 
formed from a copper plate. Fig. 16— 
Joint between rotor bar and end ring 


„-Тор баг. 


iy 1 
/ / Р 
/ Bottom bar Fig. 4 


Rotor core 














eM 
Line 
confacfor . 
ре 


— 


FIG.2 






`. . 
Resistor or 
m reactor 






Fig. 1—Diagram of star-connected sta- 
tor windings. Fig. 2—Stator windings 
connected delta. Fig. 3—Connections 
for starting with resistors or reactors in 
series with stator windings of a 3-phase 
motor. Fig. 4—Two auto-transformers 
connected to start a 3-phase motor. Fig. 
5—Connections for one direction of rota- 
tion and Fig. ^, opposite direction of re- 
tation of a 3-wire, 2-phase motor. Figs. 
T: and 8—Connections for opposite direc- 
tions of rotation of a 3-phase motor 
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ROTATING MAGNETIC FIELD. 


NOTE; FLEMINGS RULE IS APPLIED TO MOTION OF THE CONDUCTOR. 








FLUX MOVING УР 1$ EQUIVALENT TO CONDUCTOR MOVING DOWN. 





If a permanent magnet of the type shown above be rotated about a squirrel cage 
rotor, the flux of the magnet will cut across the squirrel rotor bars and induce 
voltage in them. The direction of these voltages at any instant may be determined 
by Fleming's Right Hand Rule. Application of this rule to the diagram above shows 
that currents will be flowing toward the observer under the North pole, and away 
from the observer under the South pole. 


Viewed from above, current is circulating counter-clockwise around the rotor there- 
by establishing a North pole at the top and a South pole at the bottom. As the 
magnetic field is rotated, the rotor poles move at the same speed and in the same 
direction and maintain the same relative position; that is, midway between the 
stator poles. 


Diagrams A B C D show the relative posi- 
tion of the rotor and stator poles for 
four different points in one revolution. 


In A there exists at the instant shown 
the same condition described above. In 
this case however, the rotating magnetic 
is produced by a different method. 


In B the revolving field has moved through 
one-quarter revolution. Note the change 
in current distribution in the rotor bars 
and the movement of the rotor poles. Dia- 
grams C and D show the condition at later 
points in the revolution.  Reversal of 
current in rotor bars causes rotor poles 
to revolve. 


Although the diagrams show the current 
in the rotor bars changing direction in 
groups, the rotor bar currents actually 
reverse one at a time as the stator flux 
Sweeps by. This produces a smooth pro- 
gression of the poles around the rotor. 












Position indicators are employed to transmit 
motion by electrical means between points 
which cannot be readily connected mechani- 
cally. In Figure A rotation of the arm on 
the sender rheostat varies the current 
through the receiver. which is used as a re- 
ceiver. When properly calibrated, the meter 
needle motion will be proportional to the 
motion at the sender. Thus the amount of 

. gasoline in the tank may be indicated on the 
instrument panel of a car. 


Figure B shows a similar arramgement except 
that clockwise rotation of the sender in- 
creases the voltage applied to the receiver 
and the deflection is in proportion to it. 


Diagram C shows a bridge type circuit in 
which the meter needle is returned to zero 
oy manipulating a rheostat at the receiving 
end. When balanced, both rheostat arms are 
in identical positions. 


There are many other circuit arrangements 

but the basic operating principle is the 
same. The electrical method is particularly 
suited to most applications because the units 
may be any distance apart, and several re- 
ceivers may be &ttached to one sender. 


—<—60— //O0£. 


SELSYN UNITS. 


If two small motors of the type shown above are connected together and the rotors 
are energized from a single phase A.C. source, the varying flux produced by the 
rotors will induce voltages in the stator windings. If the rotors are in identical 
positions, the induced stator voltages will be in direct opposition and no current 
will flow in the leads connecting the stators together. Should one rotor be moved, 
this voltage balance is disturbed and current will Blow through the other stator 
winding in such a direction as to cause its rotor to move to a corresponding posi- 
tion. This self synchronizing action which is characteristic of many types of 

A.C. motors is utilized in the Selsyn position indicator. 


With the indicators arranged as shown, movement of the sender rotor is duplicated 
by the receiver and, whether the sender is rotated through a small angle or several 
revolutions, the receiver follows the motion exactly. Where several indications 
are required, several receivers may be attached to the same sender. In this way 
motion of the sender may be reproduced at any number of remote points. 
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1234567 





PHASE A 


CURRENT FLOWING 
TOWARD MOTOR 
CURRENT FLOWING 


PHASE C 


AWAY FROM MOTOR. 


PHASE B 





ASSUME CURRENT 
FLOWING CLOCK- 


WISE TO SET UP 


A SOUTH POLE, AND 
CURRENT FLOWING 


COUNTER -CLOCKWISE 
TO SET UP A NORTH 





2. 


SLOTS = 24 
ELECT. DEGREES PER SLOT = 30 


2 


POLE 


FULL PITCH 


COILS PER GROUP = 


2 
$ 


PHASE = 3, 
PHASES CONNECTED STAR. 


FULL PITCH COIL SPAN=4-7, 


% 
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о 
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POLES =4, 


2ND. POLE 


IST. POLE 
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SLOTS = 24 


A 


^ 


X 
4 
\ 


С llillu 
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ELECT. DEGREES PER SLOT = 30 
74TH. POLE 


COILS PER GROUP = 3 


2 
2 


PHASE = 2 


FULL PITCH COIL SPAN = 1-7 
3RD. POLE 


ә 


` TWO PHASE, LAP WINDING, FULL PITCH , 
POLES =4 


Фи, 


2ND. POLE 
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SLOTS =24 


FULL PITCH, 
COILS PER GROVP 


THREE PHASE, LAP WINDING, 


2 


ELECT. DEGREES PER SLOT= 30 


= З 5 
1-7, 


PHASE 


3 


4 
FULL PITCH COIL SPAN 


POLES 


IN 
OUT 


А. 
Q 
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xX 


2 


CONNECTED 
2 CIRCUIT 


Ü 
с 
Ж 





STAR 





COYNE 





SLOTS =24 


“FULL PITCH, 
‘COILS PER GROUP = 2 


THREE PHASE, LAP WINDING, 


‚ PHASE=3 , 


POLES =4 


IN 
OUT 


= 30 


1-7, ELECT. DEGREES PER SLOT 


FULL PITCH COIL SPAN 
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CONNECTED 
2 CIRCUIT 


STAR 
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оз 
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COYNE 





А THREE PHASE, LAP WINDING, FRACTIONAL PITCH, SLOTS» 24 
POLES = 4 , PHASE =3 £COILS PER GROUP = 2 
A | FRACTIONAL PITCH COIL SPAN=4-5 , ELECT. DEGREES PER SL0T = 30 


1ST. POLE 2ND. POLE ATH. POLE 
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PHASES CONNECTED DELTA. 


COYNE 





SLOTS = 36 


COILS PER GROUP 


FULL PITCH COIL SPAN = 1- 7, ELECTRICAL DEGREES PER SLOT = 


THREE PHASE, LAP WINDING , FULL PITCH, 


POLES = ©, 


IN 


- 2 


РНАЗЕ > 3 , 


30 


ойт 
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LINE WIRES 








PRINCIPLES OF CONSEQUENT POLE WINDINGS FOR 5 РНАБЕ LNDUUTLUN MULULG. 
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Slots = 24, Poles = 4, Fractional Pitch Coil Span = 1 to 5. 

"A" Phase only of a 3 phase winding illustrating common method of short jumpers. 
(Top to Top, Bottom to Bottom) Trace the circuit and mark the polarities in the 
proper position. This type of jumper connection is not suitable for consequent 
pole windings. 


"A" Phase only of 3 phase winding illustrating long jumper method of connection. 
(Top to Bottom, Bottom to Top) Trace the circuit for 4 poles disregarding the 

. center tap, and mark the polarities in the proper position. Note that the poles 
are established in the same position as for the common method of connection. 


F 





5 








Same connection as shown above. ‘Trace the circuit from the center tap. This 
places the 2 sections of the phase winding in parallel, reversing the current in 
2 of the coil groups, producing 4 regular & 4 consequent poles. Note that phase 
rotation is reversed and it will be necessary to reverse 2 leads on this connec- 
tion to obtain the same rotor rotation. 
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SIMPLE DIAGRAM, 4-8 POLE, 3 PHASE CONSEQUENT POLE STATOR WINDING. 





VARIABLE TORQUE, CONSTANT HORSEPOWER. 

A B C 3 PHASE, LAP WINDING, SLOTS = 24. 
POLES = 4-8, COILS PER GROUP = 2. 
FRACTIONAL PITCH COIL SPAN = 1 TO 5. 
COIL PITCH = 66.6% OF FULL PITCH. 
ELECTRICAL DEGREES PER SLOT = 30-60. 


A CB AC B А С В А С B 
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INDICATE DIRECTION OF I FLOW AND POLARITIES FOR 4 POLES IN SPACE BELOW. 


INDICATE DIRECTION OF I FLOW AND POLARITIES FOR 8 POLES IN SPACE BELOW. 


-....-.-- 
N= mu 








A C B-A С В А С В А С 
Ta 





SERIES STAR ці ul ul PARALLEL STAR 

4 POLES n Ta т» 8 POLES 
Ti, To, Tg TO LINE Та, T5, Tg TO LINE 
T4, T5, Tg OPEN Ts 


T1, Te, T3 SHORTED 











COMPARISON OF LAP AND WAVE WINDINGS. 


A LAP WINDING is one in which the coils of each pole phase group are connected 

directly in series with each other or forward and back on itself. Lap windings 
are generally used on A.C. machines because they are more readily adaptable to 

stators with various numbers of slots. 


A WAVE WINDING is one in which correspondingly placed coils under adjacent poles 
are connected in series so that the circuit proceeds from pole te pole one or 
more times around the stator core, and not forward and back upon itself as on a 
lap winding. On a wave winding, the circuit re-enters the first coil group after 
it has passed thru at least one other coil group of the winding. The total number 
of these circuits must be a multiple of the number of phases and is ordinarily two 
times the number of phases. Wave windings in large machines are always of strap 
or bar copper coils with two layers. Principal use is for wound rotors of large 
slip ring motors because such windings have greater mechanical strength at end 
connections when made of bar or strap copper. WAVE WINDINGS in stators of induc- 
tion motors must be electrically balanced, ie., each phase must contain the same 
number of coils or turns. The number of active slots in each phase and section 
must be a multiple of poles times phases. For 4 pole, 3-phase, slots would have 
to be 12-24-36-48-60-72, etc. 








А.С. Ро1урһазе Моїогз 
THREE PHASE WAVE WINDING. 


PHASES CONNECTED STAR. 





THREE PHASE, WAVE WINDING. 
SLOTS = 24, POLES = 4. 

FULL PITCH COIL SPAN = 1:7. 
COILS PER POLE PHASE GROUP = 2. 


ELECTRICAL DEGREES PER SLOT = 30. 
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NUMBERING 
SYSTEM USED 
BY WAGNER, 
GE., AND LOUIS 
ALLIS. 


SUGGESTED 
STANDARD 
SYSTEM 


NUMBERING 
SYSTEM USED BY 
WESTINGHOUSE AND 
ALLIS CHALMERS. 


. 


CONNECTIONS FOR TWO VOLTAGE MOTORS. 


CONNECT 
Ті YO LINE 1 
T2 ” “ 2 
Y3 * "3 


T4-TT TOGETHER 


T5-T$ n 
Te-T9 " 


CONNECT 

Ti TO LINE. 1 
ника 
T5758 
74-77 TOGETHER 
T5-TÓ Ы 
ть-т9 " 





NUMBERING SYSTEM 
USED ON DELTA CONNECTED 
MOTORS BY ALL 
MANUFACTURERS 
қ T9 
© 


(1-4 TO LINE 
220€ È 2.3 TOGETHER 


SINGLE PHASE 


PHASE 
GROUPS 
CONNECTED 
ALTER NATELY 
CLOCK AND 
COUNTER CLOCK. 


3 PHASE 


SERIES 


ті 
CONNECT 

Ti TO LINE 4 
т? ^" " 2. 
T3 “ “ 3 
TA -T7 TOGETHER 
Ts-T6 % 
76-79 = 


1-4 TO LINE 


ір. 2206. 
хр ОР 1-3 TOGETHER j 
2-4 “ 


5 1.1750к.ғ.М. 


440E. ZOL. LINE. 
SERIES STAR 


2 CIRCUIT STAR 
2208. 401. 


CONNECT 
Ti TO LINE 4 
T2 " ^» 2. 
тз " . 3 
Ti-T7 TOGETHER 
т2-те " 
T3-T9 ч 
74-15-16 “ 





CONNECT 
ті TO LINE 1 
та “ “ 2 
ту. уч 3 
Yi-T4 TOGETHER 
T2-TS " 
13-Т6 " 
Y7-T@-T9 


2 CIRCUIT 
STAR, 





NOTE :- CHANGING 
CONNECTION 
DOES NOT 

ALTER Н.Р. 
OR SPEED 
WHEN MOTOR 
1S DESIGNED 
FOR TWO 
VOLTAGES 


LHP ALOE. 
101. 1750RPM. 


CONNECT  Ti-T6- T?" TO LINE 4 
" T1-T4-T& " " 2 
" T$5-T5-T9 " " 3 


? CIRCUIT DELTA 


Connections for applying D.C. 
when testing an A.C. winding 
with a compass. If the winding 
is properly connected, the com- 
pass will reverse on each pole 
phase group and indicate three 
times as many poles as the ma- 
chine actually has. 


SAME AS 
“A ENCEPT 
RESULT -PRODUCED 
еч DIFFERENT 
CONNECTION 





REDRAW "A'B'AND"C™ AND PRACTICE CONNECTING THEM POR ALL ABOVE CONNECTIONS, 
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STAR OR Y 
CONNECTED (бере 
ENGINEERING INFORMATION 


POLYPHASE INDUCTION MOTORS 


TYPES SC, SCN, SCH, SCT, SCX, AS, SR - 3 PHASE 








Three Phase motors may be either Star or Delta connected and no general rule can be set down for use 
of either connection., Individual ratings must be checked by the general office. 





Our standard method of marking leads and the schemetic representation of cirouit#is as 


foliows: Ty 
DUAL VOLTAGE* (119/220, 190/380, 220/440 etc.) - 


Consider T, anà T4 (Fig. i) as the end of one circuitÉand T; and 
the center of the star as the ends of the other circuit, in one phase. Do 
the same for each of the other two phases. To connect the stator winding 
for the higher voltage, the circuits in each phase are connected in series; 
therefore, connect T4 to T7, I5 to Tg, and Tg to To. Line connections will 
be made to Tj, To, and T4 fig. 2 and 5 show these connections. 





To connect the stator windings for the lower voltage, the 16 15 
circuits in each phase are connected in parallel, therefore connect T1 to MP d Mte, 
Т7, То to Tg, and T3 to Tg. T4, Ts and Tg are connected together to form 2 
a point, thereby forming a second star in parallel with the star whose ends FIG. 1 
аге Ту, T8, апа То. Line connections, as before, will be made to Tj, T2 All terminal lugs are 
and T3. Fig. 3 and 6 show these connections. stamped in accordance 


with this diagram. 
These motors have permanent connection plat: near terminal box. 


SINGLE VOLTAGE*(199.208,220,440,550,2200 etc.) 


Only leads Tj, T2 and 13 are brought out as shown in fig. 4 and 7 (Single voltage motors 
usually have single section windings rather than the double section winding shown in Fig. 1) 


Connections are indicated on lubrication tags sent with motor. 





hj L5 bg 





: FIG. 2 FIG. 3 FIG. 4 
High Voltage Low Voltage Single Voltage 


DUAL VOLTAGE CONNECTIONS (Similar to B6671 & B7203) 
All Form A 204 and smaller; Form W, 224 to 326; Form T 204 and larger. (T superseded by W) 








ў FIG. FIG. 6 FIG. 7 
High Voltage Low Voltage | Single Voltage 


DJAL VOLTAGE CONNECTIONS (Similar to B4270 & B4271) 


All Form S motors. Form T motors 444 and larger. 


E ааз DATA 23-65 Page 3 
Deo. 4, 1940 
ENGINEERING INFORMATION Destroy 23-101 P.3. 


POLYPHASE INDUCTION MOTORS DatedDec. 7, 1935 


TYPES SC, SCN, SCH, SCT, SCX, AS, SR - 2 PHASE 


-Our standard method of marking leads, and the schemetic representation of circuitsÉis as 


em TWO PHASE FOUR WIRE тү 
DUAL VOL TAGE#*{110/220, 220/440 ++0,) 


Consider Tj and T5 (Fig.15) as the ends of one circuit Z, and 
T7 and T3 as the ends of the circuits in the second phase. To connect 
the stator windings for the higher voltage, the circuits in each phase T 
are connected in series; there ore, connsct T5 to 17, and T6 to Tg Т-РА To 08080011772 
Line connections will be made to T, T2, T3 and T4. FIGS. 16 and 19 т, 
show these connections. 


T5 


To connect the stator windings for the lower voltage, the 
oirouits in each phase are connected in parallel; erefore, connect 
о Ту, T5 to T3, T2 to T8 , and T6 to T4. Line connection, as before, T3 
will be made to T1, T2, Тз and T4. Figs 17 and 20 show these connections. FIG Ne 
These motors have permanent connection plate near terminal box. All terminal lugs are 


stamped in accordance witk 
SINGLE VOLTAGE * (199, 208, 220, 440, 550, 2200 etc.) this diagram. 


Only leads 4, T2 and T3 are brought out as shown in Fig. 18 and 7 (Single voltage motors 
usually have single section windings rather than the double section winding shown in Fig. 15) 


Connections are indicated on lubrication tags sent with motor 





FIG. 16 FIG. 17 FIG. 18 
High Voltage Low Voitage Single Voltage 


DUAL VOLTAGE CONNECTIONS (Similar to B6672 & B7204) 
All Form A 204 and smaller; Form W, 224 to 326; Form T 204 and larger (T superseded w) 





FIG. 19 FIG. 20 FIG. 21 
High Voltage Low Voltage Single Voltage 
DUAL VOLTAGE CONNECTIONS (Similar to B4269 & B4272) 
All Form S motors. Fona T motors 444 and larger. 





TWO PHASE THREE WIR 


For connection to a three wire system, connect motor leads Тз апа To, together. Line 
connections will then be made to T1, T3.2 , and 74; the common (or return wire) being connected 
to T3.2, 





* - The terms "circuit" as here used refers to one-half of the number of poles in one phase. 
ж ~ See price sheet for standard voltage and horsepower of individual ratings. 


Sec. 53,P,RD 


% 
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ENG.NEERING TNFCRMATION 


CONNECT ION PLATES MULTI-SPEND SQUIRREL CAGE MOTORS 
2 SPEED 1 AND 2: WINDINGS 


. 3 FHASE 
THESE LEAD MARKINGS APPLY TO MOTORS MADE IN 1940 AND LATER 





STAMPING OF AUXILIARY NAME PLATE 2 SPEED i WINDING 3 PHASE 









LOW _ SPEED HIGH SPEED LOW SPEED HIGH SPEED 


B rub L, 1 In- D ү | L 
1 3 i bly 1 3 1 
1 ر مم‎ › f 
T h T 3 | rz 
, è % % 4 e 5 e 
1"4 14 Ts f 


‚2 Sceed 1 Winding VAR. TORQUE 


2 Spe'd 1 Winding CON. TORQUE 





SIMILAR TO B4494 SIMILAR TO B4494 


LOW SPEED 
a pp 
4--.-ә 


2 Speed 1 Winding CONSI. HP 





SIMILAR TO C17111 





AUXILIARY NAME PIA TE; 2 SPEED 2 WINDING 3 PHASE 


| Е LOW SPEED HIGH SPEED 

| L4 L4 L2 із 
| 

| 


T SIMILAR TO B4248 
2 


1 % ® . 
тү, Te 5 ' 


2 SPEED 2 WINDING MOTOR 
| | TORQUE | — | УНР 
2 PHASE SERIAL No | ] 





THESE DIAGRAMS ARE REPRODUCTIONS OF PLATES ATTACHED TO MOTORS WHEN THEY LEAVE THE FACTORY. 





еее 


ENGINEERING INFORMATION 
CONNECTION PLATES MULTI-SPEED SQUIRREL C AGE MOTORS 
3 SPEED ~ 2 WINDING — CONSTANT HP 


“THESE LEAD MARKINGS APPLY TO MOTORS MADE IN 1940 AND LATER 3 PHASE 





AUXILIARY NAME PLATE 3 SPEED 2 WINDING CONSTANT HORSEPOWER 


2-4-6; 4-8-12; 6-12-16 POLE 





CENTURY ELECTRIC COMPANY 
ST. 10015, MO. 





LOW SPEED . MED SPEED | HIGH SPEED 
L š L 
e ç 1 3 ° $ 1 3 
Tig 
“4 ° . в 
» ` . P d 1 8 
Тз Туз hy Ts 
CONSTANT HP 3 PHASE SERIAL No. U 





SIMILAR TO C17132 





AUXILIARY NAME PLATE 3 SE ED 2 WINDING CONSTANT HORSEPOWER 
4-6-8; 6-8-12; 8-12-16 РОҺЕ 


CENTURY ELECTRIC COMPANY 
ST. 10015, М. | 
LOW SPEED MgD. SPEED HIGH SPEED 


“1 ° a e 
Te ч j jl 
T? T 2 T Tb 


° 
TH т,-4 41; © s ° 


CONSTANT HP 3 PHASE SERIAL NO. [сз ==] 





SIMILAR TO C17134 





AUXILIARY NAME PLATE 3 SPEED 2 WINDING CONSTANT HORSEPOWER 
4-6-12; 6-8-16 POLE ` 


CENTURY ELECTRIC COMPANY 
ST. LOUIS, MO. 
LOW SPEED 


: ly MED. SEE ы HIGH SH ED 
if Т t 4 E e ө x 3 
Т 


а . ° с, v 


T T T 
Tw 5*5 ° 


CONSTANT HP 3 PHASE 1 — —T 


e 4 % e 
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; ENGINEERING INFORMATION 
CONNECTION PLATES MULTI-SPEED SQUIRREL CAGE MOTORS 
3 SPEED - 2 WINDING =~ VARIABLE TORQUE 
3 PHASE 
THESE LEAD MARKINGS APPLY TO MOTORS MADE IN 1940 AND LATER 





AUXILIARY NAME PLATE 3 SPEED 2 WINDING VARIABLE TORQUE 
4-6-8; 6-8-12; 8-12-16 POLE 


CENTURY ELECTRIC COMPANY 
ST. iuri) MO. | 


LOW SPEED ЕСЕТ HIGH SPEED 


ө 
т w Tu 
т, т; 
tà Th , 


VARIABLE TORQUE 3 PHASE 





AUXILIARY NAME PLATE 3 SPEED 2 WINDING VARIABLE TORQUE 
4-6-12; 6-8-16 POLE 


CENTURY ELECTRIC COMPANY 
31, LOUIS, MO. 


LOW SPEED MED. SPEED HIGH SPEED 
L 
42 3, е ° A 


> e 
Тє Түү 2 
eT . e ° 


4 T2 


© эт Е Р 
VARIABLE TORQUE 3 PHASE SERIAL NT J 





AUXILIARY NAME PLATE 3 SPEED 2 WINDING VARIABLE TORQUE 
2-4-6; 4-8-12; 6-12-16 РОҺЕ 










CENTURY ELECTRIC COMPANY 
ST. LOUIS, MO 


Е SPEED MED. SPEED HIGH SPEED 


uw e b. із e b. L 
11 The 
121 М т ° ° , 
° е е 


"шала шыныны вва юг) 





SLIP RING INDUCTION MOTOR Job *7 


HOLDING MAGSNET 
AND NO VOLTASE RELE 
MAIN CONTACTS., 
/ STICK CONTACTS. ^ 
NOTE THAT THERE 
IS NO ELECTRICAL 
CONNECTION BETWEEN 
THE RESISTANCE BOK 
AND THE LINE. 


CUTLER HAMMER 
АСКОб5-ТНЕ - LINE 
STAATER. 
2202., 60v SH.P. 
ROTOR RESISTORS. 


HIGH RES. TYPE 


Diagrams A and B are used to show that an increase in roter 
resistance causes the rotor poles to move inte a more favorable 
position with respect to the stator poles thereby increasing 
the starting torque. If the rotor resistance is increased 
above a certain critical value, the torque will be reduced as 
indicated by the curves in the diagram below. 


The slip ring induction motor operates on the same principle 

as the squirrel cage type, the revolving magnetic field set up 

bythe stator winding reacting with the induced rotor poles to 

produce rotation. Insertion of resistance in the rotor’ circuit 

produces the following advantages: 1. High starting torque 2. 

Low starting current 3. Smooth starting action 4. Adjustable 

speed. CURVE “1” ROTOR RES, ALL CUT OUT. 
CHARACTERISTICS н 7727 RES. FOR MAX. TORQUE. 

The average slip ring motor will produce 5 times normal н “3” MORE RES. THAN “2” 

full load torque with 2.5 times normal full load current. "4" MORE. RES. THAN ^3" 


With all the external resistance cut out, the variation ЕЕЕ 
in speed from no load to full load will not exceed 5% of =” 
the full load speed. As resistance is inserted, the speed 
regulation becomes rapidly poorer 

APPLICATION 
Air compressors, large ventilating fans, conveyors, punch 
presses, printing presses, lathes, elevators, etc. may be 
used wherever a high starting torque, a smooth starting 

_ action, or adjustable speed is desired. 
PRINCIPAL TROUBLES 

Sliprings, brushes, brush holders, external rotor resist- 
ance, loose connections, bearings, insulation. i 
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. Speed Adjustment 


To J-phase 
power supply 


Series 
transformers 
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Secondary 
winding 
; 


Primary 
< winding 


Fig. 1—Diagram of polyphase commutater moter, speed of which is varied by changing position of brushes. Fig. 2—Rotor for 
adjustable-speed polyphase motor. Fig. 3—Diagritn of rotor and stator circuits for a polyphase adjustable-speed motor 


Wound-Rotor 


Motors 


Fig. 1—Rotor fer a wound-rotor or slip- 
ring motor. Fig. 2—Diagram of wound. 
rotor motor and its starting resistance. 
Fig. 3—Combination of a squirrel.cage 
and a coil winding on rotor, for auto- 
matic starting. 





Slip rings 
! 


Synchronous 
Motors 


How They Operate 


Fig. 2 shows the rotor and stator 
assembly of a synchronous motor. When 
the stator winding is connected to a 
polyphase alternating-current source, it 
produces a rotating magnetic field as in 
an induction motor. When the rotor field 
coils are connected to direct current, 
their N and S field poles lock into step 
with S and N poles of the rotating mag- 
netic field and both rotate at the same 
speed or in synchronism. This speed is 
fixed by line frequency and number of 
rotor poles. 

Synchronous motors are designed for 
two standard fullload power factors: 
unity and 80% leading. Unity-power- 
factor motors, at full load and normal 
field current, have 100% power factor. 
At less than full load, their power factor 
is less than unity leading, but can be 
regulated by adjusting the field current. 








“>~ Squirrel-cage .--7 
winding --~ 









i Field contactor ------ 1 _ Starting contacts 
. Field winding Slip ! / 
x ч S -7 Running Slip 
4, rings ' š / contacts Figs 
L i | 
Line contactor \ 8 | 
| М | 
1 
1 


Stator £--- x 


b 


To D € power supply J 
Commutator 


Stator 777, 
windin 












FIG. 3 winding 





Auto-transformer Field winding 





Field contactor : 


ToAC 
power 
supply 








ei -Slip 
rirgs 


Compensator..-. 


FIG. 5 










"Field Poles 


Fig. 1—Synchronous-motor rotor. Fig. 2—Diagram of synchronous-motor stator 
and rotor assembly. Fig. 3—Diagram of synchronous-motor connections for full. 
voltage starting. Fig. 4—Diagram of connections for reduced-voltage starting. 
Fig. 5—Diagrams of stator and rotor connections for self-synchronizing motor 


TABLE 11—HORSEPOWER AND SYNCHRONOUS-SPEED RATINGS 
OF GENERAL-PURPOSE INDUCTION MOTORS FOR 
DIRECT CONNECTION < 











Cycles 60 60 60 60 25 25 
Hp Rpm Rpm Rpm Rpm Rpm Rpm 
25 3,600 
30 3,600 
40 3,600 
50 3,600 1,800 1,500 
60 3,600 1,800 1,500 
15 3,600 1,800 1,500 
100 3,600 1,800 1,200 1,500 
125 3,600 1,800 1,200 1,500 
150 1,800 1,200 900 1,500 
200 1,800 1,200 900 1,500 750 
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ALTERNATING CURRENT DEPARTMENT 
THE SYNCHRONOUS MOTOR 


THE SYNCHRONOUS MOTOR is so named becuase the ROTOR revolves at the same speed 
ıs the REVOLVING MAGNETIC FIELD of the stator. 

THREE WINDINGS ARE USED in this machine: 

1. THE A.C. STATOR or armature winding, which produces a revolving veneti field 
when polyphase A.C. is applied to it. 

2. THE D.C. FIELD or rotor winding, which produces a fixed polarity. This winding 
must be excited from an outside source of D.C. 

3. THE DAMPER or squirrel cage winding which consists of a few large copper bars 
imbedded in the D.C. field pole faces and shorted together by end rings. This 
winding serves 2 purposes: (a) It permits the motor to start as an induction 
tends to prevent hunting. 

HUNTING is a periodical variation in the speed of the rotor with regard to 
the revolving magnetic field of the stator. It is caused by: (a) a sudden change 
in mechanical load. (b) a sudden change in A.C. line voltage. (c) a sudden change 
in D.C. field excitation. (а) hunting on the same system of other rotating elec- 
trical equipment. 

THE FIELD DISCHARGE SWITCH and the field discharge resistor are arranged to 
protect the D.C. field from high transformer voltages induced by the stator field 
during the starting period, and also from high self-induced voltages generated by 
collapsing D.C. field flux when the field is disconnected from the source of ex- 
citation. The discharge resistor and switch form a closed circuit on the field 
when the switch is placed in the discharge position, and this greatly reduces the 
danger to the field insulation. 

ADVANTAGES OF THE SYNCHRONOUS MOTOR: 1. Constant speed. 2. Variable power 
factor. The power factor may be varied by controlling the excitation current of 
of D.C. field. The P.F. will be UNITY of 100% at NORMAL excitation, LAGGING at 
UNDER excitation, LEADING at OVER excitation. 

THE MOTOR WILL CORRECT POWER FACTOR because when the D.C. field is over ex- 
cited the A.C. stator will draw a LEADING current which will neutralize a LAGGING 
current drawn by inductive apparatus connected to the same system. It will carry 
a mechanical load and correct P.F. of the system at the same time providing the 
full load current rating of the machine is not exceeded. 

DISADVANTAGES OF SYNCHRONOUS MOTOR: Greater cost per H.P., low starting 
torque, subject to hunting, requires outside source of excitation, more auxiliary 
apparatus for control and indication, more intelligent handling, and may require 
some form of clutch to connect the load to it. 

APPLICATIONS: Driving compressors for air conditioning and refrigeration, 
also for compressed air. Driving textile mill looms, cement grinding and rubber 
processing machines, paper pulp grinders, also M.G. sets, frequency changers, or 
in general any load of 25 H.P. or more not requiring heavy starting torque and 
which may be operated at a constant speed. 

ROTATION may be reversed. by changing any 2 of the 3 stator leads. The D.C. 
field polarity does not determine the direction of rotation. 

PROCEDURE FOR STARTING THE MOTOR: 

1. Reduce the exciter voltage to a minimum. (Turn field rheostat to right) 

2. Place the field discharge switch in the discharge position. 

5. Apply low voltage A.C. to the stator and allow motor to accelerate to almost 
full speed. (Watch AM. to note when starting current is reduced to a minimum. 

4. Close the D.C. field switch to apply excitation current to the field. 

5. Apply full voltage to the stator winding. 

6. Adjust D.C. field excitation to obtain desired power factor. 

PROCEDURE FOR STOPPING THE MOTOR: Remove the mechanical load if possible, 
then reduce field excitation and finally disconnect the stator from the A.C. supply. 





211 


some of these many motors that can be built. A G-E 
synchronous-motor specialist will gladly assist in the 
selection of the drive best suited to your requirements. 


A.C. Single-phase Motors 
Rating Chart for General Electric Synchronous Motors 


General Electric manufactures standard and special 
synchronous motors covering a wide range of ratings. 
` This chart gives a general idea of the appearance of 
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120 E -AC. - AC. 120 E-AC. 


(A) Due to their constant speed characteristics, small synchronous motors are 
widely used in stroboscopes, mechanical rectifiers, electric clocks, recording de- 
vices, timing relays, demand meters, etc. These small motors operate similerly to 
the large power types except that the small units are not separately excited, the 
poles on the rotor being produced by magnetic induction from the stator. Turning 
&t synchronous Speed, the rotor is polarized and is in the position shown when the 
stator current is maximum. As the current diminishes, momentum carries the rotor 
to the vertical position just as the main poles reverse and, as the hard steel 
rotor still retains its poles, it is again attracted to the horizontal. position 
and rotation continues. Shading coils are employed to make the unit self starting. 
Speed is determined by frequency; if frequency is constant, speed will not vary. 


(B) SYBSYNCHRONOUS CLOCK MOTOR - Consists of a 2 pole stator and an iron rotor 
with 16 or more salient poles. The motor is not self starting, but when operating 
at synchronous speed, 2 diametrically opposite poles are attracted to the field 
poles as the flux of the field is increasing. Because of the inertia of the rotor, 
it continues to rotate while the flux is decreasing and passing through zero. The 
next pair of poles is then attracted by the field flux as it increases in the oppo- 
site direction. Although the stator has only 2 poles, the speed of the motor is 
the same as that of a motor having the same number of stator and rotor poles. ЕХ- 
AMPLE — At 60 cycles the speed is 450 R.P.M., corresponding to the 16 rotor poles. 
Because the rotor speed is much less than that corresponding to the 2 stator poles, 
the motor is said to operate at SUBSYNCHRONOUS speed. 


(C) SELF-STARTING INDUCTION-REACTiON SYBSYNCHRONOUS MOTOR — This motor is a 2 pole, 
single phase, combination induction and synchronous motor with a shaded pole field 
and a squirrel cage rotor. In this particular motor there are 6 rotor slots, so 
proportioned that they produce 6 salient poles on the rotor which give the syn- 
chronous (or reaction) motor effect. AT STARTING, the induction motor torque must 
be sufficient to overcome the tendency of the salient poles of the rotor to lock 
in with the stator poles, The motor operates as any induction motor, the rotor 
tending to accelerate to nearly synchronous speed. EXAMPLE — At 60 cycles, the 
induction motor torque tends to accelerate the rotor nearly to the 2 pole synchro- 
nous speed of 3600 R.P.M. The motor is so proportioned that at 1200 R.P.M., the 

6 pole synchronous speed, the reaction torque due to the pulsating stator pole 
flux reacting with the 6 rotor poles, predominates over the induction motor torque 
developed at that speed. The rotor, therefore, locks in with the stator poles and 
runs synchronously at 1200 R.P.M. At its operating sybsynchronous speed, the 
motor developes simultaneously induction motor and synchronous motor torque. This 
type is used chiefly with timing devices. 
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SINGLE PHASE A.C. MOTORS. | 












CENTRI FUGAL SW. STARTING WINDING 


RUNNING WINDING 


“STATOR 


“SQUIRREL CAGE ROTOR 


SINGLE PHASE. SPLIT PHASE MOTOR. 


LINE SHORT CIRCUITING 


BRUSHES 








STATOR N 
ces 
42 < 
~ BRUSH 
REVERSING GEAR. 


DIRECTION OF 
ROTATION, 


| SHORT CIRCUITING - 
RING 


*STATOR 


~ POLE POSITIONS OF STATOR. 
`~ POLE POSITIONS OF ROTOR. 


REPULSION START INDUCTION MOTOR. 






LINE 
ASHADING COIL 
NEN 3 


STATOR 
GROWING FLUX 





DYING FLUX 


SHADED POLE INDUCTION MOTOR. 


What Is a Split-phase Motor? 


A SPLIT-PHASE motor is a single-phase 
motor that obtains its starting torque 
from two stator windings of different imped- 
ance values which in effect convert the single- 
phase current to an equivalent two-phase 
current. The few and simple parts of this 
motor are shown schematically at the 
right. 


The arrangement and operation of these 
parts are shown below. The windings are 
located in different sectors around the stator, 
and the starting winding is in series with the 
starting switch. A switch-actuating mecha- 
nism is mounted on the rotor and is set to open 
the switch and open-circuit the starting 
winding when the motor reaches a predeter- 
mined speed. 





The phase displacement of the currents in the starting and 
running windings, together with their physical displacement 
on the stator, produces a rotating magnetic field that starts 
the rotor revolving 


2. Running winding 3. Starting Winding 


1. Rotor 





4. Centrifugal switch 





When the rotor reaches a predetermined speed, the centrif- 
ugal switch opens the starting winding. Current flows only in 
the running winding, and the motor operates the same as an 
ordinary induction motor. 


Why Split-phase Motors Are Used 


Split-phase motors are admirably suited to appli- 
cations that require an inexpensive, reliable motor 
with moderate torque. Inherently simple in con- 
struction and operation, the split-phase motor will 
give many ‘years of satisfactory operation without 
attention except occasional oiling. Split-phase 


motors do not interfere with radio reception — 
they have no brushes or commutators. Split-phase 
motors have become the accepted drive for domestic 
washing machines, ironers, fans, and similar de- 
vices where long periods of operation without 
attention are so desirable. 
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SINGLE - PHASE  SPLIT-PHASE INDUCTION MOTOR 
Job No.1-A 









LINE RUNNING WINDING 
Ж 


— STARTING WINDING 
SQUIRREL CAGE ROTOR 


OPERATION 





To be self-starting, the stator winding of & squirrel-cage induction motor must be 
capable of setting up a rotating magnetic field. Since such & field cannot be pro- 
duced by a single winding energized by a single-phase current, some method of 
splitting this current into two currents approximately 90 degrees out of phase with 
with other must be provided. This is accomplished by having the single-phase cur- 
rent flow through two parallel paths having different electrical characteristics. 
One path, being highly inductive, causes the current flowing through it to lag 
almost 90 degrees behind the current through the other path. By this method, a 
revolving magnetic field is produced with single-phase current. Starting as a two- 
phase machine, this motor accelerates to about 75% of normal full load speed when a 
centrifugally—operated switch disconnects the starting winding and converts the 
unit to a straight single-phase type. 


CHARACTERISTICS 

This motor will develop from l to 1.5 times normal full load torque, and will draw 
as high as 9 times normal full load current when full line voltage is applied at 
starting. The speed variation from no load to full load will not exceed 5% of the 
normal full load speed. For complete data on current, torque, etc., see curves 
given below. 

APPLICATION 
Washing machines, ventilating fans, sign 
fiashers, bottling machinery, oil burners, 
dairy machinery, garage equipment, stokers, 
coffee mills, shoe machinery, exercisers, 
dish washers, oil pumps, etc. In general, 
this motor - which is usually built in 
fraction h.p. sizes only — may be used 
for any small load that does not require a 
high starting torque and can be operated 
&t constant speed. 


TROUBLES 
Centrifugal switch, starting winding, bear- 
ings, loose connections, oil-soaked insula- 
tion, opens, shorts and grounds, improper 





900 
Е 


o 
o 10 20 30 40 50 €0 70 80 99 100 


«rf. счыорлылиме ст м 


SPIRAL TYPE WINDING USED IN 
SINGLE PHASE SPLIT к MOTORS 
POLES = 


SLOTS 2 36 4 


RUNNING WINDING 


STARTING WINDING —— 





A.C. Single-phase Motors 


ы 


EXTERNAL DIAGRAM 
First MADE FOR /tW/7070D/*3 OVERLOAD 


мог REVERSIOLE 
CW ROTATION 
OVERLOAD 


USE ONLY WHEN £ LAOS 
APE BROUGHT OF OPP 
ШАН БРОМ) TEEN AL 
BOARD UNLESS LEADS 
ARE ANCHORED EXTERN 
ALLY. SEE b-SE37OS2. 


BYRNER MOTORS 


THIRD ANGLE PROJECTION GENERAL @ ELECTRIC. [IOPI WAYNE — WORKS 





DEC. 
/ ' 


NI 


>” 


и 5857029 


FF-68 Im 8-10-37 


MATERIAL РАТ. Мир. ЛЕ 
wae “" 1M:5570447 


eS ---.. 


EXTERNAL DIAGRAM 


FIRST MADE FOR AW POLE CAMAN GALA 


FIRST CALLED FOR ON SAWA 7A BYE XK 
PRINTS 





OVER LOA 













COW. ROTATION AS SHOWN) Kor 
COW ROTATION INTERCHANGE u944:'3 
REO € GREEN LEACS ON ro» pm 

860-2) 


3 те or TERMINAL BOAO 


2 Mme» S77 
4/06 


swiren Level 860.9 
SWITCH LEN 





076 THO CON OUYCT OR 
Жо Шо CABLE ITAY Жетес. 
IHEEE COMDOYSECTO CABLE еме МОЗ ЭЕ 
WAY REPLACE SINGLE LEAPS 756 
THIRD ANGLE PROJECTION | GENERAL Ф ELECTRIC cer warde мок 
V V-3S7OF ^ 
TT Im Се 











MATERIAL Pat. Mio. Die 


DRAWN nut ee d 
INSPECTEO LL a E tN 





V-56374.24 




















ОД BURNER MOIS 


</ 


NOT REVERSIBLE 
CCW. ROTATION 





THIRD ANGLE PROJECTION. GENERAL e ELECTRIC... ^2erz warwe WORKS 
| ИК553 7294 


ЕҒ-68 Im 12.22.37 






A.C. Single-phase Motors | 219 


«бере 


ENGINEERING INFORMATION 
SPLIT PHASE INDUCTION MOTORS 


TYPE SP; 110 OR 220 VOLTS; REVERSIBLE 





Location of Frames Internal Vonnection Diagrams Label (Attached To 
Terminals (Counter Clockwise Rotation) Cover Over Terminals 


WITHOUT OVERLOAD PROTECTION 












C-12164-A 


63G, 65G, 
In Front 67G, 65L, 
Bracket 67L 






--4. --4. 

-l с =. ti 
=з 2 -l ? 
13613 

COUNTER -CLOCK WISE CLOCKWISE 
CENTURY ELECTRIC CO. 1120 


o ST. Lous, MO. 







In Frame 43, 45, 
63, 71, 
73 


424 
COUNTER-CLOCKWISE CLOCKWISE 


CENTURY ELECTRIC CO. 1124 


ST. LOUIS, MOs 


WITH OVERLOAD PROTECTION 











C-12184-8 
63G, 656, 
In Front 67G, 65L, 
Bracket 67L 
COUNTER-CLOCKWISE i ae 
WHEN MOTOR I$ USED ON GROUNDED CIRCUIT * 
L2 MUST BE CONNECTED TO THE LIVE SIOE, 
CENTURY ELECTRIC CO. 122 
$T. LOUIS, мо. 
z 
In Frame 53, 71, Е C 
| 75 s—— 


rm ТЯ ае WISE 


MOTOR i$ USED ON GROUNDED CIRCUIT 
tee ‘ues MUST BE CONNECTED To THe LIVE side. 


CENTURY ELECTRIC CO. 1128 


ST, LOUIS, MO. 
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What Is a Capacitor-motor? 


Poe ee is a single-phase 

motor that has a capacitor (condenser) 
connected in one of its windings. The few 
and simple parts of this motor are shown 
schematically at the right. 


The arrangement of these parts is shown 
below. The two windings are in different 
sectors around the stator. Тһе starting 
winding, the capacitor, and the centrifugal 
switch are connected in series. The centrifugal 
switch is mounted on the rotor and is set to 
open at a predetermined speed. 


When power is applied, current flows in the 
direction shown by the red lines and arrows. 


4. Capacitor 


. Rotor 





5. Centrifugal switch 


2. Running winding 3.Starting winding 





The phase displacement, set up by the capacitor, of the 


together with 


currents in the starting and running windings 
duces a rotating 


their physical displacement on the stator, pro: 
magnetic field that starts the rotor revolving 


Why Capacitor- 


Some machines require more torque (effort) to 
start them than the resistance split-phase motor 
can provide. The capacitor-motor is designed for 
these applications and differs from the re- 
sistance split-phase motor chiefly in that it has 
a capacitor connected in series with the starting 
winding. 

The use of the capacitor gives the motor a high 
starting torque with low starting current without 


When the rotor reaches a predetermined speed, the centrif- 
ugal switch opens the starting-winding circuit. Current flows 
only in the running winding, and the motor operates the 
same as an ordinary induction motor 


motors Are Used 


sacrifice of the advantages of the resistance split- 
phase motor. Occasional oiling depending upon 
conditions of motor service, is the only attention 
required. Motor operation does not interfere with 
radio reception. Capacitor-motors have become the 
accepted drive for domestic refrigerators, and for 
stokers and similar devices in which long life, 
minimum servicing, and quiet operation are of 
paramount importance. 
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CAPACITOR MOTOR 
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The above motor is a split-phase type, the phase-splitting action being obtained by 
the insertion of a condenser in series with the starting winding. This motor starts 
and runs as a two-phase motor. The auto transformer connected across the condenser 
applies a comparatively high voltage to the condenser, thereby giving a higher ca- 
pacity effect, and making possible the use of a smaller condenser than would other- 
wise be necessary. 


During starting the centrifugally-operated switch is in the "start" position. This 
applies about 500 volts to the condenser, giving a high capacity effect and produc- 
cing a comparatively high starting torque. When the motor has reached about 75% of 
normal full speed, the switch is thrown over to the "run" position, applying about 
550 volts to the condenser, thereby reducing its capacity effect to a value which 
will maintain a high power factor during operation. 


This motor will develop approximately 4 times normal full load torque with 7 times 
normal full load current. Compared with the repulsion-start-induciion motor, the 
capacitor motor has a lower starting torque and a much higher starting current, about 
the same full load efficiency and a higher full load power factor. For equal rating, 
capacitor motors cannot stand as long a starting period as the repulsion type: Са- 
pacitor motors are widely used in household refrigeration and may be used where re- 
pulsion-start—induction motors are applicable, except where very high starting torque 
m long starting periods are involved in which case the repulsion-start-induction 
motor is used. I 


The small diagrams, A, B and C, on the right are schematic diagrams of capacitor 
motors. "A" is the circuit for the large diagram, (capacitor start, capacitor run 
motor) while "B" and "C" represent two other types which do not use an auto trans- 
former. "B" uses a condenser on starting only, while "C" uses two condensers on 
starting, while only one remains in the circuit when running. 


The electrolytic type of condenser is used on condenser-start motors only. This type 
of condenser must not be left in the circuit for more than 3 or 4 seconds, if con- 
denser breakdown is to be avoided. Condensers marked "X" may be electrolytic, but 
the others shown must be the metal fnil and nanar tna 
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ENGINEERING INFORMATION 
CAPACITOR START INDUCTION MOTORS 


TYPES CSH & CSX; * 110 VOLTS; REVERSIBLE 





Location of] * Frames Internal Connection Diagrams Label (Attached To 
Terminals (Counter Clockwise Rotation) Cover Over Terminals) 


WITHOUT OVERLOAD PROTECTION 








636, 656, 





















In Front 67G, 65L 
Bracket 67L =3 z el z 
COUNTER -CLOCKWISE CLOCKWISE 
жейін Бет со. 1120 
In Frame Standard Construction 


is Dual Voltage 
(See Page 7) 






WITH OVERLOAD PROTECTION 









63G, 65G, 
In Front 67G, 65L, 
Bracket 67L 






COUNTER- CLOCKWISE. CLOCKWISE 
WHEN MOTOR (S USED ON GROUNDED CIRCUIT , 
L2 MUST BE CONNECTED To THE LIVE side. 


CENTURY ELECTRIC CO. 122 


ST. LOUIS, MO 






In Frame 7%, 75, Standard Construction 
81, 83, is Dual Voltage 
91, 93 (See Page 7) 





ENGINEERING INFORMATION 


CAPACITOR START INDUCTION MOTORS 


TYPES CSH + CSX; + 110/220 VOLTS; REVERSIBLE 





Location of 
Terminals 


* Frame Internal Connection Diagrams Label (Attached To 
(Counter Clockwise Rotation) Cover Over Terminals) 
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In Frame 
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Bracket 
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WITHOUT OVERLOAD PROTECTION 
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ENGINEERING INFORMATION 


SPLIT PHASE AND CAPACITOR STARI INDUCTION MOTORS 
"3 LEAD" TWO SPEED — REVERSIBLE - TWO WINDING 
CONSTANT OR. VARIABLE TORQUE 
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LOCATION INTERNAL CONNECTION DIAGRAMS о n 
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CONNECTION PLATES FOR MULTI-SPEED MOTORS 
2 SPEED 2 WINDING 
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To reverse rotation 
interchange motor 
Leads Tj and T3 and T4j and Тіз 


Capacitor unit mounted 
on motor. 


High Speed 





i Similar to C14467 


CAPACITOR MOTOR CONTROL UNIT 
Motor Model 
For use with motor Serial No. 


To reverse rotation 
interchange motor 
Leads T4 and T3 and Туу апа Туз 


Motor with separate 
Capacitor unit and relay. 





Similar to C14466 


These diagrams are similar to the plates attached to motors when they leave the factory. 
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__REPULSION-START-INDUCTION MOTOR 
итте 
Job No.1B e NÉS 


Or 








HOE. LINE 


AGE 
GE 


In this motor are combined the high starting torque of the repulsion-type and the 
good speed regulation of the induction motor. The stator of this machine is provided 
with a regular single-phase winding, while the rotor winding is similar to that used 
on a D.C. motor. When starting, the changing single-phase stator flux cuts across the 
rotor windings inducing currents in them, that, when flowing through the commutator 
and brushes, set up poles on the rotor which remain stationary in space and maintain . 
a continuous repulsive action upon the stator poles. This motor starts as a straight 
repulsion-type and accelerates to about 75% of normal full speed when a centrifugally 
operated device connects all the commutator bars together and converts the winding 

to an equivalent squirrel-cage type. . The same mechanism usually raises the brushes 
to reduce noise and wear. Note that, when the machine is operating as a requlsion- 
type, the rotor and stator poles reverse at the same instant, and that the current 

in the commutator and brushes is A.C. 


CHARACTERISTICS 
This motor will develop 4 to 5 times normal full load torque and will draw about 3 
times normal full load current when starting with full line voltage applied. The 
speed variation from no load to full load will not exceed 5% of normal full load 
speed. For complete data on current, torque, etc., see curves below. 


£20 E. LINE 


APPLICATION ` TYPICAL PERFORMANCE CURVES 


Re ee OF REPULSION- START- INDUCTION MOTOR 
Air compressors, refrigeration compressors, 
plunger-type pumps, meat-grinders, small 
lathes, small conveyors, stokers, etc. In 
general, this type of motor is suitable for any 
load that requires & high starting torque and 
constant speed operation. Most motors of this 
type are less than 5 h.p. 


TROUBLES 
‚ Commutator, brushes, centrifugal switch, short- 
. circuiting rig, bearings, oil-soaked insula- 
. tion, solder thrown out of commutator, too much 
' or too little tension on the throw-out spring; 
` opens, shorts, or grounds in the rotor of stator 
' windings. Rotation is reversed by shifting the 
. brushes. 


STARTING | RUNNING 
REPULSION [INDUCTION 


% ОҒ FULL LOAD TORQUE & CURRENT 





го го 40 60 ao 100 
* OF SYNCHRONOUS SPEED 





«бере 


ENGINEERING INFORMATION 


REPULSION START INDUCTION MOTORS 


. TYPE RS; 110/220 VOLTS; REVERSIBLE 


L t 
Frame Internal Connection Diagrams Reece o 5 


WITHOUT OVERLOAD PROTECTION 


кү 
awe 7 pe 
Т 
4—— 
i T" em ciea sa! HIGH Ht (ALTO) 
CENTURY ELECTRIC CO. 1126 
$1. LOUIS, MO. 


LOW 





VOLTAGE 





WITH OVERLOAD PROTECTION 


Dual Voltage Overload Device Two (2) Lead Motors 
not available. 110 V. Device with Ground Marker On 
| supplied - Connected in Lead without Overload 
series in Line Lead. Device. No Label 
Furnished 


C- 14241 


11 1/6 HP 
end Larger 


OVERLOAD 
DEVICE 


і 
2 
3 
4 


LOW (BAJO) HIGH (ALTO) 
VOLTAGE  €!4040 VOLTAGE 


WHEN MOTOR IS USED ON GROUNDED CIRCUIT э 
LEAD f MUST BE CONNECTED то THE LIVE SIDE, 


eo ELECTRIC CO. 1131 


ST. LOUIS, MO. 





VOLTAGE 
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Printed in U, S, America 
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REPLILSION-INDLICTION — MOTOR 
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+ TE 
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This motor is different from the repulsion-start-induction type in that it has no 
centrifugal switching mechanism, no short-circuiting device, and no brush raising 
equipment. Starting as & straight repulsion type, this motor combines both repulsion 
and induction operation when running. In addition to the regular winding, the rotor 
of this motor is equipped with a squirrel cage as shown in the diagram above. Both 
windings are located in the same slots and the squirrel cage, although inactive at 
the instant of starting, develops a gradually rising torque as the speed increases. 
When normal speed is reached both windings are carrying load. A further advantage 
of the “squirrel cage lies in its speed regulating action, this effect tending to 
maintain constant speed with variable load. The advantages claimed for this type 
of motor are no centrifugal or short-circuiting mechanism to give trouble, good 
commutation, simple construction, and a high power factor during operation at or 


near full load. 


CHARACTERISTICS 
This motor will develop 4 times normal full load torque with 5i times normal full 
load current. The variation in speed from no load to full load will not exceed 5% of 


ihe normal full load speed. See curves below. 
APPLICATION 


| Air compressors, pumps, Strokes, hoists, con- 


veyors, machine tools, dairy machinery, etc. 
In general, this motor is suitable for any 
type of load requiring a high starting torque 
and constant speed operation. 


PRINCIPAL TROUBLES 
Commutator, brushes, brush holder, bearings, 
insulation, and opens, grounds, shorts, and 
loose connections in either the rotor or stator 
windings. 
The repulsion type motor is very sensitive to 
brush setting, and for this reason the manu- 
facturer marks the brush holder and housing to 
facilitate brush positioning. One commutator 
bar from the correct position may cause un- 


satisfactory operation. To reverse the direc- 
, táon of rotation, shift the brushes. 
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TYPICAL PERFORMANCE CURVES 
QF REPULSDION-INDUCTION MOTOR 
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»ingle-Phase 
Motors 


Shaded-Pole Type 


The shaded-pole type is one of the 

simplest self-starting single-phase mo- 

tors. It has a stator, Fig. 1, like the 

| field frame of a de motor, built of 

| laminated steel. A slot cut across each 

pole face holds a closed-circuit coil, 

called a shading coil, Figs. 1 and 2. 

This is often only a rectangular copper 
stamping. 

When current increases in the main FIG. 1 
coils, a current is induced in the shad- 
ing coils that opposes the magnetic 
field building up in the part of the 
polepieces they surround. This pro- 
duces the condition of Fig. 3. When 
the main-coil current decreases, that 


Alternating 
current 












gotation » 


Shading’ 
сой 7 







мМ. е 
inated iron 


, Main winding, 
` 
` 


To Single- 
phase line 
` 





in the shading coils also decreases un- $ 1 

. H . т) 

til the polepieces are uniformly mag- к ! 1,9 № 

netized. As the main-coil current and $ / Starting -^ 
N, 






the polepiece magnetic flux continue 
to decrease, current in the shading 
coils reverses and tends to maintain 
the flux in part of the polepieces. 
When the main-coil current drops to 
| e zero, current still flows in the shading FIG. 6 Fic. 7 
coils to give the magnetic effect, Fig. ° 
5. By comparing Figs. 3, 4 and 5, one 
can see that the magnetic field has 
moved across the polepieces from left 
to right, showing how the shading coils 
produce a rotating magnetic field that 
makes the motor self-starting. This 
type of motor suits applications where 
starting torque is low, such as small 
fans, and comes in fractional horse- 


`-- . 
Main 
winding 


Figs. 1 to 5—How a shaded-pole, single-phase motor operates. Fig. 6—Diagram of 
split-phase motor. Fig. 7—Diagram of split-phase motor with external reactor 





n А кеа TABLE I—STANDARD HORSEPOWER AND SYNCHRONOUS-SPEED 
e split- e mo nni 

sud ang windings in the stator, RATINGS OF CONTINUOUS-DUTY, GENERAL-PURPOSE 
represents another self-starting single- | INDUCTION MOTORS | 


phase type. The winding ргодисез соп- 
ditions at starting resembling those in 
a 2-phase motor. Hp R 

Fig. 6 shows one design of split- 


Сусіе 60 60 60 60 60 60 60 %5 25 25 





Y 


m Rpm Rpm Rpm Rpm Rpm Rpm Rpm Rpm Rpm 


phase motor. The main coils have com- % 1.200 750 
paratively low resistance and occupy 1 г 1,800 1,200 1,500 150 
about 75% of the slot space. A high- 2 1600 1 500 1:200 1,500 150 
resistance starting winding fills the 3 3,600 1,800 1,200 x 11500 724 
remaining slot space, displaced from 5 3,600 1,800 1,200 900 1,500 750 
the main winding by 90 electrical de- i0 3600 ee 1 900 E 1,500 150 
grees. 15 3,600 1,800 1,200 900 600 1:500 750 $00 
Split-phase motors are also built 20 3,600 1,300 1,200 900 600 1,500 750 500 
with an external reactor, Fig. 7, con- 30 1800 1300 son 200 150 2 35 
nected in series with the main winding 40 1,800 1,200 900 600 1,500 750 500 
at starting. Át about 7596 operating 20 т 900 600 750 500 
speed the starting switch throws from 75 о 2094 000 220 20% 
start to run position, opens the start- 100 | 900 600 450 150 500 
ing winding circuit and short circuits 124 900 720 600 450 750 500 
the reactor. Adding the external reactor 200 s oe i 750 500 


reduces the starting current and in- 
creases the current lag in the main 
winding. 
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SHADED POLE MOTORS. 


A SHADED POLE MOTOR is a single phase induction 
motor provided with an uninsulated and perma- 
nently short-circuited AUXILIARY WINDING dis- 
placed in magnetic position from the main 
winding. 
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The AUXILIARY WINDING is known as the SHADING COIL | 
and usually surrounds from one third to one half of a 

the pole. The MAIN WINDING surrounds the entire pole and may consist of one or 
more coils per pole. 


OPERATION: In the unshaded section of the pole, the magnetic flux produced by the 
hain winding is in phase with the main winding current, whereas the flux produced 

by the shading coil is out of phase with the main flux. Thus the shading coil acts 
as a phase splitting device to produce the rotating field that is essential to the | 
self-starting of all straight induction motors. As the movement of the flux across. 
the pole face is always from the unshaded to the shaded section of the pole, the 
direction of rotation can be determined on the normally nonreversible motor by 
noting the position of the shading coil with respect to the pole itself, This type 
can be reversed by removing the stator from the frame, turning it through 180° and 
replacing it. 


CHARACTERISTICS: The starting torque will 
not exceed 80% of full load torque at the 

instant of starting, increases to 120% at 

90% of full speed, decreasing to normal at 
normal speed. This type motor operates at 
low efficiency and is constructed in sizes 
generally not exceeding one-twentieth H.P. 


APPLICATION: Fans, timing devices, relays, 
radio dials, or in general any constant 
speed load not requiring high starting 
torque. 


SHADED POLE MOTOR-2 MAIN WINDINGS: This 
type is externally reversible by means of 
& S.P.D.T. switch as shown in the lower 
diagram. Note that only one set of shad- 
ing coils is used. Trace the circuits and 
establish the position of poles for both 
rotations. 








FARM MUTUKS 


ооа and (erating bhk: 


FRACTIONAL HORSEPOWER MOTORS 


Satisfactory performance from a small general pur- 
pose motor will be assured by use of a repulsion- 
induction motor or a “capacitor” motor as described 
in the following table. These types are slightly 


higher in price than a split-phase motor, but pro- 


vide higher starting power without imposing heavy 
current demands that may reduce voltage in the line 
and cause lights to flicker, or cause a fuse to blow 
because of starting overload. On the other hand, 
the split-phase motor will give satisfactory service 
for the lighter jobs such as running the washing 
machine, churn, small tool grinders, etc. 


1. REPULSION-START 
INDUCTION MOTORS 


Similar in performance to the 
larger 3, 5, 714 horsepower motors. 
Sizes from 16 to % horsepower, 
high starting power, low starting 
current. For use on 110-220 volt, 


single phase, 60-cycle circuits. 


2. CAPACITOR MOTORS 


For use on 110 or 220-volt single- 
phase service. High starting power, 


` low starting current, high efficiency. 


Highly satisfactory for general 
purpose use. Sizes range from J to 
X horsepower. 


3. SPLIT-PHASE MOTORS 


Inexpensive type of small motor, 
but requires high starting current. 
Suitable for washing machine, 
ventilating fan, small tool grinder 
or other uses where starting load is 
not heavy. Sizes, Jo to 14 horse- 
power for 110 or 220-volt service. 


RECOMMENDED 
Hp. Most R a ntt C 
Machine Used Induction Pham. "ac. Heel 
| Wasbing Machine жог м х Sentinel Breaker 
| Cream Separator Мос М х х Sentinel Breaker 
| Churn ) и х Sentinel Breaker 
| Concrete Mixer (small) yok x x Sentinel Breaker 
Farm Shop Equipment M x x Sentinel Breaker 
Fanning Mill м х Sentinel Breaker 
Corn Sheller (single hole) М х х Sentinel Breaker 
Fruit Grader 4 x x ' Sentinel Breaker 
Grindetone М х Sentinel Breaker 
Shearing Tool и х Sentinel Breaker 
Sausage Grinder м х х Sentinel Breaker 
Potato Grader м х х. Sentinel Breaker 
Pump Jack М х х Sentinel Breaker 
| Root Cutter X and 1 x x Sentinel Breaker 
| Small Feed Grinder (Burr) ¥ and 1 x x Sentinel Breaker 


Diameter of 





For silos higher than 40 feet, the 714 h.p. motor is recommended. f 
*From Wisconsin Rural Electrification Handbook. (Published by University of Wisconsin) 


MINIMUM RECOMMENDED SPEEDS OF CUTTER FANS TO ELEVATE ENSILAGE 


INTO SILOS OF DIFFERENT HEIGHTS USING 8-HP. MOTOR* 


Cutter Fan 
Inches 
i (Wing Tip to Height of Silo in Feet | 
Wing Tip) 25' 30' 35' 40 45” 50” 55” 60” 15! 
Recommended Fan Speed, Revolutions per Minute 
30 500 530 575 610 0 690 750 835 
32 465 495 540 4575 610 645 615 105 135 
34 440 465 510 40 570 610 635 660 180 
| 36 415 440 480 510 540 575 600 625 695 
| 38 390 415 450 480 510 545 510 595 660 
| 40 370 395 430 460 485 515 540 565 625 
| 42 355 380 410 435 465 490 515 535 595 
44 340 360 390 415 440 410 490 510 570 
| 46 325 345 375 400 425 ‘450 470 490 545 
48 310 330 360 380 405 430 450 470 520 
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MOTORS AND CONTROL 
FARM. WORK 


INFORMATION SHOWING THE TYPE OF MOTOR AND CONTROL FOR 
VARIOUS TYPES OF MACHINERY USED ON THE FARM 


FARM JOB 


Name 


Milking Machine 
(Pipe Line Type) 
Refrigerator (Dairy)f 


Hay Hoist 


Grain Elevator 
(Inside or outside) 


Bone Grinder 
Cider Mill (large) 


Feed Grinder 
Hammer Type* 
Burr Type 


Feed Mixer 


Grain Blower Elevator* 
Wood Saw 
Eneilage Cutter 


Hay Baler 


Spraying Plant 
(Stationary) 


' Husking and Shredding 
Corn 


Irrigation 


Speed Pulley 
Recommended Recommended 


Rpm. 
800 
See mfrs. 
specification 
Rope speed 


100-200 
ft./min 


See mfrs. 
specification 


See mfrs. 
specification 
See mfrs. 
specification 
3500 
800 


See mfrs. 
specification 


3500 
1300 
зк PRINT 
No. 843 
600 


600 


See mfrs. 
specification 


Dia. Inches 
6 
Determine by 
formula 


Determine by 
formula to 
give correct 
rope speed 
Determine by 
formula 


Determine by 


. formula 


Determine by 
formula 


4 
12 


Determine by 
formula 


4 
6 


Determine by 
formula 


16 


13 


Determine by 
formula 


MOTOR . CONTROL 
ALTENNATE 
if R PuLLey uM Westing 
XCOMMENDED estinghouse house 
Meet INcuzs Pushbutton Manual 
Used Dia. Face Clasa No. Class No. 
1 3 2% Sentinel WK-18 
Breakertt 
xol 3 2% Sentinel WK-18 
| Breakertt 
3or5 ` 5% 6% WK-161t or 10-030 
11-200 
3 оғ5 5% 634 WK-1l6ft or 10-030 
11-200 
5 414 6% 11-200 10-030 
5 414 624 11-200 10-030 
5 8 6% 11-200 10-030 . 

5 5% 64 11-200 10-030 

5 5% 6% 11-200 10-030 

5 8 6% 11-200 10-030 

5 4M 6% 11-200 10-030 

5 ог764 4% 6% 11-200 10-030 
S or 714 514 6% 11-200 10-030 
Sor 71 4% 6% 11-900 10-030 
Sor7 4% 6% 11-200 10-030 


Depends on conditions and capacity of pump. See manufacturers requirements, 


* If an individual motor is justified for these machines, it may be desired to use a 3450-Rpm. motor direct connected to 
eliminate pulleys and belts. t Would generally be permanently installed. (f These are manual starters. 


MOTOR PULLEY DIAMETER 


Dia. of зи” 416" 515" 8” 9“ 
Pulley on Approx. Rem. or Driven 
Driven Macuine with Fur. Loap Motor 
Machine Spgep or 1750 Rem 
3” 2040 2580 3140 4000 25% dau 
4" 1530 1930 2300 3000 3500 3950 
5” 1225 1540 1880 2400 2800 3150 
6” 1020 1290 1570 2000 2340 2620 
8” 765 965 1145 1500 1750 1970 
10” 612 770 940 1200 1400 1575 
12” 510 640 785 1000 1170 1310 
14” 437 550 670 860 1000 1120 
16” 383 480 580 150 880 990 
18” 34Q 430 520 670 180 880 
20” 306 385 470 600 700 790 
22” 278 350 430 550 640 720 
24” 255 320 390 500 580 ыға 


FORMULA FOR FIGURING PULLEY SIZES AND SPEEDS 


For machine speeds and pulley sizes not covered in the tables, the 
following simple formula may be used. 


Motor Pulley diameter X Motor Rpm. 
Machine Rpm. 


(Pulley diameters should be figured in inches) 


Machine Pulley Diameter = 


For example, the motor pulley is 8 inches in diameter. The motor 
speed is 1750 revolutions per minute. It is desired to operate a 
hammer mill at 3500 rpm. What size pulley should he used on the 
mill? 

Using the formula, we get: 

8x 1750 


3500 ^^ 4 inches 


Hammer Mill Pulley Diameter = 










HAND OPERATED 
ACROSS - THE-LINE 
SWITCH. 













CONTACTS PLACED 
ON MOVABLE ASSEMBLY. 
A MAGNET 15 REQUIRED 
TO OPERATE THEM. 


CONTACTS CLOSE 
WHEN MAGNET IS 
ENERGIZED. START 
BUTTON MUST BE 
HELD DOWN OR 
CONTACTS WILL 
DROP OUT. THIS 
DEMONSTRATES 

THE NEED FOR 

ыл ы ыш -) A"STICK CIRCUIT". 


--------....-.....4 


г-------+ 


DEVELOPMENT OF AN 


ACROSS -THE- LINE STARTER 






























BY ADDITION OF 
THE STICK CONTACTS 
AND THE DOTTED 
CONNECTIONS, THE 
STICK CIRCUIT 1S 
COMPLETED AND THE 
MAGNET REMAINS 
ENERGIZED AFTER 
THE START BUTTON 
15 RELEASED. 





ADDITION OF THE 
OVERLOAD TRIP 
COILS COMPLETES 
THE UNIT. THIS 
STARTER PROTECTS 
THE MOTOR FROM 
OVERLOAD AND LOW 
VOLTAGE AND IT 
CAN BE REMOTELY 
CONTROLLED 




















NOTE THAT THE OVERLOAD 
TRIP CONTACTS ARE IN SERIES 
WITH ONE ANOTHER AND THAT THEY 
BREAK THE MAGNET 
CIRCUIT. 







SHADING COIL 7 





ПШ 






> MAIN COIL 









A = FLUX OF MAIN COIL 
т А В = FLUX OF SHADING COIL 








THE SHAOING COL 15 USED TO PREVENT VIBRATION 
OF THE MAGNET ARMATURE, DUE TO PULSATIONS IN THE 
PULL CAUSED BY THE MAGNETIC FLUX FALLING TO 
ZERO TWICE PER CYCLE. AS SHOWN BY THE CURVES, 
THE SHADING COIL SETS UP A FLUX IN THE POLE 
FACE 90° OUT OF PHASE WITH THE FLUX OF THE MAIN 
COIL, THEREBY PRODUCING A PULL ON THE ARMATURE 
AT ALL TIMES. 









COYNE. 
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ALLEN BRADLEY 


ACROSS THE LINE AUTOMATIC MOTOR STARTING SWITCH. ТҮРЕ "А". 


SHADING СОМЫ 
USED TO PRE- 
VENT VIBRATION 
OF THE ARMATURE. 


HOLDING 2 


2 Ç О ÇV 
/ š 
ye 7 ae É h =o STICK oR 


Z222 — 4 HOLDING 
=) S 
9 | 





OVERLOAD С 
TRIP CONTACTS 


THERMAL OVERLOAD / | 
RELAY 


COYNE ELECTRICAL SCHOOL. 


WHEN AN OVERLOAD OCCURS THE HEATER 3 PHASE LINE 
MELTS THE SOLDER WHICH ALLOWS THE 

ARM “A” TO MOVE UPWARD OPENING OVER- 

LOAD TRIP CONTACTS. 


RATCHET- 
SOLDER % 


TRIP 
CONTACTS 4 


HOLDING 
MAGNET. 








Wiring Diagrams 


CLASS 8501 


SEPARATE 
CONTROL CIRC. 


LOAD 


ТУРЕ$ НИ-К!1 


SEPARATE 
CONTROL CIRC. 


LOAD 


TYPES H22-K22 





SEPAR 
CONTROL CIRC. 


TYPE H28 


SEPARATE 
CONTROL CIRC. 


LOAD 


TYPES H15-K15 


SEPARATE 
CONTROL CIRC. 


LOAD 


TYPES H24-K24 


ATE 


NORM. 
CLOSED 


SEPARATE 
CONTROL CIRC. 


NORM. 
OPEN 


TYPES H18-K18 


SEPARATE 
CONTROL CIRC. 


TYPE K 3O 


SQUARE D COMPANY 


А. С. MAGNETIC RELAYS 


NORM. 


NORM. 
CLOSED OPEN 


SEPARATE 
CONTROL CIRC. 


LINE 


TYPES H20-K20 


SEPARATE 
CONTROL CIRC. 


SEPARATE 
CONTROL CIRC. 


MOTOR 


TYPE K32 


1748-86 
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GENERAL ELECTRIC MAGNETIC SWITCH 


Start 


Stop 


pes “2 j^ 
| ШО. Push button Station 


Running magnet 





—— OVERLOAD. TRIP CONTACTS. 


— HEATER. 


Temperature overload relay 


THIS Sw. ARRANGEMENT 16 


AVTOMAT ICALLY . 


JF S.PS.7 switth/s vsed 
Connect @3 Shown 


š 3. USED WHEN MOTOR iS TO 
2 / BE STOPPED AND STARTED 
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3 PHASE ACROSS THE LINE MOTOR STARTER. (WESTINGHOUSE) 


OVERLOAD 
TRIP SW., . 
STOP SW. 
& RESET. 


N 


— P S ÉL 


N 
хх Юя А Ка АҚҚУ ОАА 


La L3 


THERMAL OVERLOAD 
RELAY DETAIL. 


"DE-ION" ARC QUENCHER. 


АДАЛ 
АЛДП 
2444.44.44 4) 


As the contacts separate, 
the specially shaped moving 
contact gives a magnetic 
reaction that forces the 
arc into the "DE-ION" grids 
where it is sliced into a 
series of arcs. At the 
next zero point on the I 
cycle, the air adjacent to 
each grid is deionized, and 
the arc is put out. 








The bi-metal diaphragm consists of a soft metal disc such as brass (shaded with 
.diagonal lines) placed between 2 steel discs of diaphragm steel. Тһе adjusting 
screw, which is supported by a steel bridge, conducts the heat to the bi-metal 
diaphragm. The brass expands more rapidly than the steel with a rise in temper- 
ature. If the screw is properly adjusted, the diaghragm center will move toward 
the overload trip switch and open it, interrupting the magnet circuit, thus re- 
leasing the motor from the supply when an overload occures. Thermal overload re- 
leases usually require resetting by hand. 











e? muoa 


66-2 0001 
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FRONT VIEW DIAGRAM | 


4/242 L3 47 42 L5 


CONNECT 
PROPER 
LINES AND 
/7гтз б юре 7/ Гг ТЗ 


TERMINALS Y a 
70 STARTER 


2 PHASE 
3 


3 PHASE WIRE. 
L3 /$ COMMON LIME 


PILOT DEVI 
2 WIRE TYPE WHEN MORE THAN 


3 WIRE ТҮРЕ 
SNAP SWITCH, 2 я---- ONE PUSH BUTTON 


х 
FLOAT SWITCH A STATION (5 USED 


-- CONNECT PER 
99 DOTTED LINES 
Q ом////мб 
J CONNECTION ‘A-A 


"E CONNECTIONS FOR A.C. AUFOMATIC STARTER WITH ¥489 OVERLOAD WITN 
RESET 


ا = НИ И‏ و 
С”‏ 1958 202041 
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CMARLES BRUNING CO., INC. 


Wiring Diacrams 





CLASS 8536 


LINE DIAGRAM FOR THREE POLE STARTER 
USED WITH THREE PHASE MOTOR 


WIRING DIAGRAM FOR TYPE 
S-16A STARTER USED WITH 
THREE PHASE MOTOR 


тин, эн санта 
Monterey Comet 


төө want. 
HANATAINED, 
матаны ОшТ. 


онт с? / 


WIRING OIAGRAM FOR TYPE 
R-10B STARTER USED WITH 
THREE PHASE MOTOR 





A. G. LINE VOLTAGE MAGNETIC STARTERS—TWO AND THREE PHASE 


AUTO.- OFF - HAND. 2-wi 


AUTOMATIC 


RE 
SELECTOR SWITCH CONTROL DEVICE 


LINE DIAGRAM FOR THREE POLE STARTER 
WITH SELECTOR SWITCH USED WITH 


THREE PHASE MOTOR 


@өт-с® c. 7 


WIRING DIAGRAM FOR TYPE 
$-188 STARTER USED WITH 
THREE PHASE MOTOR 


АТААТ 
sme 
TWO WIRE CONTRS, 
MAANED- conTacT 
G-D og / 
WIRING DIAGRAM FOR TYPE 


T2 OR U-2 STARTER USED 
WITH THREE PHASE MOTOR 


WIRING DIAGRAM FOR ТҮРЕ R-12B 


STARTER USED WITH TWO PHASE MOTOR 


WIRING DIAGRAM FOR TYPE 
5-18С STARTER USED WITH 
THREE PHASE MOTOR 


WIRING DIAGRAM FOR TYPE 
G-1 STARTER USED WITH 
THREE PHASE MOTOR 


2 WIRE CONTROL 
OMIT C2 


WIRING DIAGRAM FOR TYPE S-208 


STARTER USED WITH TWO PHASE MOTOR 





SQUARE D COMPANY 


LINE DIAGRAM FOR FOUR POLE STARTER 
USED WITH TWO PHASE MOTOR ON 
FOUR WIRE POWER SYSTEM 


LINE DIAGRAM FOR THREE POLE STARTER 
USED WITH TWO PHASE MOTOR ON 
FOUR WIRE POWER SYSTEM 


LINE DIAGRAM FOR THREE POLE STARTER 
USED WITH TWO PHASE MOTOR ON 
THREE WIRE POWER SYSTEM 





WIRING DIAGRAM FOR TYPE T-4 OR U-4 
STARTER USED WITH TWO PHASE MOTOR 


1748 -810 
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Wiring DIAGRAMS 








A. C. LIME VOLTAGE MAGNETIC STARTERS — SINGLE PHASE CLASS 8536 


JUMPER CONNECTIONS AUTOMATIC 
D B C A UTO: OFF - HAND. 
SELECTOR SWITCH 
FOR 110 VOLTS. 
э ° € A 
° €— о 
FOR 220 VOLTS 





LINE DIAGRAM FOR SINGLE PHASE STARTER WITH SELECTOR SWITCH 
USED WITH DUAL VOLTAGE MOTOR CONNECTED FOR 220 VOLTS 


| LINE DIAGRAM FOR SINGLE PHASE STARTER 

| USED WITH DUAL VOLTAGE MOTOR CONNECTED FOR IIO VOLTS 
| 
| 
i 


WIRING DIAGRAM FOR SINGLE PHASE 
n. STARTER USED WITH BUAL VOLTAGE 
| % ry MOTOR CONNECTED POR 10 VOLTS. 


WIRING DIAGRAM FOR SINGLE PHASE 
STARTER USED WITH DUAL VOLTAGE 
MOTOR CONNECTED FOR 220 VOLTS. 


= 








JUMPER CONNECTIONS FOR SIZES 
Q,I, AND IX. SINGLE PHASE STARTERS 


D B C А э» 8 C A 
€9 و‎ 69 • 
FOR 110 VOLTS FOR 220 VOLTS 


| TYPE R-8C ТҮРЕ 5-14С TYPE S-16C 








WIRING DIAGRAMS FOR SIZE O, 
SINGLE PHASE STARTERS USED WITH 
A SINGLE VOLTAGE MOTOR. SEE 
RIGHT HAND COLUMN FOR COIL 
JUMPER POSITIONS AND CONNECTIONS 
FOR DUAL VOLTAGE MOTORS. 





WIRING DIAGRAMS FOR SIZE I, 
SINGLE PHASE STARTERS USED WITH 
A SINGLE VOLTAGE MOTOR. SEE 
RIGHT HAND COLUMN FOR COIL 
JUMPER POSITIONS AND CONNECTIONS 
FOR DUAL VOLTAGE MOTORS. 


SQUARE D COMPANY 


WIRING DIAGRAMS FOR SIZE 1%, 
SINGLE PHASE STARTERS USED WITH 
A SINGLE VOLTAGE MOTOR. SEE 
RIGHT HANQ COLUMN FOR COIL 
JUMPER POSITIONS AND. CONNECTIONS 
FOR DUAL VOLTAGE MOTORS. 


WIRING DIAGRAM POR SIZE E OR TE THREE 
POLE STARTER USED ON SINGLE PHASE 
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WESTINGHOUSE ACROSS THE LINE STARTER WITH PHOTO CELL CONTROL 


= 


Job *2 E 


SPHASE 220E 


































RECTIFIER 
TUBE 


s <  “ s s gG s “ Q 9 s s “ “ D‏ کس سے که 


— — æ — — جت س‎  — s s s s s m s s s oe 


PHOTO-CELL CONTROL 





In the operation of electrical equipment there are many situations where direct electrical 
connections between the operating apparatus and the point of control is undesirable, it is 
under such circumstances that photo-cell controls are frequently used, and this job demon- 
strates such an application. When considering the operation of such controls, it will aid 
the understanding to think of the photo-cell merely as a light-operated switch - as a 

switch which completes a circuit whenever a sufficient quantity of light falls upon it. 


The control shown above employs a Type 83 tube as a full-wave rectifier to supply the nec- 
essary D.C. voltages, & Type CE-1C Cetron photo-cell tube as the light-opereted switch, a 
Type 56 tube to amplify the minute current carried by the photo-cell, and an FG-17 
fhyratron tube to complete or interrupt the circuit for the power relay "P". The Thyratron 
is & mercury-vapor, grid-controlledtube of relatively high current carrying capacity. The 
photo-cell is equipped with a centrally-located anode, and a caesium oxide-coated cathode 
which has the characteristic of emitting electrons wherever light falls upon it - these 
electrons constitute the photo-cell current 





When & beam of light falls on the photo-cell cathode, the positively charged anode (85 
' volts D.C.) attracts the emitted electrons and the tube conducts a current of about 100 
micro-amperes which, flowing through resistor "R", raises the potential of grid of the 
56 tube, causing its plate current to increase, and the increase in current induces a 
voltage in the secondary winding of coupling transformer "I" which drives the grid of the 
Thryatron more positive, with the result that it conducts and allows current to flow 
through relay "P". Тһе relay contacts close and complete the circuit for magnet "M" which 
operates the controller. 






When the light beam is interrupted, current ceases to flow through the photo-cell and 
resistance "R", with the result that the potential of point "E" falls, there by reducing 
the plate current of the 56 tube. This reduction in current induces a voltage in the 
secondary winding of the coupling transformer of a polarity opposite to that produced be- 
fore, and by lowering the negative potential on the grid, enables the tube to regain con- 
trol and de-energize "P". Contacts "C" open the main controller contacts drop out to stop 
ihe motor. : 
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ALLEN BRADLEY 
JEMI-AUTOMATIC RESISTANCE STARTER. TYPE H-1652 


VOLTS : 220 PHASE:3 


CYCLE: 60 


" p mn 
77772772 РТР MI T } 


TTT АҒА 77240 М у - 
. mm < | 

с>» 

а 
SS UP 


CARBON PILE 
=| DEPRESSER HANDLES 


CARBON 
PUE 
RESISTORS 


ШШШ ИШ 





NO: 1146306 


ДАС) 


RUNNING CONTACTORS 


BIN | 
| УУК | WAY 
ө ° 


ALLEN BRADLEY | 
TYPE J 2052 AUTOMATIC RESISTANCE 


STARTER J PHASE 


SM STARTING MAGNET ЯМ RUNNING MAGNET 
SM ¢ RM ARE UNDERVOLTAGE RELAYS 


BLOW-OUT 
£3 


STARTING CONTACTORS 
STIKK CONTACTS 


CARBON P/LE 
` RESISTORS 


Ai 
VMAS 
DI OIN | Q 


— OVERLOAD 
TRIP CONTACTS 
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2 WRE PILOT OEVICE 





WHEN MORE THAN ONE 
PUSH BUTTON STATION IS 
USED CONNECT PER 
DOTTED LINES OMIT TING 
CONNECTION “А-А”. 


CONNECTIONS FOR PRIMARY RESISTOR AUTOMATIC STARTER 


pe | are 

42.4 @ — 

T RT Dee 
8009 | DI 


CUTLER-HAMMER ІМС. “ежен. ©з mt w Y OR 









Wiring DIAGRAMS 


A. C. REDUCED VOLTAGE STARTERS—PRIMARY RESISTOR TYPE CLASSES 8547, 8747 





TYPICAL LINE DIAGRAM FOR 

CLASS 8547 SINGLE PHASE, 

NON-REVERSING PRIMARY TYPICAL LINE DIAGRAM FOR 

RESISTOR TYPE STARTER CLASS 8547 THREE PHASE, 
NON-REVERSING PRIMARY 
RESISTOR TYPE STARTER 


norman’ sro» 
ot Р R سه‎ сг cs 


— 
REVERSE 
c3 ei c4 





TYPICAL LINE DIAGRAM FOR 
CLASS 8747 THREE PHASE, 
REVERSING PRIMARY RESISTOR 
TYPE STARTER 


Wiring diagrams changed since previous issue. 
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Wiring DiacRams 


D 


CLASS 8550, 8150 SECONDARY RESISTOR TYPE REDUCED VOLTAGE STARTERS 








о. 


с = сг 
Р 
— 





TYPICAL LINE DIAGRAM FOR 
CLASS 8550 NON-REVERSING 
WOUND ROTOR MOTOR STARTER 
WITH THREE POINTS OF 
ACCELERATION. 


CLASS 8606 


TR 





No changes since previous issue. 


STOP 


Е FORWARD 
cs 


с мэй с? 


oL 









REVERSE 
=. c4 


TYPICAL LINE DIAGRAM FOR 
CLASS 8750 REVERSING 
WOUND ROTOR MOTOR STARTER 
WITH TWO POINTS ОЕ 
ACCELERATION. 
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A. C. AUTOMATIC COMPENSATORS 


TYPICAL LINE DIAGRAM FOR 
CLASS 8606 AIR BREAK TYPE 
A.C. MAGNETIC COMPENSATOR 


1748-B8 


SQUARE D COMPANY 


PRINCIPLES OF AUTO -TRANSFORMER STARTERS 


E= 220 VOLTS 

Z= 2.2 OnMS5 

I= 100 AMPS. 

T= 10 LB. FT. 
MOTOR STARTSAT FULL 
LINE VOLTAGE AND DRAWS 
A HEAVY CURRENT FROM 
THE LINE. 


VOLTAGE AT STARTING 15 
REDUCED BY AUTO- TRANS. 
NOTE THAT THE LINE WATTS 


| EQUAL MOTOR WATTS, BUT 


THAT LINE CURRENT IS ONLY 
Y2 MOTOR CURRENT. 


—— CURRENT FROM LINE 


---? INDUCED CURRENT 


ш 
^ 
« 
x 
а. 
м 
“ 
о 
м 
ч 


MOTOR STARTING AT FULL 

LINE VOLTAGE. NOTE 
THAT ALL LINES CARRY 
THE SAME CURRENT. 
VOLTAGE BETWEEN ANY 
PAIR OF WIRES 15 THE 
SAME. 


NOTE THAT LINE 
CURRENT [5 ONLY 
50% OF MOTOR 

CURRENT. 


220€ 3PH. HOE 3PH. 


220 € 3PH. 


E= 4140 VOLTS 

z 2.2 OnMS 

I 50 AMPS. 

T 2. LB. FT. 
MOTOR STARTS WITH 
REDUCED VOLTAGE .CURRENT 


AND TORQUE ARE REDUCED 
ALSO. 


‘AFTER A CERTAIN 
INTERVAL OF TIME 
MOTOR LS SWITCHED 
ACROSS THE LINE 
AND TRANSFORMER 
IS CUT OUT. 


STARTING AT HALF 
VOLTAGE. NOTE THAT: 
CURRENT IS HALVED. 
TORQUE LS QUARTERED, 


WHEN RUNNING 
MOTOR IS 
CONNECTED 


DIRECTLY 
ACROSS LINE, 


THE TWO TRANS. 
ARRANGEMENT MAY 
BE USED FOR EITHER 
2 PH. OR 3PH. STARTERS. 
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WESTERN ELECTRIC AUTO STARTER 
NO. К.971 
CR-/034 TYPE NR 16/0 FORM H3-P/ 
VOLTS PRI. 220 SEC. 110-175 
TYPE | FORM K HP 10 
CYCLES 60 3 PHASE 
wc TRIP CONTACTS, 


TERMINAL 
BOARD 


HOLDING MAGNET 


& NO VOLTAGE 
RELEASE 


MOVING 


CONTACTS STATIONARY 


CONTACTS 


AUTO TRANSFORMERS AUTO TRANS. 
CONNECTED STAR 





WESTINGHOUSE 
ELECTRIC & MFG. CO. 
1118 AUTO STARTER 
5-8 НР 220 VOLTS GOCYCLES 
| | STYLE М2? 185156 









Overload trip contacts 
ү. 


@ Overload Trip Coils 


Line 
— 
— 
م‎ 
Terminal Board 
Stationary Contacts 
No Voltage 
Release Movable Contacts 





Stationary Contacts 


Avto Transformers 
Open Delta ——* "0 
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LINES 
42 41 43 


PUSH BUTTON TO STOP 
OR 70 RESET OVERLOAD 


TRANS. 








REAR 
FINGERS 
FRONT 
FINGERS 
-4--1--- -------- 
7/ T£ T3 T/ T2 T3 
FOR 2 PHASE 3 WIRE 
A43 /5 COMMON LIWE 14 
MOTOR ` MOTOR 
© © 
' YJ PHASE 2 PHRASE 
J WIRE 
iE CONNECTIONS FOR AUTO-TRANSFORMER STARTER WITH OVERLOAD AND LOW VOLTAGE 


PROTECTION — 2 PHASE Y WIRE OR 3 PHASE. و‎ 
a | Sop. No 
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WIRING DIAGRAMS 


A. C. MANUAL COMPENSATORS | CLASS 2205 





1748-B5 


CLASS 2205 THREE PHASE A.C. MANUAL 
COMPENSATOR WITH OIL DASHPOT 
TYPE MAGNETIC OVERLOAD RELAYS 





A. C. MANUAL SPEED REGULATORS CLASS 2310 





CLASS 2310 MANUAL SPEED 
REGULATOR INTERLOCKED WITH 
CLASS 8S36 MAGNETIC STARTER 
FOR CONTROL OF SLIP RING MOTOR 





1748-В5 
SLIP RING 4 B. 
MOTOR 


SQUARE D COMPANY 
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GENERAL ELECTRIC AUTOMATIC. COMPENSATOR 


| (~~) о соп. 


Runn ing 


Magnet- 


STARTING 
LJ ^77 CoNTACTS 


STICK CONTACTS 


THERMOSTATIC 
OVERLOAD RELEASE 


I 
| 4 
| < 





WESTINGHOUSE AUT OMA TIC COMPENSA TR 
= op A 


| 
i 
9 
3 


@ OVERLOAD RELAY 
Q@RUNNING MAGNET 
@ STARTING MAGNET 
@O TIMING RELAY 
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ALLEN BRADLEY AUTO TRANSFORMER STARTER - 


Motor 


Line 
|] starting 


switch. г Motor 


running sw. switch. 


ra 


[NANA AMNA MANY SNS ҚА лы ыу 


Magnetic 
timer. 


Thermal 
overload 


OFF POSITION STARTING POSITION RUNNING POSITION 








440 89e >73 


3 PHASE 


1% 






18 COMMON LINE 










LINES 
VA VA QOL 


PANEL SAME AS 
SVPHASE EXCEPT 
OMIT JUMPE 


PHASE 
ew URS. 


CONNECTIONS 


A 
: cusenee @ 
тео. 


a 





c 
Di 
E 
F 


2 WIRE PILOT DEVICE 
eal 
3 


3 WIRE PILOT DEVICE 


qp em "cn “3 
-———- |» 
p Ras 
121 اسلا‎ 


i Че]. 
3 ------ <) 


WHEN MORE THAN ONE 
PUSH BUTTON STATION 15 
USED CONNECT PER 
DOTTED LINES OMITTING 
CONNECTION “А-А”. 


LINE DiAGRAM= 7438 40D\ 


FoR BOLL. 962) 
COMPENSATOR, 


- қ рей ым 


ems AL 


. INC. мимликае = saw усак 





AUTOMATIC 


| Sanan мо. 





zz =" 


ee... 0 





74%4-1 D2 


BASURA C 


LINE 













AUTO- TRANSFORMER 









4 





BU, 
LAN 


CONTACT ВАА. РОК RM. 
HEATER 


LINE ш 


Е 
„ды SI FOR 2 PHASE 3WIRE 


L3 15 COMMON. LINE 
AND T3 IS COMMON 
MOTOR LEAD. 


THE CUTLER HAMMER MFO. CO, 
AUTOMATIC COMPENSATOR 
MAL. 10K.P. 20 AMP. 
NO. 9621 2BA TYPE A" 
220 VOLTS 60 CYCLE . 


PHOTO ELECTRIC CELL 


E 
' 
' 
' 
' 
! 
' 
' 







р мое. име 


ее 
асы маш аша EE 















ШОИ 
gn 
ИНД» 
ШАШ 


(1) Light causes photo-cell to conduct permitting 
current to flow as shown by open arrows. 

(2} Voltage drop across 1 meg. resistor makes grid 
"G" more positive and increases plate current of the 
$7 tube. This circuit is traced in closed arrows. 
(3) Increased plate current operates relay "R" whose 
contacts energize the power relay. 

(4) Power relay contacts close and actuate the mag- 
net on the motor starter. 


r... 


- Variable resistor "V.R." is used to adjust the value 


of the plate current so that the relay "R" will no 
operate when ihe photo-cell is dark. 





Y 


5491 |04302 


М7 








STAR-DELTA STARTERS 





This job is used to demonstrate the difference between the ends of each phase оп а 
$ phase winding, and to show that this difference must be taken into account when 


the phases are connected together. 


Proper connection of the windings on any ‘3 phase motor, generator, or transformer, 
must be preceded by identification of the phase ends as starts and finishes, just 
as the proper connection of a battery to others must be preceded by the finding of 


the positive and negative terminals. 


The simplest method of finding the starts and finishes of the phases in a three 


phase motor is given below. Follow each step carefully. 


With the windings con- 


nected star, a test will show unequal voltage per phase with an incorrect connec 
tion. This explains why the motor hums when the phases are improperly arranged. 


STAR CONNECTION. SYMBOL-Y 
PHASE Е = .56 Хх LINE E 
LINE € =1.73 % PHASE E 


DELTA CONNECTION 
SYMBOL- A 
PH.E = LINE € 


ASSUME 3 ENDS TO BE 
FINISHES AND CONNECT 
TOGETHER . CONNECT 3 
STARTS ТО LINE. 


TESTING TO FIND THE 
ENDS OF THE PHASES. 


REPLACE "А" LEADS 
AND REVERSE LEADS 
OF'"E'PHASE. IF NO 
IMPROVEMENT SEE #5, 


REPLACE "B” LEADS 
AND REVERSE LEADS 
OF PHASE ’C". MOTOR 
SHOULD NOW OPERATE. 


Y 


COMPLETE 
STAR- DELTA 

SWITCHING 
CONNECTIONS 


SIMPLE DIAGRAM OF A 
STAR-DELTA STARTER 


IF MOTOR 15 NOISY 
REVERSE LEADS CONNECTED 
TO PHASE"A" IF NO IMPROVE- 
MENT SEE 24. 


* 6 


SSFSFF 


WHEN MOTOR 
OPERATES MARK 
PHASES AS SHOWN 








1. 
| button 
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8 WAYS TO APPLY THE PLUGGING SWITCH 


Operation in one direction. Pressing Stop 
plugs motor to stop. 


| 4. Same as number three except direction 








button need not be held down until motor 


starts. Pressing Stop button plugs motor to Stop 
from both directions. 


7. Operation in one direction. Jogging pro- 
vided without auxiliary jogging relay by means 
of push-button station with latch for jogging. 
Plug to stop from either direction. 












3. Operation in both directions. In 

starting, direction button must be held down 
until motor starts. Coast to мор if Stop button is 
held down—plug to Stop if button is released. 


2. Operation in one direction. Pressing Stop 
button and immediately releasing it permits 
coast-stop. Holding Stop button down plugs 
motor to a stop. 








6. Operation in either direction. Jogging for- 
ward and reverse provided by auxiliary jogging 
relays. Plug-stop from both directions. 


5. Operation in one direction. Plug-stoj 
when Stop button is pressed. Jogging wi 
auxiliary jogging relay. 





Key to symbols in elementary diagrams 
For other circuits to fill special requirements, 
consult your G-E office. 


8. Operation in either direction from main- 
tained-contact station. Plug to stop from either 
direction when switch is turned to Off. Мо 
undervoltage protection. 








` Contact Arrangement Rotation 
i to Operate 
Single-pole, Contacts 


Double-throw (Facing Shaft) 


CR2962 Form 












Clockwise or 


Both throws normally open 
s counterclockwise 


One throw normally open, 


one throw normally closed |Clockwise 


One throw normally open, 


one throw normally closed | Counterclockwise 











—————— %$ : | 
For Adjustment £ Ж 
Lockout с e 
Coil Range š $ 2! | 
40-140 | 140-750 %2 | | 
Rpm Rpm v5 1! d 
40 ti Nag 
“ad 
Í Yes А1А AID 
| No | A2A | A2D 55 
{ Yes | alB | ALE Fh 
£ 
| м | зв | А28 $e 
[ Yes | A1C А1Р EH 
< 
( № A2C A2F Speed in rpm 








GENERAL @ ELECTRIC 


SCHENECTADY, N.Y. 


mave VUVUIILI VI ICI 3 


STANDARD Line Diacram SYMBOLS. 





` 


SELECTOR SWITCH AND ACCOMPANYING TARGET TABLE 


DOUBLE CIRCUIT UNITS 





FUNCTION 


X- INDICATES | orr | 

“со” [en | 

D CLOSED 
TORQUE 


MICROFLEX TIMER 












TIMER I 
CLUTCH SOL. 






WITH EACH TIMER INDICATE 
EAGLE SIGNAL ARRANGEMENT 


NUMBER AND SHOW THE TARGET POWER OFF 
TABLE FOR THAT ARRANGEMENT: 


TIMING 
TIMED OUT 


ARRANGEMENT 1 
NO. 1. 








TIMER I G.E.TIMER 
CLUTCH SOL. п R | (CR 2820-1099) 






| эєаоємсе [т |та |тэ[те[ та | 
[rower ore | [x] [[ |] 
ro croses | |x] x| xla] 
маме | 
Time our [x| [x] 
[aser | РГ | 





INDICATE ON OR WITH 
LINE DIAGRAM THE 


T! CORRECT TARGET TABLE; 
0 FOR EXAMPLE : 











FULL WAVE RECTIFIER 








MECHANICALLY HELD CONTACTORS 


CRI 


Ul 


EACH INITIALLY CLOSED THIS RELAY !S SHOWN IN 
CRI CONTACT SHOWN THUS. THE POSITION OBTAINED 
4k BY ENERGIZING COIL 
EACH INITIALLY OPEN са: (и) LAST. 


CONTACT SHOWN THUS. 
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TYPE TSA-14 TIME SWITCHES 















Die-cast base, suit- 
able for indoor or 
outdoor installa- 
tions. 





Dial marked in per 
cent of total time 
cycle, Easy to set. 








Pointer indicates 


time set. 





Pipe nipple for con- 
venient mounting 









> 






Sturdy, long-lived 
Spur-gear train. 


Lug for seal wire. 





Flexible leads with 
color code for easy 
wiring. 





Fig. 1 


DESCRIPTION 


The timer consists of a contact-making mecha- 
nism driven by a spur-gear train from a Telechron 
motor, together with a means of adjusting contact- 
closed time as a percentage of the repeating-cycle 
time. 

The contact-making mechanism consists of 
brushes which bear on rotating cams. Silver con- 
tacts are mounted on the brushes, and the contacts 
are snapped "Open" and “Closed” by means of 
steps on the rotating cams. 


Front view 





The timer is housed in a die-cast base and a glass 
cover. This housing is suitable for either indoor 
or outdoor installation. The pipe nipple in the die- 
cast. base furnishes an easy means of mounting 
the timer in a knockout of any convenient junction 
box or switch box. Flexible leads of ample length 
are provided for easily connecting the contacts 
to the circuit to be controlled. 

The cover can be sealed by a standard seal wire 
through lugs on the base and glass cover. 


Motor leads connect ! 

to circuit voltage and | 
frequency marked on ! 

time switch nameplate . | 


Swıtch leads connect 

„| to a-c circuits to be 
| controlled 
n 











Blue — 


Бес r 
8 
s ipipe thread Seal hole 
American 


Standard 





Circuit 2 Сгооп 


M" oi + мз азм о дымы чъа LOI D 


SIMPLIFIED GUIDE 


TO THE SELECTION AND APPLICATION 
OF COMMONLY USED MOTOR CONTROLS 


OE might say that motors and their controls 
^^ go together like "ham and eggs." One cannot 
be considered without the other. 

A motor is limited in what it can accomplish. 
It furnishes torque at the shaft and can run in 
both directions. 

The control is that part of the drive that makes 
the motor do what is desired. But the starting, 
stopping, and reversing of an electric motor are 
only a few of the contributions that motor control 
makes to the efficient operation of the modern 
electric drive. 





A-c magnetic reversing starter with front cover 
removed 


Lines 
L4 12 L3 LI 
ل‎ 











Solenoid brake 
(if used) 






Wiring diagram of CR7009 reversing starter 





Autotransformer-type CR7051, reduced-voltage 
magnetic compensator with built-in undervoltage 
Protection and overload protection 


CR29400nd CR2943 
Push-button stations 


Stort [17] (өшір біпгі 






Lines 







contactor 
run) 


Front 
contactor 
(start) 


Temperature — 
| overload-relay 
heater units 
to be mounted 
| by purchaser 


If S P master НЕ ӘЛІН 
switch is usedi¢! 2 
connect as 
shown 


I 


Taps of auto- 
transformer 





Diagram for connection of CR7051 compensator with a three- 
phase, squirrel-cage induction motor 
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Lines 3-phase 















If solenoid brake 
is used, connect 
per dotted line 


І Undervoltage coil 


Temperature 
overload relay 


Stop-reset button 


Running contacts 
(back) 


Movable contacts 


Starting contacts 
(front) 
Autotrans former | 
Finish ———> 
Tap no.3—— | 
Tap no 2——* | 
ap no.| 
Start | 


E 


Wiring diagram of CR1034 compensator 


($ple) 242 
[m ' [Operating handle 
о 
Swi 


motor control 
1 í XE 


itch 
PE switch 


| 23 





CR2943-A200A 
Push-button station 
(if used) 


OL | 
| 
| 





Motor 


Wiring diagram for CR7008 combination starter 








Starters 





CR1034, size 1 compensator 





G-E CR7008 combination a-c magnetic starter 
with cover open 













2— SPEED CONSEQUENT 
SQUIRREL CAGE 


3 PHASE | LINE 


POLE 
_ MOTOR AND STARTER 
































HIGH SPEED 
CONTACTS =A < 


LOW SPEED 
CONTACTS-¢ 









ИР (64 
(Ц 
п 
2 
quum 


| Я 
УМ 
ein 





HIGH SPEED CONSEQUENT 
POLE CONNECTION. 
CONNECT TO LINE 74-12-16 
CONNECT TOGETHER Ti-T2-T3 
CONSEQUENT POLE CONN- 
ECTION CASES 8 POLE 
WINDING TO OPERATE AS 
4 POLE PARALLEL. STAR. 


LOW SPEED SERIES 
DELTA 8 POLE 
STATOR WINDING o 
CONNECT TO 

LINE Ta-Te-T3 
OPEN Т4-75-76 


T+ 




























With a given frequency, the speed of an induction motor can be changed only by altering the number of 
poles. This may be accomplished by: (a) using two distinct windings in the stator; (b) employing a 
special winding in which the number of poles can be varied by reconnecting the winding external to the 
motor. Тһе winding in the motor shown above uses the latter method, one connection producing four 
poles and the other eight and giving speeds of about 1800 and 900 R.P.M. respectively. The required 
change in connections is easily and quickly made by the special type controller shown above. This 
starter has three sets of contactors that are so mechanically and electrically interlocked that press- 
ing of the low speed button will close contactor C only, whereas pushing the high speed button will 
result in A and B belng pulled in, and this action will cause C to drop out. A check on the wiring 
will show that it is impossible for both the high speed and the low speed contactors to be in at the 
same time. Inspect this equipment, note the action of the relays, and trace the circuits. 
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ENGINEERING INFORMATION 
CONNECTION DIAGRAMS MULTI-SPEED CAPACITOR MOTORS 1 PHASE 
TYPE CPXM 3 SPEED 3 WINDING 





TWO RELAY CONTROL SHOWING LOW SPEED & MEDIUM SPEED ON RELAY #1; HIGH SPEED ON RELAY #2 


NOTE; Three pole switch must be used for satisfactory operation of relay if 
used for starting and stopping the motor. If speed changing switch is used 
м е for starting and stopping a 2 pole S.T. disconnect switch may be used. 


E 


< 





To reverse direction of rotation 
interohange T2 & T4, Т12 & Т14, Т22 & T24 





{е : 
q j df 

С — _Aelay#i ^ Relay#2 | 

Capacitor Unit 2 Potential Relays 








TWO RELAY CONTROL SHOWING LOW SPEED ON RELAY Ж1; MEDIUM SPEED & HIGH SPEED ON RELAY #2 


NOTE; Three pole switch must be used for satisfactory operation of relay if 
used for starting and stopping the motor. If speed changing switch is 
Line used for starting and stopping a 2 pole S.T. disconnect switch may be used. 


To reverse direction of rotation interchange 
leads T2 & T4, T12 & T14, T22 & T24 


Capacitor Unit ~ 2 Potential Relays 
ау CENTURY ELECTRIC COMPANY, ST. LOUIS, MO. 
Sec. 





Wiring Diacrams 


CLASS 2510 A. C. MANUAL LINE VOLTAGE STARTERS 


us 

Ti‏ | لد 
L2 | ot T2‏ 
з | T3‏ 


CLASS 2510, TYPE W10 





CLASS 2510, TYPE W20 
FOR TWO-SPEED SEPARATE WINDING 
“Y" CONNECTED MOTORS. 





CLASS 2510, ТҮРЕ М21 
REVERSING STARTER 


1748-84 





SQUARE D COMPANY 














A. C. REVERSING MAGNETIC STARTERS 


FORWARD 
cat 


LINE DIAGRAM FOR REVERSING STARTER USED WITH 
SINGLE PHASE 4-WIRE SPLIT PHASE MOTOR. 


FORWARD 
whe ca 


LINE DIAGRAM FOR REVERSING STARTER USED 
WITH TWO PHASE 4-WIRE MOTOR. 


TYPE S-24 FOR 
REPULSION-INDUCTION MOTORS 


TYPE S-26 FOR 
SPLIT-PHASE MOTORS 


WIRING DIAGRAMS FOR SIZE I, 
SINGLE PHASE REVERSING STARTERS 





SIZE 1- TYPE S-28 


WIRING DIAGRAMS FOR SIZES OOTO 1, 
THREE PHASE REVERSING STARTERS 


LINE DIAGRAM FOR REVERSING STARTER USED WITH 
SINGLE PHRASE 4 WIRE REPULSION-INDUCTION MOTOR 


LINE DIAGRAM FOR THREE PHASE REVERSING 
STARTER USED WITH TWO PHASE MOTOR ON 
3-WIRE POWER SYSTEM. 


Е 


a 


г 
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Wiring Diacrams 





CLASS 8736 


FORWARD 
-de ca SF 


REVERSE 
саг 


LINE DIAGRAM FOR REVERSING STARTER USED 
WITH SINGLE PHASE 3 WIRE MOTOR. 


FORWARD 
- c2 


REVERSE 
€32 A c22 


CINE DIAGRAM FOR REVERSING STARTER USED 
WITH TMREE PHASE 3-WIRE MOTOR. 


SIZE 1 - WITH HORIZONTAL 


CONTACTOR ARRANGEMENT 


SIZE II OR IIl WITH VERTICAL 
CONTACTOR ARRANGEMENT 


SIZE II OR IH WITH VERTICAL 
CONTACTOR ARRANGEMENT 


riu ua ote cn 





SQUARE D COMPANY 


WIRING DIAGRAMS FOR SIZES I TOIII, 
TWO PHASE REVERSING STARTERS 


SIZE II OR IH. WITH HORIZONTAL 
CONTACTOR ARRANGEMENT 











$12Е П ОВ Ш WITH HORIZONTAL 
CONTACTOR ARRANGEMENT 


WIRING DIAGRAMS FOR SIZES II TOY, 
THREE PHASE REVERSING STARTERS 


1748-B12 





DRUM CONTROLLER — SLIP RING INDUCTION MOTOR 
5 SR 


STAR POINT 


4R 


SR 


NOTE-THE RESISTOR NUMBERING 
SYSTEM ANO THE ORDER IN WHICH THE 
DIFFERENT SECTIONS ARE SWORT-CIRCUITED 
MAY VARY WITH DIFFERENT CONTROLLERS. 


STEP 


STEP 3 SHUNT SECTION OF 
RES. BETWEEN Ri AND R12 


TRACE CIRCUIT THROUGH 
EACH STEP SHOWN. 


STEP 2 SHUNT SECTION OF 
RES. BETWEEN Ri AND R22 


STEP4 SHUNT SECTION OF STEP $ CONNECT R23, R13 


RES. BETWEEN Ri AND RZ AND R3 TOGETHER 
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DRUM CONTROLLER (5 SPEED). 


HOLDING 
MAGNET 
АМО NO 
VOLTAGE 
RELEASE 






177-6 4- 
LINE LEADS 2-4-8 » FOR220E. 5-6 ) FOR 440Е. 
3-5-9 e-9 





THREE PHASE SLIPRING INDUCTION MOTOR. 


STATOR CONNECTED 
PARALLEL DELTA. 
ROTOR CONNECTED 
STAR. 






WHEN INTERLOCK IS USED CONNECT TO 
MEET REQUIREMENTS IN ACCORDANCE 7 2 8 2 2 D2 
WITH ONE OE THE DIAGRAMS BELOW Р 


FIG.A 
FOR LOW VOLTAGE PROTECTION ON ALL POINTS EXCEPT | 
POINT #1 WHICH PROVIDES LOW VOLTAGE RELEASE, 















FOR STARTING DUTY -(10 STEPS) 


FOR SPEED REGULATING DUTY-(U STEPS) 
CONNECT AS BELOW. : 


CONNECT AS BELOW. 






| x | 000 | 200 | 
[ду |/eoo | 4oo | 













































NOTE: NOTE: 
FOR STARTING DUTY. FOR SPEED 
CONTROLLERS ARE REGULATING DUTY. 





/ 23565678 9 6 SHIPPED FROM 

FACTORY WITH 

| |pousce F/nNGER 

LUGS AT RÀ R4 R24. 

ELECTRICIAN 1S 
САОТ/ОМЕФ TO CHECK 
CONNECTIONS ТО BE 
CERTAIN THAT THE 
DOUBLE FINGER 
LUGS ARE IN PLACE 


/2345678 9/04. REMOVE 3 DOUBLE 
FINGER LUGS WHICH 
| | | | | CONNECT FINGERS 












R4 TORIA O4T0R5 
«RS TOR 25 AND 
SUBSTITUTE S/A 
SINGLE FINGER 

| | LUGS(WHICH ARE 






















INCLUDED SH/PPED FOR INTERLOCKING WITH PRIMARY MAGNETIC CONTRACTOR 


COMPELLING STARTING FROM “OFF" POSITION-PROUIDES 





WITH EACH DROM SWITCH 

















ONE FOR EACH FING. 

















| #4 05 T4, PIS P24922. LOW- VOLTAGE PROTECTION ON ALL POINTS. 
o THESE CHANGES WILL GE PR z 
о%23 OV/DE 'EMOVE UTTON м 
RE QUIRED NUMBER Кемо Pa ITIN S ON TAA TED 
о^4 z By DOTTED LINES AND 
ба QSSEMBUE AS SHOWN 









NO.OF TERMINAL 
LUGS FURNISHED 
ON SPEED . 
REGULATING 
RES/STOR. 














MOUNTED HERE 
| FOR, CONNECTIONS, Geels 


NTE, 7. 
| Е 
16795 Я ТОС. Lä roc 


FOR C NS SEE 
(4% A ^ 


— —-  ', — 























FOR INTERLOCKING WITH PRIMARY MANUAL SWITCH 


REMOVE BUTTON CONTACT 
FROM POSITION AS INDICATED 
ВУ DOTTED LINES AND 
ASSEMBLE AS SHOWN 














LINES 
LI RLI L4 
I 






PHASE Il 


PRIMARY 
SWITCH 






(oF seh LEE ; 
CONNECTIONS FOR AC NON-REVERSE SLIP-RING MOTOR ` 
DRIM CONTROLLER 3 ais А 

— ГАТ oma =" мании, [32737777 5877218 1 

208 4 CHASE [ма АЙ A tte ly Wing (0737 77, 

rere STE HEN из MOTO ا‎ ИА е = es == Mrd n — —— 


Оо / ы 
CONNECT RESISTOR TERMINALS SHOWN ABOVE TO CORRESPONDING FINGERS IN DRUM CONTROLLER CERTI CUTLER.HAMMER. INC. www (ӨҢІ sew тонк 
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SELSYNS 


For Remote Signaling, Control, and Indication 









© 

А @, саана, Шлак 
о Ч. < 

س 


Standard-type signal indicator 


SELSYN DEVICES 








Selsyn transmitter 





Control bench, with Selsyn indicators 
for double-bascule hridge 


DESCRIPTION AND OPERATION 


“ÇELSYN” is a General Electric trademark for 

self-synchronous devices. These devices are 
similar to 3-phase induction motors, but have two 
definite field poles, the windings of which are 
connected to a single-phase, alternating-current 
source of excitation. Two of these units are used in a 
simple Selsyn system. One is operated at the send- 
ing point as a generator and is called the trans- 
mitter; the other is operated at the receiving point 
as a motor and is known as the receiver. The sec- 
ondary windings of the transmitter are connected to 
those of the receiver, as shown in the diagram be- 
low. 

When the primary excitation circuit is closed, an 
alternating-current voltage is impressed on the 
primary of both the transmitter and the receiver. 
Since the receiver rotor is free to turn, it assumes a 
position similar to that of the transmitter rotor. As 
the transmitter is turned (either manually or me- 
chanically), the receiver rotor follows at the same 
speed and in the same direction. 

The reason for this self-synchronous action is 
because the single-phase current in the primary 
induces voltages in the three legs of each secondary. 
These three voltages ard not equal in magnitude, 
and vary with the position of the rotor. When the 
two rotors are in exactly corresponding positions, 
the voltages induced in the transmitter secondary 





ШИШ 
ОИЦ 





үү | " 
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Torque-resistance curves 


Torqué- inch ounces 
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£ 





шы 
о 20 40 60 80 100 120 140 160 180 
Oegrees displacement 


Type 2J55 Selsyn torque curve ` 


are equal and opposite to those induced in the re- 
ceiver secondary; that is, they are balanced, so 


that no current flows in the secondary windings. 


If, however, the transmitter rotor is moved from 
the original position, the induced voltages are no 
longer equal and opposite, and current flows in the 
secondary windings. This current flow sets up a 


Жаа ا‎ 
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SELSYNS 


FEATURES 


Selsyns are strong and compact. There is no 
complicated assembly of parts that requires adjust- 
ment. and there are no delicate parts to get out of 
order. An important characteristic of the Selsyn 
is its comparatively high torque, which prevents 
the indicator pointer from oscillating when it 
swings into position. An internal mechanical 
damper is furnished with the Selsyn receiver in 
order to prevent oscillation when synchronizing, 
and tp overcome any tendency of the receiver to 
run às a motor. Features which make this system 
desirable for the service to which it is applicable are: 


Reliability, All parts are designed for long life. 
High-grade ball bearings are used in the rotors to 
insure accuracy and to reduce maintenance. 
Collector rings and brushes are used to assure an 
uninterrupted flow of current. 


Accuracy. Selsyns are exceptionally accurate 
because of a careful balance of electric and me- 
chanical parts, and the use of low-friction bearings. 


Continuous Indication. Operation of the in- 
dicator (motor) is definite and at all times in 
agreement with the transmitter (generator). The 
movement is smooth and continuous. 


Instantaneous Response. The indicator re- 
sponds immediately to the changes of position of the 
transmitter. There is no hesitation in starting. The 
transmitter moves, and the indicator follows 
instantly. 





Self-synchronous. If power fails, the indicator 
is automatically reset in agreement with the 
transmitter on resumption of power. Necessity of 
removing the cover and resetting the rotor by 
hand and then checking back and forth with the 
transmitter is obviated. 


Convenient Location. The indicator may be 
located wherever desired. It is small and compact, 
and may be mounted on a panel, pedestal, wall or 
desk, in brief, in the most advantageous posi- 
tion. 


Ease of Installation. It is necessary only to 
bolt the devices in place and run a few wires. 


Multiple Indication. When used for indication, 
one transmitter may be used with several properly 
sized indicators so that indication and signals сап” 
be made simultaneously at several places. 


Selective Operation. For indication and signal- 
ing, one transmitter, if desired, can send to a 
number of indicators, one at a time. This is 
accomplished by a selector switch mounted with 
the transmitter. 


. Scope. Selsyns can be used to indicate either 
linear or angular movement. They can also be 
used to control, from a distant point, the motion 
of a device by controlling its actuating element. 

Serviceability. The Selsyn system installed on 
the control boards of the Panama Canal locks is 
operating as efficiently today as when it was 
first operated in 1914. 





Wound rotor, with damper for Selsyn Model 2]D55]JA1. Left: View of damper removed 


TWO CLASSES OF SELSYNS 


There are two general classes of requirements 
which Selsyns must meet: in some cases, it must 
be an exceptionally quiet unit of very high accu- 
racy; but for general-purpose applications, an 
inexpensive, fairly accurate unit not having to 
meet stringent noise requirements may be accept- 
able. To meet the first requirement, the following 
Selsyns have been developed: 


Instrument High Accuracy Type 

2J55]A1. This model develops a maximum 
safe continuous operating torque of 2.7 in-oz., 
which occurs at 20 degrees displacement. This unit 
has a primary winding suitable for 110-volt 


excitation and a secondary winding developing 55 
volts. The accuracy of this unit is tested at the 
factory and must be within the limits of = 1 
degree. The bearings are high-quality ball bearings, 
lubricated at the factory, and require but little 
attention in the field. The unit is totally enclosed, 
dustproof, and very compact, although extremely 
sturdy. ; 


2JDS5JA1. This model is identical with the 
2J55JA1 except that it is equipped wtih an oscilla- 
tion damper. This oscillation damper has a braking 
effect on the oscillations which may develop as a 
result of overshooting. 
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JUMPING RING LADDER ARC | 


pe". 




























| | 


COIL 500 TURNS #16 SCE 


~ 










S" FIBRE TUBE 30" LONG 
LAMINATED IRON CORE 29 X2°XI5" 
GLASS TUBE 1" TO 2" IN DIAMETER 
SLATE, MICA OR ASBESTOS BASE 
)«——A.UMINUM RING 


35" DIAMETER XJ XY 


N‏ کک 
السا ل > 





GS gg m. NAY < 





NN tma | 
u ' 


7000 Т0 15000 Е АС 
NEON ‘TRANSFORMER 
250- 1000 VA RATING 





10E- 110 € AC 
The electrically-operated display units shown above may be used to good advantage 
as window displays to attract the attention of prospective customers. The opera- 
tion of these units is so novel and mysterious that any persons passing by a window 
where one or both are displayed will automatically stop to investigate. In, doing 
so, they will naturally see other articles displayed, helping the owner to better 
advertise his merchandise. You might also make money by constructing these display 
units and selling or renting them to merchants or store keepers at a real profit. 


The jumping ring should be mounted in a wooden box in such a manner that the trans- 
former, switch and connections are below the top of the box, in order to conceal 
these parts. An intermittently—operated switch may be connected in series with the 
coil to give continuous operation. When the circuit is closed, the ring will be 
forcefully repelled by reason of heavy currents induced in it due to transformer 
action when the coil is energized. The circuit should remain closed for a few 
seconds, causing the ring to remain suspended without any apparent reason. It is 
this evident defiance of the law of gravitation which arouses the interest of a 
passer-by. 


The ladder arc operates on the principle that electric arcs drawn in air between 
vertical wires will be driven upward by the rising heated air and by magnetic 
action. In the arrangement shown above, the arc is drawn at the bottom of the tube 
and travels rapidly to the top where the increasing arc length finally causes it 
to snap out. When this occurs, the arc is immediately re-established at the base 
and the cycle is repeated. Location of this device in a manner that will permit 
free circulation of air through the tube will result in improved operation by in- 
creasing the rate at which the arc travels. 


The size of the transformer to be used with this device can be determined by ex- 
periment; however, а 1000 VA (9000 V) neon sign transformer will operate quite sat- 
isfactorily on a tube two inches in diameter. If a one-inch tube is used, a 300 to 
500 VA transformer will be satisfactory. If the wires expand enough when heated to 
interfere with operation, a small coil spring may be inserted in each wire at the 


HYDRAULICS. 
PRESSURE IN A LIQUID 


If a funnel, whose open end is covered with a 
stretcher rubber diaphragm and whose other end 
is attached to a U tube partially filled with 
liquid, be immersed in a container of the same 
liquid, a difference in liquid level in the U 
tube will be observable, and this difference, 
which is a measure of the pressure applied to 
the diaphragm, will increase as the funnel moves . 
deeper into the liquid. If the funnel be turned 
in any direction &t any selected depth, condi- 
tions in the U tube will not change. This shows 
that a liquid exerts a pressure proportional to 
the depth, and that the pressure is the same in 


all directions. 


TRANSMISSION OF PRESSURE 

That the pressure in a liquid acts equally in 
all directions may be seen by the arrangement 
shown in Fig. B. When the entire vessel is 
filled with liquid. Upward motion of tke piston 
P will cause all the spring loaded plungers to 
move by exactly the same amount. This property 


| of liquids to transmit applied pressure equally 
| in all directions was first discovered by Pascal 
| and the statement that "pressure applied to a 


liquid at rest is transmitted equally in all 

diredtions" is known as Pascal's Law. 

TOTAL FORCE = PRESSURE X AREA 

Figure C shows two cylinders, one of small and 

one of large diameter, connected by a pipe and 

fitted with watertight pistons. If this system 

is filled with water and a force be applied to 

the small piston, the pressure created will be 

transmitted to the larger one. If the area of 

the large piston be ten times that of the other, 

ten times the force will be required on the 

large piston to prevent it from rising, that 

is, total force = pressure x area. This is the 

principle of the hydraulic press and hydraulic 

lift. This arrangement does not represent a 

gain in energy for A must move ten units of 

distance for each one unit traversed by B. 

VENTURI METER 

When a liquid such as water is flowing through 

a pipe, a drop in pressure takes place in the 

direction of flow as shown by the difference 

in height of the water columns in hy and hg. 

If a constriction be placed in the pipe as at 

2, the increased velocity at this point will 

produce a further pressure drop as shown, a 

loss in head that is proportional to the 

amount of water flowing. This arrangement 

of constricted pipe and pressure indicators 

which provides a means of measuring the 

flow is called a venturi meter. When prop- | 
erly calibrated, the difference in pressure indicated by the difference in level of 
the liquid in the stand pipes hj and ho may be used as a means of determining the 
velocity of the liquid through the pU or the quantity of fluid flowing in a given 
time. 
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VARIABLE SPEED DRIVES. 


CONE PULLEY DRIVE 

Although most machines are designed to 
operate at constant speed, there are many 
types of drive that require a smooth 
variation in speed within the range for 
which the equipment was designed. Several 
drives of the continuously variable type 
have been developed, one of the simplest 
being the cone and pully arrangement 
shown. The driving member and the driven 
member are connected by a movable belt 
which, in the diagram above, continuously 
increases the speed of the driven pulley 


as the belt is moved from left to right. CONE PULLEY DRIVE. 





DISC AND ROLLER DRIVE 

This type of drive covers a much wider 
range of speed than the cone pulley аг- 
rangement shown above. Friction between 
the driving disc and the driven roller 
provides a means of speed variation that 
changes with the roller position. As the 
driven roller is moved from the center, 
its speed rises and attains a maximum 
when the outer edge of the driven disc 





is reached. Note that the driven roller 20 (REIN. of drive) REM. of roller 
reverses its direction when it passes d 
across the center of the driven disc. DISK AND ROLLER DRIVE. 


Thus a wide speed change in either di- 
rection of rotation is secured. 


DISK AND BALL DRIVE. 

In principle, the disc-and ball drive is 
the same as the disc-and roller; however, 
the latter is a superior mechanical ar- 
rangement and the drive is more positive. 
The ball is partially enclosed in a cage 
so supported that it may be slid across 
the driving disc, the energy being trans- 

















ferred through the ball to the driven ы 

roller. 

When the disc is driven at constant 2222228 

speed, this type of drive may be em- —— | 
ployed to provide wide speed changes on m Driving sk. 
the driven roller with good speed reg- уң 


ulation оп each setting. The speed may 


be changed quickly and by any amount 

merely by sliding the ball across the L] 

disc. Reversal of rotation takes place 

when the ball passes the center of the DISK AND BALL DRIVE. 


driven disc. 


Gwres for 


DIFFERENTIAL DRIVES. 


Although gears and gear drives are usu- 
ally associated with transmission of 
power from one shaft to another, there 
are many applications in which the gear 
assembly is designed to fulfil some 
other purpose as well. For example, 
one gear may be so arranged with re- 
spect to others that, in moving, it may 
travel through a distance that may 
represent the sum, or the difference, 
of the motions of the gears with which 
it is meshed. ` 


Figures À B C D are designed to show 
how the revolution and travel of the 
pinion P is affected by the motions of 
the two racks with which it is meshed. 


If in figure А the racks R are moved up 
at the same speed, the pinion P will not 
revolve but will move bodily in the same 
direction and by the same amount. 


Figure C shows what happens when one 
rack is held stationary and the other 
moves down. Here the pinion P will both 
revolve and move downward, the motion 
of the pinion being equal to one-half 
the distance through which the rack R is 
moved. 


In figure B both racks are moved, one 
traveling upward while the other moves 
downward; moreover, the right hand rack 
is presumed to move through twice the 
distance traversed by the left hand 
rack. Under these conditions the pinion 
will move downward through a distance 
that is proportional to the difference 
in the distances traveled by the racks. 


If the downward moving rack traverses a 
greater distance than the upward moving 
one, the pinion motion will be downward 
and the distance moved by it will depend 
upon the difference in the two rack 
motions. 


If the racks move equal distances but in 
opposite directions, the pinion will re- 
volve but it will not move up or down. 
This condition is shown in D. 


Evidently the racks may be moved at any 
speed and through any distance with re- 
spect to each other and the pinion will 
travel through a distance and in a di- 
rection that is proportional to the al- 
gebraic sum of the rack motions. 





\ 
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GEARS AND CAMS. | | 


DIFFERENTIAL GEARING 

If the racks previously illustrated be assumed bent in 
a circle and mounted on shafts 1 and 2, the rack and 
pinion motion is communicated to gear 4 through gear 3. 
This gear assembly will provide, in gear 4, a number of 
revolutions that is proportional to the algebraic sum 
of the revolutions of gears 1 and 2. 


If shaft and gear 1 be turned through one revolution 
forward while shaft and gear 2 is turned at the same 
rate through one revolution backward, pinion P will 
revolve but will not move gear 3, for the algebraic - 
sum of these two motions is zero. For any other 
motions of gears 1 and 2 shaft 4 will move, and the 
motion will always be PROPORTIONAL to the motions of 
shafts 1 and 2. 





EPICYCLIC GEARING 

In the ordinary gear train, two toothed wheels, rigidly 
keyed to separate shafts, are meshed together. If Y in 
figure B is assumed to be connected to the driving тесһа- 
nism and revolving counter-—clockwise, gear X will rotate 
clockwise with a velocity proportional to the gear ratio; 
in this case 2:1. 





| In the epicyclic gear train one gear rolls around the 
other. For example, if the toothed wheel X is allowed to 
revolve freely on its axis and is attached to the arm shown 
in Fig. B, and if this arm be revolved about the fixed gear 
Y, it will be found that in describing one revolution about 

| Y that X has turned through a number of revolutions equal 
to ерісусііс type, & greater change in r.p.m. may be ob- 
tained with a given set of gears. 





| Figure C shows another epicyclic train in which Y is the 

| driven gear and E is the external ring gear. If the sepa- 
rate gears possess the number of teeth indicated, and the 
arm A turns at 100 r.p.m. clockwise, the external ring gear 
will rotate through 76 r.p.m. counter clockwise. Besides 
being more compact, this type of gear assembly is better 
adapted to certain gear problems. The differential gear 
trains shown in A above is really an epicyclic arrangement. 










ARM 
fOOR.P M. 


CAMS AND THEIR APPLICATION 

Translation of rotary to reciprocating 
motion may be accomplished by means of 
rack and pinion gearing, crankshaft 
and connecting rods, or by cams and 
cam followers. If the cams. shown be 
rotated beneath the followers indi- 
cated, the latter will be caused to 
move up and down with a velocity pro- 
portional to the shape of the cam, 
thus by suitably shaping the cam, the 
follower may move with a velocity 
that, with a constant r.p.m. of the 
cam shaft, is governed only by the 
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йе -BEARING RETAINING SCREW 


OIL RING RETAINER 
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OIL SLINGER 
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A.C. Motor a^. ea wan oaks vT NAME Vvvsr esos v 562%» Мійрег ееегегәеееге 


Clean any dust, dirt ог oil from frame and metal parts .................... 

If ventilating ducts in winding are clogged, clean carefully .............. 

Do not damage insulation. 

Check shaft, duct seal at both sides of bearing, Good.....Bad..... 

Oil leaks at bearings, Leaky.....No Leaks..... 

Oil Well Covers  O.K......Defective.....Missing..... 

Oil Well Drain  O.K......Leaky.....O0il Good.....Poor..... 

Oil level as shown by indicator Full.....low..... 

With motor running does wither bearing heat Pulley end.....Opposite end..... 
Bearing retaining screw (See bearing diagram) Tight.....Loose..... 

Shaft end play Measure and state amount................. 

Oil Rings Turn freely.....Sticking..... 

If pulley or gear Tight.....Loose..... Motor vibrates Yes.....No..... 

Key way | Good.....Worn.....Key Good.....Worn..... 

With motor running note any unusual noise  Quiet.....Noisy..... 

Run motor single phase and note sound and behavior. 

Connections and Lugs  Loose.....Tight.....Unsoldered..... 

Bare wires touching frame.....none.....one or more..... 

Condition of stator winding.....(A) Condition of insulation  Good.....Bad..... 
(В) Ої1у.....ргу..... (С) Caked Grease  JYes.....No..... (D) Bare conductors 
Yes.....No..... (E) Poor taping  Yes.....No..... (F) Loose connections 
Yes.....No..... (G) Clearance between rotor and stator or poles, (pulley end) 
check with air gap gauge and mark measurements Top..........Bottom...... ees 
Right side.......... Left війе.......... 

If machine has wound rotor check for: (A) Condition of insulation Cood...... 
Bad..... (B) Oily.....Dry..... (C) Caked grease and dirt on windings Үеѕ..... 
No..... (D) Bare conductors Yes.....No.... (G) Solder thrown from connections 
Yes.....No..... (H) If machine has commutator, is brush setting correct Yes.... 
No..... (I) Brush pig teils  Loose.....Tight..... (J) Brush gear, Mechanical 
condition of holders Good.....Bad..... (K) Brushes, Poor Contact Үөв..... 
No..... (L) Brush sticks in holder Yes.....No..... (М) Brushes too loose in 
holders Yes.....No..... (N) Brushes too long Yes.....No..... Too short 
Yes.....No..... (0) Slip rings pitted or worn.....Qut of Round.....Dirty..... 
Poor insulation..... (P) Brush Spring tension  Even.....uneven.....too much.... 
O.K......Too little..... (Q) Slip rings to rotor connections O.K......Poor..... 
(R) If machine has commutator is it O.K......Dirty.....High Mica..... (S) Band 
wires tight.....Loose..... (T) Squirrel cage rotor bars Tight.....Loose or. 
thrown solder..... с 


STARTING EQUIPMENT 


(A) Loose connections Yes.....No..... (B) Contactors clean and well fitted.... 
Pitted.....Dirty.....Worn..... (C) Spring tension on contactors -Equal..... 
Unequal.... (D) Do all contactors make contact at the same time Yes....No.... (E) 
Does magnet holding arm, line up squarely with magnet poles Yés.....No..... 

(F) What type of overload relay is used Thermo....Magnetic.... (G) Condition 
of trip contacts Good....Bad.... (H) If time relay is used is it mechanical... . 
or magnetic..... (I) If time relay is used is its condition Good.....Bad..... 
(J) Are interlocking contact switches in Good....or Bad....condition (K), Does 
starter use a mechanical interlock Yes....No....(L) Аге any mechanical parts 
loose Yes....No.... (M) Are starting or holding magnets Noisy....Excessive 
Magnetic hum,...Quiet.... (N) are shading coils used on magnets  Yes....No.... 
(0) Make a note of anything unusual in starter operation. 
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CONSTRUCTION DETAILS FOR SIMPLE GROWLER 


A 








J 





SHELL ТҮРЕ CORE 









To make the above growler, secure the core of a burned-out, 100 watt radio-power 
transformer or bell transformer and remove the old winding, preserving the core in- 
sulation if possible. Next, trim the laminations along the dotted lines so that, 
when reassembled, they will have the form shown in "B", and approximate the dimen- 
sions given in "A". With some cores, it will be necessary to snip a section from 
the middle leg of the transformer in order to obtain the proper distance (D) be- 
tween the sides. After the laminations have been cut, the core is restacked and 
clamped with the same bolts and brackets that were used, in the original assembly; 
then the cut edges of the laminations are ground or filed to the desired smooth- 
ness. ‘The core is then insulated with suitable material (filler board, fiber, fish 
paper, etc.,) and the winding installed. 













The winding used will depend upon the voltage and frequency employed. Assuming a 
60 cycle frequency, the number of turns for the different voltages are as follows: 
For 32E, 170 turns of #18 SCE; 110E, 500 turns of #22 SCE; 220E, 1000 turns #25 

SCE. 










Construction details for an inside growler, suitable for fractional h.p. motors, 
is given below. 









DETAILS FOR SMALL INSIDE GROWLER 
Ses Jes 4- 





TOP VIEW 








HARD FIBER 
سے‎ 










кы | орно. Wm Mao TURNS 
FOR USE ON : 3 .C.E. WIRE, i 


110 Е А.С. 60^» 
д" Fr. #18 FIXTURE WIRE 
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STANDARD REFRIGERATION SYMBOLS 


— —À DISCONNECT Switch PRE COL — 
THERMOSTAT FORCED CONNECTION 
(Т) (SELF CONTAINED) COOLING UNIT 
TRERMOSTAT IMMER SION 
(REMOTE өл) COOLING UNIT 


_-{P] eressurestat | = \CE MAKING UNIT 


МАМО ЧАН ERT INTERCHRNGER 


EXPANSION VALVE 
CONDENSING UNIT 


AUTOMATIC | 
©) EXPANSION VALVE AAR COOLED 


THERMOSTATIC 
EXPANSION VANNE 






















A.C. MOTOR 








( y REGULATING VA D.C. MOTOR 
"ATOR SIOE ROT TLING TYPE. 
NAPORATOR PRESSURE 
-O Aen 
Ai (Mii! -L Tr coweeeve 







RNAPORATOR PRESSURE 
REGULATING VALNE, 
SNAP-ACTION VANE 


^ 


£N COOLING “TOWER 
















COMPRESSOR SUCTION 
Phe PRESSURE LIMITING m тисе 
VALVE, THRO. TLIAG TYPE 9 






i 





n 


PRESSURESTAT WITH 
DRR 
СА - 004 
-H STRAINER COMPRESSOR 
ГО) LOW SIDE FLOAT С, NR LES 
GANGE TD THERMAL DILD 


WAND SWAT 
pie OFF VANE SOLENOID NAME 
XIO PRESSURE 
[Ó] AAG S\DE FLOAT SCALE TRAP 
F\RNED TIPE 
COOLING UNIT 






TROUBLE DIAGNOSIS 


Do not attempt to make any service adjustment on the system if temperatures 
are still satisfactorily maintained and pressures are within the normal operating 


range. 


The following notes given details and hints that will be of help in locating 


trouble. 
UNIT WILL NOT START: 


Power shut off. 

Poor contact at wall socket. 

House fuse blown out. 

Burned out heater in overload relay. 
Defective electric switch. 
Defective motor. 

Broken wire. 

Refrigerator too cold. 

Motor fush blown out. 


FREEZES WATER TO ICE, BUT FOOD COMPART- 
MENT NOT COLD ENOUGH: 


Heavy frost on evaporator. 

No air circulation in cabinet due to 
arrangement of food. 

High service factor caused by putting 
hot foods in refrigerator. 

Door gasketing worn out - worn hinges. 


EVAPORATOR DEFROSTS BETWEEN CYCLES: 


Temperature control set too warm. 
Refrigerator in a cold room. 
Short of refrigerant. 


RUNS TOO LONG — OFF A SHORT TIME. 


Control valve not functioning properly. 
Temperature control set too cold. 
Short of refrigerant. 

' Air in condensor. 

Dirty condensor. 

Warm water in ice trays. 

Improper air circulation around unit. 
Poor door gasket, admitting heat 
Cabinet too close to radiator or stove. 
Plugged strainers and restricted liquid 
line. 


HIGH POWER CONSUMPTION: 


Air in condenser. 

Short of refrigerant. 

Too much refrigerant. 

Control valve not functioning properly. 
Cabinet too close to radio or stove. 
Cabinet in direct rays of the sun. 

Low voltage. Tight belt. 

Dust in condenser fins. 

Loose. belt. 


OVERLOAD CUTS OUT CONTINUOUSLY: 


Wrong line voltage, or current. 

Low voltage. 

Tight compressor. 

High resistance short circuit in motor., 


. Poor connection in junction box. 


Too much refrigerant in the system. 
Too much oil in the compressor. 
High back pressure. 

Defective electric switch. 

High head pressure. 

Air in system. 

Centrifugal switch contact poor. 
Tight belt. 

Dust in condenser fins. 


CABINET COLD BUT WATER WILL NOT FREEZE: 


Control valve not functioning properly. 
Too much ice in tray sleeve. 
Temperature control not set properly. 
Cabinet in too cold a place where unit 
does not run enough. 


RUNS ALL THE TIME - МО REFRIGERATION: 


Control valve not functioning properly. 
Air in condenser. 

Short of refrigerant. 

Inefficient compressor. 

Air leaking into cabinet. 

No circulation of cool air through the 
condenser. 

Loose belt. 


LEAKS — CAUSED BY 


Cracked tubing. 

Cracked connections. 

Loose connections. 

Loose cylinder head. 

Loose service valves. 

Blown gaskets. 

Broken seal bellows. 

Burned out seal bearings. 

Sand hole in casting. 

Corroded solder joints in evaporator. 


` 
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FROSTED SUCTION LINE: 


Low side float: leaky needle valve, 
Stuck open float, moisture in the 
system. 

High side float: 
chemical. 

Leaky needle valve. 

Automatic Expansion Valve: Out of 
adjustment, moisture in the system. 
Thermostatic Expansion Valve: Out of 
adjustment, power bulb loose in holder: 
Moisture in system. 


Overcharge of 


NOISY UNIT: 


Loose belt. 

Loose pully or flywheel. 

Belt squeak. 

Loose fan. 

Too much refrigerant. 

Too much oil. 

Not enough oil. 

Weak springs on flapper valve. 
Surging power supply. 

Oil missing from around bellows in 
seal, causing it to vibrate. 
Spring or rubber cushion missing. 
Frame striking cabinet. 


Vibrating tubing. red 
Shipping bolts (painted aluminum) not 

yellow 
removed. 


Loose bolts on frame. 


TwO TEMPERATURE REFRIGERATORS 


LEGEND өз —p 
LOW PRESSURE Е-12 бА$ ||’ биение mS 
J HIGH PRESSURE F-I2 GAS i 




















LUBRICATING OIL 





HEAT INTERCHANGER 


45-4 


уюшу сш КҮ 


m ДЕШ ER OM ШШЕ» 





There have been several two temperature domestic refrigerators placed on the 
, market. They employ the use of two separate evaporators with quite a wide 
variation in temperature maintained in each. One evaporator is usually placed 
in the wall of the cabinet in the main food compartment. The refrigerant 
temperature in this evaporator is maintained at approximately 28 F. The other 
evaporator is located in a frozen food compartment and contains the ice cube 
trays. The refrigerant temperature in this evaporator is maintained at about 
-5 F. 








The above diagram illustrates the principle of operation of these units. After 
the refrigerant is liquefied in the condenser it passes thru the dehydrotor 
and capillary tube where it is reduced in pressure to conform to approximately 
а 28 boiling point as it enters the food compartment evaporator. Part of the 
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liquid will evaporate here to maintain the food compartment temperature. The 
remainder of the liquid and low pressure gas passes thru the Differential © 
Pressure Control (D.P.C.) valve into the freezing compartment evaporator. 

This valve further restricts the flow of the refrigerant and produces about a 
20 lb. pressure drop. The liquid in the second evaporator under a lower ргев- 
sure thus has its boiling point reduced to about -5 F. and maintains a lower 
evaporator temperature. This inique arrangement gives us two different tem- 
peratures in the same refrigerating system. 


From the second evaporator where the remaining liquid evaporates the low pres- 
sure gas passes thru the accumulator and suction line to the evaporator. As 
noted in the diagram the accumulator is located at the outlet of this second 
evaporator. The accumulator traps any liquid which may be carried thru with 
the gas and thus prevents it from entering the suction line until it has com- 
pletely evaporated. 
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COMPRESSOR 





COMPRESSOR 










ом. Lever HOWL LEVEL 












RECIPROCATING, SINGLE CYLINDER , SINGLE ACTING , REED 


RECIPROCATING, SINGLE CYLINDER , SINGLE ACTING, PORT 
SUCTION VALVE ر‎ REED DISCHARGE VALVE, SPLASH OIL SYSTEM. 


SUCTION VALVE, REED DISCHARGE VALVE,SPLASH OIL SYSTEM. 








NORGE “ ROLLATOR” 





SYLPHON BELLOWS SHAFT SEAL 






ECCENTRIC DRINE 
2003” CLEARANCE 


MAJESTIC ROTARY 





PLAIN TUBE . FIN TUBE 


INLET 
OUTLET | = OUTLET 


AIR COOLED TYPE A\R COOLED TYPE 


RADIATOR DOME TYPE 


INLET L 
| | SUCTION | OUTLET 
OUTLET | 


AIR COOLED TYPE WATER COOLED 


SHELL AND TUBE DOUBLE TUBE OR COUNTER FLOW 


FROM COMPRESSOR FROM COMPRESSOR 


WATER 
OUTLET 
WATER 
OUTLET 
B AUT 


OUTLET INLET 





| 

| ; 

а WATER COOLED WATER COOLED TO RECEIVER 
| 
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LOW SIDE FLOAT—HIGH SIDE FLOAT) 


FROM RE CEWER 
TO COMPRESSOR 
FLOAT МАМЕ 






FROM CONDENSER 
TO COMPRESSOR 





DRY DIRECT EVAPORATOR | DRY INDIRECT EVAPORATOR 
FILLER CAP FOR 


OUTLET 











(c s Ww? uu ын 


Suction Line ^ 
Entrance to EVAPORATOR 


SUCTION LINE 


Oil Return 


OIL BOUND EVAPORATORS 


An oil bound evaporator may be caused by the compressor slugging through an excess 
amount of oil. The float assembly is designed to return a certain amount of oil 
which naturally circulates through the system, but when the amount of oil coming’ 
through becomes excessive it is not returned fast enough and the oil tends to replace 
the refrigerant. The trouble in the compressor may be caused by oil baffles being 
out of place or the trouble may be in the design of the compressor. In this case 

the condition may be remedied by placing an oil separator or trap in the compressor 
outlet. 


The trouble may also be caused by an overcharge of oil in the system. 


If the float is out of calibration so that the float rides too low, oil will tend to 
accumulate in the evaporator, and this condition may also cause the evaporator to 
become oil logged. | 


After the cause of this trouble has been remedied, the oil may be returned from the 
evaporator by placing hot water in the ice cube trays. A more positive means would 
be to remove the evaporator and dump the oil out. If this is done the oil level in 
the compressor should be checked to make sure it has sufficient oil. 


When overhauling a low side float system, the proper amount of oil should be placed 
in the evaporator. 


The normal oil charge carried in these evaporators should be obtained from manu- 
facturers specifications whenever these are available. Otherwise a good general 
rule to follow is to add from 4 to 6 ounces of oil to the average household evapo- 
rator. For larger evaporators increase this amount in proportion to the size of 
the float header. 
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TROUBLE CHART FOR LOW SIDE FLOATS | 
m — | — mm м | 


Clean or replace 
strainer — Clean or 
replace orifice 








Starved evaporator — little or no 
refrigeration 


1. Plugged strainer 
or valve orifice 


































See notation under 
diagram on front of 
sheet 


evaporator 


Evaporator only partially frosted 
-- Loud thumping noises in evapo-— 
rator 














3. Corroded valve 
needle or seat 


Valve leaking and causing frost- 
back on suction line at the start 


Replace needle valve 
and seat 





% of the running cycle 
4. Worn needle or Float rides too high causing frost- |Replace needle valve 
Seat back on suction line | and seat 
5. Worn pivot Float rides too low, tbus collect- | Replace worn parts 






or entire float 
assembly 


ing oil and causing evaporator to 
become oil bound 


















6. Float not. level Liquid level in float chamber will [Use spirit level to 
be changed causing either frost- adjust hanger straps 
back on suction line or oil logging | supporting float 

-- ІҒ float is tipped to side float | chamber. 


arm may bind at pivot 










Frost-back on suction line if stuck |Dress float pivot 
open, little or no refrigeration if |with a file or re- 
Stuck shut | 


7. Sticking float 
















8. МЕРЕС in system | In SO>s systems, a corroded needle 
valve will result with same symp- 
toms as in #4. If Methyl or Freon 
systems ice will form at needle 
valve plugging up the orifice and 
giving same symptoms as for #1 


502 systems — clean 
system thoroughly and 
dehydrate -- Methyl 
and Freon system — 
apply heat (a cloth 
dipped in hot water) 
to melt the ice, then 
install a dehydrator 
in liquid line. 























9. Punctured float 
ball. 


Float will sink, opening valve wide | Replace float ball 
and causing liquid to flood thru 

evaporator and down suction line to 
compressor -—— Loud hissing noise at 
valve and cold suction line -- no 

refrigeration — high suction pres- 
Sure, low head pressure 


























10. Undercharge of 
refrigerant 


Float rides low keeping valve open 
— High pressure gas comes thru 
with liquid — loud hissing noise- 
suction pressure high — head pres- 
sure low -~ no refrigeration — 
suction line temperature normal 






Locate and repair 
leak, then add the 
proper amount of 

refrigerant. 
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VOLATILE LIQUID THERMOSTAT 
COLD CONTROL 


PRESSURE TYPE SWITCH > 
" PRESSURESTAT " 


| ПТ TO RECEIVER 


BI- METAL THERMOSTAT 


TO CONDENSER 
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APPROXIMATE PRESSURE CONTROL SETTINGS 


TYPE OF EVAPORATOR 
Flooded-direct 


Flooded or dry-direct 


Flooded-indirect 


Flooded-indirect 
(Sweet water bath with 
ice accumulation on 
coils) 


Dry-indirect (sweet 
water bath with ice 
accumulation on coil) 


. Dry-direct fin coil 
(non-frost) 


Forced draft unit 
coolers 


Dry-direct fin coils 
Dry-indirect (Eutetic 
Brine Solution) 


Dry direct fin coils 
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APPLICATION 


Commercial or 


Domestic 
refrigerators 


Tee cube maker | 


Ice cream 
cabinet 





Beverage or 
water cooler 


Beverage or 
water cooler 


Walk-in-cooler; 
Reachin-cooler; 
Show case 


Walk-in-cooler; 
Reachin-cooler; 


Ice-cream trucks 
and ice cream 
hardening rooms 


Ice-cream trucks 


Air Conditioning 
(Comfort Cool- 
ing) 
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Flooded System Using High Side Float Valve 
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ШІ High Pressure Gas | Low Pressure Liquid 
E 2 2 High Pressure Liquid Ss Low Pressure Gas 
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KEY TO LETTERS IN REPLACEMENT FLOAT DIAGRAM 


Liquid inlet from condenser or receiver 
Liquid outlet to evaporator 

Float lock screw 

Float ball 

Purge connection cap 

Needle valve 

Needle valve lever 








6. 


7. 


8. 


9. 


10. 


` TROUBLE 


Overcharge of 
refrigerant 


Undercharge of 
refrigerant 


Float sutck 
closed 


Float stuck open 


Punctured float 
ball 


Air bound float 


Throttle valve 
stuck closed 
(seldom occurs) 


Throttle valve 
stuck open 


Moisture in 
system 


TROUBLE CHART FOR HIGH SIDE FLOATS 


SYMPTOM 


REMEDY 


Frosted suction line — suction 
pressure above normal -- head 
pressure above normal 


Purge out a little 
refrigerant 


Evaporator only partially frosted 
—~ suction pressure low -- head 
pressure low 


Locate and repair 
leak, add refrigerant 


Frosted suction line it beginning 
of running cycle 


Replace needle valve 
and seat or entire 
float assembly 


No refrigeration — suction pres- 
sure very low, head pressure very 
high if no receiver tank is used. 
With receiver tank head pressure 
will be low 


Replace float 
assembly 


Very little or no refrigeration 
suction line cold-base of com- 
pressor may be cold also. High 
suction pressure —— low head 
pressure 


C ТЕВЕ 


Little or no refrigeration. High | Purge air from float 
head pressure -- low suction 
pressure 


Replace float 
assembly 


Replace throttle 
valve 


Frosted liquid line between float | Replace throttle 
chamber and evaporator valve 


May be same as either #8 or #9 Apply heat to 
throttle valve and 
install dehydrator 
in liquid line 
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REFRIGERATION CYCLE & DIAGRAM OF 
CONNECTIONS FOR COMMERCIAL APPLICATION 
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COMPRESSOR 
SUCTION SERVICE VALVE 
OR “KING” VALVE COYNE 


The Capillary Tube 
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The capillary tube liquid control device is used with flooded type evaporators. In 
some few cases it is used with the continuous tube or dry type evaporators in which 
case an accumulator must be used at the outlet end of the evaporator to trap and 


evaporate any liquid which may be slopped thru the evaporator and thus prevent it 
from frosting the suction line. 


The capillary tube consists of a length of tubing of very small inside diameter 
tubing (about 1/64"). This tube is designed to feed the necessary amount of refrig- 
erant to the evaporator and also to produce the correct pressure drop from the high 
to the low side. The longer the tube and the smaller the diameter, the more re- 
striction is offered to the flow of liquid. A good filter is always located ahead 
of this tube to prevent it from becoming clogged. The Frigidaire restrictor con- 
sists of a threaded plug inside a brass-shell so arranged that the liquid has to 
follow the path of the thread. This provides exactly the same action as a capillary 
tube. 
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TROUBLE CHART FOR CAPILLARY TUBE SYSTEMS 


TROUBLE 


Undercharge of 
refrigerant 


Overcharge of 
refrigerant 


Plugged 
Capillary Tube 


Air in system 


SYMPTOM 


Evaporator only partially frosted—-head 
pressure low--suction pressure low. 
Unit probably will run continuously. 


Poor refrigeration--high head pressure— 
high suction pressure--suction line 
frosted--long running time 


No refrigeration--head pressure very 
high if no receiver tank is used—-head 
pressure below normal if unit has re- 
ceiver tank. Unit runs continuously 
unless head pressure is very high when 
overload relay will kick out 


High head pressure-Refrigeration normal 
unless head pressure is very high--suc- 
tion pressure normal unless head pres- 
sure is very high—long running time 


REMEDY 


Located and repair 
leak——Add refrigerant 


Purge out a little 
refrigerant 


Remove capillary tube 
and blow out from out- 
let end--A stubborn tube 
may sometimes be cleared 
by straightening tube 
and inserting a fine 
wire. If these methods 
fail, replace tube. 
Clean or replace filter 


Purge air thru D S V 
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OMPLETE AIR CONDITIONING SYSTEM 
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OR COOLING TOWER 


Chilled or decalorized water is produced in a Decalorator by the practical application of a well-known 
physical law. Water under high vacuum will vaporize at low temperatures. To produce evaporation, the 
sensible heat of the liquid is given up in the form of latent heat in the vapor. Chilling of the 
liquid is consequent to this conversion of heat. 


In a Decalorator water is chilled by the maintenance of a high vacuum in a vessel into which the water 
is sprayed. Condensers of the power plant type operating in conjunction with highly efficient steam 
ejectors produce the vacuum. 


A vacuum of 29.75" mercury (referred to 30" Barometer) is maintained in the Evaporator (Flash Chamber). 
The water to be cooled is introduced into the Evaporator in the form of a fine spray. Thus, sufficient 


water surface is present to cause a practically instantaneous evaporation of a small quantity of the 


water. This instantaneous evaporation is termed "flashing". 


In this particular example, only about 1% of the water is "flashed" into vapor, absorbing its heat of 
vaporization from the remaining 99%, thereby chilling the main body of water to the required tempera- 
ture of 40 degrees Fahrenheit. The decalorized, or chilled water is then pumped from the Evaporator 
by means of the chilled water pump and distributed to the points of use. 


Referring to the Flow Diagram, it will be seen that a steam jet and Venturi tube (Primary Ejector) 
connect the Primary Condenser and the Evaporator. To condense the "flashed" vapor evolved in the 
Evaporator and the stem introduced through the Primary Ejector with water at ordinary temperatures, it 
is necessary to compress the vapor and entrained air from 29.75" to 28" mercury column. This compres~ 
sion is accomplished by the Primary Ejector steam. The steam and "flashed" vapor are condensed in the 
Primary Condenser. The condensate is removed by the condensate pump and returned to the Boiler Feed 
System. The water which has been vaporized in the Evaporator is replaced thru the valve operated by 
the Float Control. 


The air present in the Primary Condenser after condensation of the steam and "flashed" vapor is 
eliminated from the system in the secondary condenser group. By means of the first of the secondary 
ejectors, the air is compressed from 28" to 22" mercury column and from 22" to atmospheric pressure by 
the other secondary ejector. The propelling steam introduced through the two secondary ejectors is 
condensed in the inter-and-after-condensers. 


Steam at any pressure may be used in the operation of Decalorators. Although steam consumption de- 
creases with increased steam pressure, it is economical to operate at low pressures when a supply of 
low pressure heating steam (14 lbs. gauge) is readily and cheaply available. 


The items of equipment composing a Decalorator are of standard design and are in common usage. They 
have been used in similar service under similar conditions for many years. Their combined application 
in the Decalorator is in no way a departure from accepted practice. 
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AIR TEMPERATURE SULPHUR METHYL FREON-12 
REQUIRED DIOXIDE CHLORIDE f 
f OFF ON OFF ON OFF ON — 
$59 F. 6" vac. 9 lbs. 7 lbs. 235 lbs. 18 lbs. 32 lbs. 
' 889 F. 4" vac. 10 lbs. .9 lbs. 25 lbs. 15 lbs. 53 lbs. 
409 F. $" vac. 10 lbs. 10 lbs. 25 lbs. 16 lbs. 83 lbs. 
420 F. | 1" уас. 11 lbs. 11 lbs. 26 lbs. 17 lbs. $4 lbs. 
450 F. 0 lbs. 11 lbs. 12 lbs. 27 lbs. 19 lbs. 35 lbs. 
509 F. 5 lbs. 14 lbs. 15 lbs. 51 ibs. 23 lbs. 40 lbs. 
PRESSURE SWITCH SETTINGS FOR BLOWER COILS 
AIR TEMPERATURE SULPHUR METHYL FREON-12 
REQUIRED CHLORIDE 
| OFF ON OFF 
| 559 F. 11 lbs. 25 lbs. 17 lbs. 
$89 F. 12 lbs. 24 lbs. 19 lbs. 
400 F. 14 lbs. 25 lbs. 21 lbs. 
420 F. 15 lbs. 26 lbs. 22 lbs. 
450 F. 17 lbs. 29 lbs. 24 lbs. 
509 F. 20 lbs. 33 lbs. 28 lbs. 





THERMOSTATIC CONTROL SETTINGS 





APPLICATION 
Flooded or dry indirect evaporators (Brine tanks) 
Bulb attached to side of tank 
Bulb attached to suction line outlet 
Bulb immersed in brine, not touching evaporator 
Bulb immersed in brine, touching evaporator 


Dry-direct (copper evaporator) 
Bulb on in 
Bulb on ice tray sleeve 
Bulb on last turn of coil 


Floodéd-direct (porcelain evaporator) 


Bulb on side 
Bulb on header 


40 

28 

28 

| 28 

50 
Dry-direct (porcelain evaporator) à 
Bulb on side 28 

Stainless steel evaporators 
Bulb on side 
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Sulohur Methyl carrene Herveen 
Dioxide Chloride (Substitute 
SO CHzC1 CHCl, Гог Е-114) 





STANDARD SERVICE VALVE. 
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In order to simolify service operations such as adding or re- 
moving refrigerant, adding or removing oil, removing air (purging) 
or removing defective parts, most refrigeration systems are 
equipped with service valves. Service valves consist of the 
following: 


1. Suction service valve (SSV) 

2. Discharge service valve (DSV) 

3. Receiver shut-off valve or king valve (KV) 
+. other shut-off valves in the system 


In order to determine the pressure existing in the high and low 
sides of the system, gauges are installed in the service valve 
connections, the pressure gauge in the DSV and the compound gauge in 
the SSV. Pes 


when manipulating service valves, never front seat the psv and 
operate the compressor unless the gauge fitting port is open, as 
this action may result in blowing a gasket and on large compressors 
may even blow the head off the compressor. If a gauge is installed 
in the psy, the gauge will be ruined if the compressor is overated 
with the valve frontseated. 


when manipulating service valves, do not turn the valve stem 
too tight. Merely turn it snuggly to the seating position. 
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If the valve leaks at the packing, proceed as follows: 


1. з%оо the unit and back-seat the valve. 

2. Remove the packing nut and gland. 

3. Remove the old packing. 

4, Repack the valve with gravhite string or packing 
washers, then replace the gland and nut. Tighten 
the packing nut and if necessary add more packing. 


when service valves are stuck or difficult to turn, 
loosen the packing gland as this will sometimes remedy the 
trouble. The packing glands on some valves reouire the use of 
special gland wrenches to loosen or tighten them. 


some units are not eouipped with standard service valves, 
but the operation of the valve can usually be determined by 
observing the position and external construction of the valve 
casting. Two such examples of special service valves may be 
found on the Majestic and Crosley conventional units. 


On the Majestic unit, the Dsv and ssv are constructed 
differently. The gauge connection on both valves is on the end 
of the valve where the tubing connection is located on stan- 
dard service valves. TO shut off the gauge connection, the 
valve has to be front-seated and this is the normal running 
position. The ssv on the majestic unit contains a check valve 
and when this valve is back-seated the suction line from the 
evaporator is shut off. The construction of the DSV is such 
that with the valve back-seated, the discharge vort from the 
compressor is shut off. Therefore, it is imperative to NEVER 
UNDZR AWY CIRCUMSTANCES OPERATE THE MAJESTIC COMPRESSOR WITH 
THE DSV BACK-SFATED. Since the gas i8 not able to escape thru 
the back-séated valve, it will continue to build up pressure in 
the compressor housing until the bellows in the shaft seal 
bursts. 


In the Crosley conventional unit, the construction of both, 
the DSV and SSV is the same. The gauge connections on the ser- 
vice valves are in the same position as they are on standard 
service valves, but the flanged connection to the compressor 
housing is on the end of the valve instead of on the side. The 
procedure for installing gauges on these valves is exactly the 
same as for standard service valves. It ls, however, impossible 
to make a compressor efficiency test, since when the SSy is 
front-seated, both the gauge connection and the suction line : 
connection are shut off from the compressor and the gauge will, 
therefore, not register the vacuum being drawn in the compressor 
housing. With this compressor UNDER NO CIRCUMSTANCES OPERATE 
THE COMPRESSOR WITH TUE DSV FRONT-SEATED. 
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ELECTROLUX AIR-COOLED UNIT 


The air-cooled Electrolux is practically the same as the water-cooled unit with the 
exception of the medium for cooling. This unit has two air-cooled condensers as 
shown. The lower one is charged with methyl chloride which is used to absorb the 
heat from the absorber and release it at the condenser where it is carried away by 
convection. 

By using air-cooled condensers, there is no need of a water supply as in the water- 
cooled unit. Caution in moving should be exercised to prevent tipping beyond 45 
degrees. 


Careful study of the diagram, using the Code at the bottom, will explain the opera- 
tion of ihe unit. - 


COYNE 
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INSTALLATION OF GAUGES AND COMPRESSOR EFFICIENCY TESTS 


The proper procedure for installing gauges is as follows: 


1. 
2. 
5. 
4. 
5. 


6. 


7. 
8. 


Stop the unit. 

Back-seat the service valve. 

Remove the gauge fitting plug. 

Insert a half-union (usually 1/8" IPT by 1/4" SAE flare thread) 


Connect the gauge to the half-union with a short length of tubing. Leave 
the flare nut at the gauge loose. 


Crack the service valve and hold open until a strong odor of gas is noticed 
at the loose connection. This is to purge the air out of the gauge tube. 


Tighten the loose connection and start the unit. 


Crack the valve away from its back-seat to get a gauge reading. If the 
gauge needle vibrates too much, turn the valve stem slowly to the left 
until a fairly steady reading is obtained. 


The procedure for removing the gauge is as follows: 


1. 
2. 
5. 
4. 


Stop the machine. 

Back-seat the service valve. 

Remove the gauge and half-union. 

Insert the gauge fitting plug and check for leaks. 


Compressors with Shut-off Valves 


Some compressors are equipped with a discharge shut-off valve in the head in- 
stead of the regular discharge service valve. The gauge fitting port will be in 
the compressor head. To install a pressure gauge on this type of compressor, 
proceed as follows: 


1. 
2. 
5. 


4. 
5. 


Stop the unit. 
Install a compound gauge in the SSV first. 


Front-seat the SSV. If there is no vacuum on the base of the compressor, 
start the unit and operate until the compound gauge shows a vacuum. ‘This 
procedure is to prevent gas in the low side from surging up thru the com- 
pressor valves and out the gauge fitting per? in the head when the plug 
is removed. 


Close the discharge shut-off valve in the head. 
Remove the gauge fitting plug and install the pressure gauge. 


Be sure to open the shut-off valve again before starting the compressor. 
Otherwise the gauge may be ruined. 


COMPRESSOR EFFICIENCY TESTS 


Shaft Seal Leak Test 


To test the shaft seal and other compressor parts for refrigerant leaks to 
the atmosphere, place hot water in the ice cube trays to build up about a 40 lb. 
pressure in the low side of the system. Then test for refrigerant leaks using 26% 
ammonia for sulphur dioxide systems and a halide torch for methyl chloride and 
freon systems. 


4. 


6. 


INSTALLATION OF GAUGES AND COMPRESSOR EFFICIENCY TESTS (Con't.). 
Valve Test 


Stop the unit. 


Install a compound gauge in the SSV and a pressure gauge in the DSV. The 
high side pressure should be at least 40 lbs. before starting this test. 


Front-seat the S5V and start the unit. The compound gauge should begin to 
show a vacuum that rapidly increases to at least 25 inches. If the com- 
pressor pulls a vacuum slowly at first, it may be due to the fact that gas 
is boiling up out of the oil which may be saturated with refrigerant. 
During this pump>sdown procedure, the compressor may slug oil. This will 
Þe indicated by a knocking noise in the compressor valves. If this noise 
becomes too violent, stop the compressor for a few minutes until the oil 
foam settles, then start up the unit again. 


When the vacuum will finally increase no farther, stop the unit. Crack 
the SSV to build the crankcase pressure back up to zero lbs. Then front- 
seat the valve again. 


Start the unit and time it to see how long it takes to pull a vacuum the 
second time. It should pull down to at least a 25" vacuum in less than 
1/2 minute. 


Stop the unit and allow it to remain idle for 5 minutes. Тһе vacuum read- 
ing should remain steady during this off-period. 


If during the above test, the compressor pulls the vacuum very slowly or will 
not pull à vacuum greater than 15 inches, the reed suction valve is usually leaking. 
If the compressor pulls & vacuum but will not hold it, the reed discharge valve is 


leaking. 


Excessive clearance between the top of the piston and the bottom of the valve 
plate may &lso cause the compressor to be inefficient. This can be due to using 
& gasket material that is too thick or to worn wrist pins and bearings. When the 
piston is &t top dead center, the clearance between the piston and valve plate 
should be from .007 to .010 of an inch. 


Ring Test 


Stop the unit and install a pressure gauge in the DSV. 


Start the unit and allow it to operate for a few minutes so that the pis- 
tons, rings and valves will have a good film of oil on them. 


Stop the unit and front-seat the DSV. 
Start the unit. Caution—--be sure .to keep your hand on the switch. When 


the pressure gauge registers 125 lbs. pressure, stop the unit. If the rings 
are in good condition, this pressure will be attained rapidly (in a few 
revolutions). If the rings are leaking, the high pressure gas will blow 
back to the compressor base and the pressure will not attain 125 lbs. 
rapidly or perhaps not at all. 


After the test, back-seat the DSV immediately to place the unit in normal 
operating condition. 
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ABSORPTION TYPE REFRIGERATION UNIT - ELECTROLUX .WATER-COOLED. 


This unit has no moving parts and is operated by means of heat energy. The refrig- 
erating effect is governed by the amount of heat applied to the generator. It is 
sealed under a pressure of 200 lbs. and in normal operation attains a pressure of 


about 225 lbs. per sq. in. 


Water is used as a medium to carry away the heat, making it necessary to have water 
pressure in any home where this unit is to be used. Im shipment or moving, it is 
important to keep the cabinet as level as possible. If tipped over 45 degrees, the 
chemicals are apt to mix and thus make it inoperative. 


Careful study of the diagram, using the Code at the bottom, will explain the opera- 
tion of the unit. 








9. 
10. 
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CHARGING AND DISCHARGING REFRIGERANT 


General Procedure for Discharging a Refrigeration System 


Stop the unit, and install a compound gauge in the SSV. 


Back-seat the DSV, remove the gauge fitting plug and install a half 
union. 


Connect one end of the charging line tightly to this half union and the 
other end loosely to the drum. 


Purge the air from the line by cracking the DSV. When a strong odor of 
gas is evident at the loose connection, all of the air has been removed, 
then close the drum valve and tighten the connection. 


Open the service drum valve. 
Front-seat the DSV. 


Place the chemical drum in a pail of cold water and start the unit. On 
flooded systems place hot water in the ice cube trays. 


When the compound gauge shows a good vacuum and there is no frost on the 
evaporator or receiver, the unit is discharged. 


Stop the unit, close the service drum valve and remove the charging line. 
Place a gauge fitting plug or a pressure gauge in the DSV and back-seat 
the valve. 


Pumping Out Air 


Before charging a completely discharged unit, care must be taken to see that 
all air is removed. The procedure for removing the air is as follows: 


1. 
2. 
5. 
4. 


With the unit idle, front-seat the DSV. 
Remove the gauge fitting plug from the DSV. 
Install a compound gauge in the SSV. 


Start the unit and allow it to operate until a good vacuum is obtained 
(25 to 28 inches), then stop the unit. The air will be pumped out thiu 
the gauge fitting port in the DSV and into the atmosphere. Hold a rag 
over the open DSV fitting during this operation to prevent any oil that 
is slugged thru the discharge valve from being pumped onto the walls or 
floor. 


Insert a gauge fitting plug or pressure gauge in the DSV and back-seat 
the valve. + 


бепега1 Procedure for Chargin the Gaseous Method 
Low Side Charging 


Stop the unit. 
Install a pressure gauge in the DSV. 


Back-seat the SSV and install a tee fitting (1/4" SAE flareone end 1/8" 
IPT). 


Install a compound gauge on tee. 


Connect the charging line between remaining branch of tee and drum. 


Refrigeration 327 
CHARGING AND DISCHARGING REFRIGERANT (Continued) 


6. Loosen flare nut at gauge and purge air out of line by cracking the drum 
valve. Then close drum valve and tighten flare nut. 


7. Front-seat the SSV and start the unit. 


8. Open the drum valve slowly to keep the pressure down to about 5 or 10 
lbs. above normal low side pressure. 


9. When the drum begins to get cold and the pressure drops, place the drum 
in a pail of warm water. 


Place or hang drum on a scale so the proper amount of refrigerant by weight 
may be added. When adding refrigerant to an undercharged unit, place SSV in 
neutral position then open and close the drum valve intermittently and observe 
the operating pressures and the evaporator frost line during the time the drum 
valve is closed. When the operating pressures are normal and the evaporator is 
completely frosted, the unit is fully charged. Then add from 1/4 to 1/2 lb. to 
give the system a Little reserve (except on high side float and capillary tube 
systems). 


Detailed Procedure for Charging Various Types of Systems 
High Side Float Systems 


The amount of refrigerant charge is very critical in this type system. When 
charging a completely discharged system, front-seat the SSV and charge the re- 
frigerant in at a pressure slightly above normal low side pressure. Charge in 
the proper amount of chemical by weight plus about 2 oz. to compensate for gas 
losses in purging. When adding refrigerant to an undercharged system, connect 
the drum, purge the charging line, and place the SSV in the neutral position. 
Then start the unit and open and close the drum valve at intervals of one or two 
minutes depending upon the head pressure. If head pressure increases more than 
10 or 15 lbs. above normal, close drum valve until it settles down again. Con- 
tinue this procedure until the suction line frosts out from the evaporator a few 
inches. Operate the unit for 10 or 15 minutes to allow any oil that has accumu- 
lated in the evaporator to return to the compressor. If the frost disappears 
from the suction line, add a little more refrigerant. When properly charged the 
suction line should frost 5 or 4 inches out from the evaporator. 


During the above charging procedure, maintain a pressure in the refrigerant 
drum about 20 lbs. higher than the low side pressure in the unit. This can be 
accomplished by placing the drum in a pail of warm water. 


Any condition indicating air in the system should be corrected by purging 
thru the purge valve on the float chamber. On floats lacking such a purge valve, 
air may be purged thru the DSV on the compressor. Quite a bit of refrigerant gas 
will be lost when purging at the DSV; therefore, enough refrigerant should be 
added to compensate for this loss. 


Capillary Tube Systems 


The amount of refrigerant charge in a capillary tube system is equally as 
critical as it is in high side float systems. The operating characteristics of 
these two systems are very Similar, therefore, the procedure for charging is the 
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CHARGING AND DISCHARGING REFRIGERANT (Continued) 


Low Side Float Systems 


When charging a low side float system, use the general method of charging 
thru the low side by front-seating the SSV and drawing in the proper amount by 
weight. 


When adding refrigerant to an undercharged system, add refrigerant inter- 
mittently until the loud hissing noise in the evaporator has. ceased and it is 
frosting properly. Then add from 1/4 to 1/2 lbs. to give the system a reserve 
of liquid in the receiver tank. The charge in this type system is not so criti- 
cal. Any excess refrigerant will be stored in the receiver tank. 


Expansion Valve Systems 


Use the same general procedure for these systems as for low side float 
systems. When adding refrigerant to an undercharged unit, charge intermittently 
until the entire evaporator is frosted. Then add from 1% to 1/2 lbs. to give 
the unit a reserve of liquid in the receiver. 


After any charging procedure observe the operating pressures during a running 
cycle to see that they are approximately correct. . 





Charging the Liquid Method 
High Side Charging 


This method of charging is usually used for charging commercial systems and 
for some hermetically sealed domestic units. Care must be taken to see that the 
refrigerant drum is absolutely clean and contains no sediment or foreign material 
as this would be carried into the system with the liquid. 





The machine should remain idle during the charging procedure. When charging 
a completely discharged unit, all air should be evacuated from the unit. This may 
be done by operating the unit with the DSV front-seated and blowing the air out 
through the open gauge fitting port in the DSV. On hermetically sealed units, it 
is usually necessary to use an auxilliary compressor to draw out the air. Before 
charging an under-charged unit, it should be stopped and allowed to remain idle 
until the head pressure has dropped to the maximum saturated vapor pressure of the 
refrigerant. 


With the machine still idle, the procedure for charging is as follows: 


l. Place the refrigerant drum in hot water at 125° F. for a few minutes 
until the drum pressure is from 10 to 25 lbs. higher than the head pres- 
sure of the unit to be charged. 


2. Connect a short charging line to the drum. 

5. Back-seat the DSV and install a half. union. 

4. Connect the drum to the DSV, purge the connection and tighten. 
5. Place the DSV in the neutral position. 
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6. Invert the drum and open the drum valve (Do not open the drum valve 
before the drum is inverted). Then the weight of the liquid plus the 
vapor pressure above it will force the liquid refrigerant out of the 
drum, through the condenser and into the receiver. When the liquid is 
flowing out of the drum, a hissing noise will be heard, When this sub- 
sides the drum is empty or the pressures have become equalized. In this 
case apply heat by again placing the drum in hot water. 


7. When the system is fully charged, close the drum valve first to allow 
the liquid to drain out of the charging line into the system. Then back- 
seat the DSV and remove the drum and charging line. 


When charging a completely discharged unit, charge in the proper amount by 
weight. When charging an under-charged unit, add a few pounds, then close the 
drum valve and place the service valves in normal operating position. Operate 
the unit for a few minutes to observe the operating pressures and the frost-line 
on the evaporator. When these are normal, the unit is fully charged. Most com- 
mercial units have sufficient receiver capacity to hold a few pounds of reserve 
refrigerant; in which case, an amount equal to about 10% of the regular charge 
may be added to compensate for gas losses in purging the minor service operations. 


Transferring Refrigerants from One Drum to Another 


Refrigerant may be transferred in the liquid form from a large supply drum 
to smaller drums by the following procedure: 


1. Place the supply drum in hot water (not to exceed 125° F.) to raise its 
pressure. 


2. Place the small drum in a pail of cold water (preferably ice water). Set 
the pail with its contents on a scale and record its weight. 


5. Invert the supply drum, raising it above the small drum, and connect the 
two together with a flexible charging line looped in such a manner as not 
to interfere with the weight recorded on the scale. . 


4. Open both drum valves and allow the desired amount of chemical to enter 
the small drum (Not to exceed its rated capacity). 


5. Close supply drum valve first and allow the tube to drain out into the 
small drum before closing its valve. 


Cleaning Service Drums 


The service man should carry two drums for every refrigerant he uses, one to 
be used as a supply drum and the other as a service drum. To keep the supply drum 
clean and free from oil it should never be used to discharge a unit. In many 
cases, when a refrigeration system has been in use for a time, it will contain 
sludge and deposits of foreign material. The service drum should be used to dis- 
charge a dirty system. Dirty refrigerant may be reclaimed by pumping it out of 
the service drum in vapor form through a chemical dehydrator charged with silica 
gel or calcium oxide. I 
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CHARGING AND DISCHARGING REFRIGERANT (Continued) 


A dirty cylinder may be cleaned by first evacuating it, then removing the 
valve ind flushing it out with carbon-tetra-chloride or some other solvent. To 
thoroughly dry it out, it should be baked in & bake oven for four to five hours 
at 2400 F. while drawing a vacuum on it at the same time. If the drum contains 
a fusible plug, this should be removed during the baking process. 


Safety Rules 


Handle refrigerant drums carefully. Do not drop them or tip them over. 
Never allow a refrigerant drum to be exposed continuously to the sun. 


When applying heat to a service drum, submerging it in hot water (not 
to exceed 1250 F.) is preferable. Never under any circumstances apply 
a torch to any refrigerant container unless a pressure gauge is in- 
stalled where it will register the pressure created by the heat. Safe 
pressures will vary according to the refrigerant as follows: 


(a) Maximum safe pressure for 500 135 lbs. 
(b) п п n " CHzCl 175 lbs. 
(с) " " " " CC^oFo 190 lbs. 


Never exceed the maximum rated capacity when filling a refrigerant 
cylinder. 


Be careful when opening up any part of a refrigeration system (especially 
low side float evaporators). Even though the system has been discharged, 
vapor may still be boiling up out of the oil and may create enough pres- 
sure to blow refrigerant saturated oil into your face. Wear goggles. 


Never try to stop a liquid refrigerant leak with your hand or fingers. 
The rapidly expanding liquid will absorb heat from your hand or any part 
of your body that it comes in contact with. A bad case of frost—bite may 
result. 


Do not open the service drum valve more than 4 or 5 turns as it may screw 
clear out and cause a bad accident besides losing all the refrigerant in 
the drum. 
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BALANCING THE PRESSURE TO REMOVE DEFECTIVE PARTS 


On the majority of conventional type refrigerators, the entire refrigerant 
charge can be pumped into the liquid receiver. When this is possible, the follow- 
| ing parts can be ш without discharging the system: 

1. Liquid line 

2. Liquid control valve (except a high side float or a capillary tube) 
5. Strainers in the liquid line 

4. Dehydrators in the liquid line 

5. Evaporator 

6. Suction line 

7. Compressor 


The procedure is as follows: 


1. Close the king valve and start the unit. 


2. Run the compressor until the evaporator is entirely черке and about 
2 25" vacuum is obtained on the compound gauge. 


3. Crack the king valve and bring the low side pressure back up to zero or 
one 1b. pressure. | 


4. Close the king valve again and front-seat the DSV. 


The pressure is now balanced from the DSV back thru the low side of the 
system to the king valve and any part between these two points may be removed. 


| Purging Air from a Unit 





An indication of air in the system is given by high head pressure and the 
` failure of this pressure to drop back several pounds when the unit stops. 


The air will be trapped in the condenser and receiver tank. Some units have 
a purge valve on the receiver tank. On this type unit the procedure for purging 
is as follows: 


1. Stop the unit and allow it to remain idle for about two minutes. 


2. Crack the purge valve and allow air and gas to slowly escape until the 
bottom of the receiver tank begins to get cool. Then close the purge 
valve. 


р 5. Start the unit and operate for a few minutes. If the presence of air is 
still indicated, repeat the purging procedure. 


On units which contain no purge valve, remove the gauge fitting iius or gauge 
from the DSV and purge system by cracking the DSV. 


Some refrigerant will be lost during the purging procedure. After purging, 
the unit should be checked for proper refrigerant charge. 
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REMOVING AND INSTALLING A COMPRESSOR 


To remove, a compressor, proceed as follows: 
1. Stop the unit and install a compound gauge. 


2. Balance the pressure on the compressor 
(a) Front-seat the SSV. 
(b) Start the unit and operate until it shows & good vacuum. 
(c) Stop the unit and crack the SSV until the vacuum builds up to zero 
lbs. pressure. Then front-seat the SSV again. 
(d) Front-seat the DSV. 


3. Remove the service valve flange bolts and break the valves away from the 
compressor body. 
4. Remove the compressor base bolts and lift it off the machine base. 
5. Take off the fly-wheel at once. 
In case the compressor won't pump, proceed as follows: 
l. Front-seat the SSV and DSV. 


2. Remove the gauge fitting plugs or gauges and allow any refrigerant in 
the compressor to escape into the air. (If the unit is charged with 
Sulphur dioxide the odor will be very objectionable if the SOe is purged 
into the air. ‘Та this case pour some 26% ammonia on a rag and hold 
close to the fittings where the gas is being purged off. The ammonia 
will neutralize the SOo and kill most of the odor.) 


5. Then proceed as in steps 5, 4, and 5 above. 


On compressors with a discharge shut-off valve in the head instead of the 
regular DSV, the general procedure is the same as for a wmit with standard service 
valves. The only exception is, that instead of removing the DSV from the com- 
pressor head, the whole cylinder head must be removed from the compressor. The 
head with its shut-off valve closed is then left on the discharge line to the con- 
denser to trap the refrigerant in the rest of the system while the compressor is 
being repaired. 


Some refrigerators having this type of shut-off valve are as follows: 
l. Some models of Frigidaire 5. King Kold 
2. Some models of Zerozone 4. Cold Coast. 
To re-install.a compressor proceed as follows: 
l. Put on the fly-wheel. 
2. Bolt the compressor in place on the machine base. 


3. Use new service valve gaskets, dipped in compressor oil, and bolt the 
service valves in place. I 


4. Install a compound gauge on the SSV. 
5. Remove the gauge fitting plug from the DSV. 


6. Start the compressor and operate until the vacuum will increase no far- 
ther. Air in the system will be pumped out thru the open gauge fitting 
port in the DSV. 


7. To remove any remaining air, crack the SSV and allow gas to pass from 
the suction line thru the compressor and out thru the gauge fitting port 
in the DSV to the atmosphere. When a strong odor of gas is evident, re- 
place the gauge fitting plug or the pressure gauge, back-seat both valves 





eve rerr igeration 


OVERHAULING A COMPRESSOR 
When overhauling a compressor extreme care must be taken to keep all work 
absolutely clean and free from moisture. The general procedure is as follows: 


1. Clean a space on the work bench. 


2. Secure a container in which all bolts and small parts can be placed as 
they are removed. 


5. Center—punch mark the compressor parts before disassembling. 
4. Drain out the old oil. 


5. Examine all valves and valve seats very carefully. Any valve seats that 
are not in perfect condition should be lapped until a perfectly smooth 
clean surface over the entire seat is obtained. They may be lapped on a 
lapping block using an approved lapping compound or plain Bon Ami and oil. 
For lapping recessed seats in pistons a disc valve may be used and the 
lapping compound will be the same as that mentioned above. If this pro- 
cedure does not restore the valve seat to perfect condition the whole 
valve plate or piston should be replaced. 


6. Replace or lap all valves that are not in perfect condition. 

7. Replace or re-surface the shaft seal. 

8. Replace worn wrist pins or bearings. 

9. Wash all parts thoroughly in carbon-tetra-chloride or some other solvent. 


10. Lubricate all valves, valve seats, and seal surfaces before reassembling 
the compressor. 


11. When assembling a compressor, it is standard practice to use new gaskets 
on all parts and to oil both sides of the gasket with clean compressor oil 
before putting it in place. 


12. Be sure to tighten the bolts on the compressor head and housing evenly 
otherwise leaks, cracked castings or broken bolts may result. 


13. After the compressor is assembled, add the correct amount of oil to the 
crankcase. 


14. Connect a short piece of tubing from the DSV to the SSV. 


15. Take the compressor to the testing bench, connect it to a motor and 
operate it for at least an hour. 


16. After the rumning period, check the condition of the compressor with a 
regular efficiency test. The DSV should be connected to an air pressure 
hose which will enable the compressor to pump against a head pressure of 
from 40 to 80 lbs. 


17. Check the shaft seal for leaks. This may be done by connecting an 500 
refrigerant drum to the SSV. This will subject the crankcase and seal to 
about 40 lbs. pressure. Any leaks may be located by using an ammonia 
swab. The test may also be made by connecting an air pressure hose to 
the SSV to build up a 40 lb. pressure in the crankcase. Place the com- 
pressor in a pail of water until the shaft seal is submerged. The ар- 
pearance of bubbles will indicate a leak in which case the seal must be 
resurfaced again or replaced. 


18. If the compressor break-down was due to moisture, it should be taken to 
the bake oven and dehydrated. 


19. Remove the service valves and plug the suction and discharge ports with 
cork or wooden plugs, Remove the fly-wheel, then return the compressor 
to the unit and re-install. 


In the case of rotary compressors, leaky or defective check valves should be 
replaced. Broken vane springs should also be replaced. 


| 


SIDE OF COMPRESSOR. 
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` CHARGING OIL THROUGH THE S.S.V 


| 


| Suction line. 


ED: 
| = 
ОЁ S.S.V. Hand valve. 


ПО LIe 


Bottle graduated 
^ in ounces, — —— —.— 





The procedure for charging oil thru the SSV is as follows: 


Back-seat the SSV and connect a 1/4" copper tube (with a hand valve 
in this line) from the SSV to the bottom of the oil container. 


Crack the SSV, open the hand valve and purge the air by blowing it 
out thru the oil. 


Close the hand valve, front-seat the SSV and pump a vacuum on the 
crankcase. | 


Stop the unit, slowly open the hand valve and allow the desired 
amount of oil to be drawn in. 


Close the hand valve. Back-seat the SSV and remove the hand valve 


and tubins. 


кек усгацтоп 


CHEMICAL DEHYDRATOR. 





A-Brorze wire mesh screens. B -Fef Ler Pods: 
C “т Drying agent 


Chemical dehydrotors are used in Methyl Chloride and Freon systems to remove mois- 
ture. The dehydrotor is usually installed in the liquid line at the king valve. 
It is filled with moisture absorbing chemical which may be one of the following: 
се аи calcium oxide, drierite (clacium sulphate) activated alumina, or 
silica gel. 


A comparison of these various dehydrating chemicals is given below 


ADVANTAGES DISADVANTAGES 
Calcium Chloride Cheap Corrosive to the system if it is left in 
Available in all locations the system any length of time and 
Will absorb large amounts of water if it gets out into the piping system. 


Will corrode iron and steel parts and 
also solder joints. 


Calcium Oxide Cheap Breaks down to finely divided par- 
Efficient ticles on absorption of moisture. 
Has acid neutralizing value These particles might get through 


the filter and into the lines clogging 
other strainers or filters. 


Drierite Reasonable in cost Breaks down into small particles but 


(Calcium Sulphate) Efficient not as objectionable from this 
Can be re-activated by heating standpoint as calcium oxide. 
Activated Alumina Reasonable in cost Not quite as efficient as other driers’ 
Will not break down into finely Does not have as much moisture absorb- 
divided particles ing capacity as some other agents. 
~ Can be re-activated by heating 
Silica Gel High Efficiency High Cost 


High moisture absorbing capacity 
Will not break down 
Can be re-activated by heating 


Calcium chloride is sometimes used as a temporary drier to quickly absorb the 
moisture. It must not be left in the system for longer than a day. 
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CO-EFFICIENT OF HEAT TRANSFER FROM AIR TO AIR FOR BUILDING CONSTRUCTION 


CEILING AND FLOORS 


CONSTRUCTION 


Plaster ceiling, no flooring. . . +< 6 ee eee 2 ee eee enews 
Plaster ceiling, 4 in. joist, 1 in. flooring . . . + + +s < < * * * * ° 
Plaster ceiling, 4 in. joist, 1 in. flooring, 2 in. filled insulation. 
4 in. concrete. No flooring or ceiling. . +< + e» es seo ose oo 
8 in. concrete. No flooring or ceiling. e. e e. e <s +< e < e e e wee 
4 in. concrete, 1 in. flooring. Plaster direct to underside concrete. 
4 in. concrete, 1 in. flooring. Suspended metal lath and plaster ceiling. 


PARTITIONS 


Single glass partition . . + - +S +s +s < * % ° 
Double glass partition . . e. e e o èe + < > o 
Single wall metal partition. . . 2... + + > 
Double wall metal partition. . . . . . «2. 
1 іп. wood door in partition .... . 
Metal lath and plaster to one side of studding 
Metal lath and plaster both sides of studding. е eee . 
Metal lath and plaster both sides, 1/2 in. insulation between studs 
Metal lath and plaster both sides, 2 in. filled insulation . . 
4 in. hollow tile, no plaster. . . e.e +s +s 2 ee eee we we we ee 
4 in. hollow tile, plaster both sides. . 2... 2 ee ee eee 

4 in. brick, plaster both sides. . . . . 2 eee ee ee eee 


с o 


. 
о о о 4 ө е 
. ° . ° е . 
. e е е . ° 
. e . e . . 
оо о ө ө ө 
. 


о о о ө ө o o 
ое о o 

е . 4 e. е . 

e Кө è o в è o 
° ° в 
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EXTERIOR WALLS 


° 
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"K" FACTOR 


Wood siding, sheathing, 2 in. X 4 in. studs, wood lath and plaster ET 
Wood siding, sheathing, 2 in. X 4 in. studs, wood lath and plaster, filled 


insulation е е е ° e ° - . . % ° e е е Ф е . . . LJ ° ° . ° ° . ° 
Wood siding, sheathing, 2 in. X 4 in. studs, wood lath and plaster, 1/2 


in. insulation between studs . . 2. 2 2 + 2 ee ee eee 
Brick veneer, sheathing, studding, plaster on wood lath. ..... 
Stucco, 1 in. wood sheathing, studding, plaster on wood lath... 
Stucco on 8 in. hollow tile, 3/4 in. plaster on metal lath, furred 
Stucco on 8 in. concrete, 5/4 in. plaster on metal lath, furred. . 
8 in. brick, no interior finish. . . e.s +< 2 ee ee eee eee 
8 in. brick, 3/4 in. plaster on metal lath, furred....... 
12 in. brick, 3/4 in. plaster on metal lath, furred...... 
Brick veneer 8 in. hollow tile, no interior finish . . . . . . 
Brick veneer, 8 in. hollow tile, plaster on metal lath, furred 
Brick veneer, 8 in. concrete, no interior finish . . . . . + + 
Brick veneer, 12 in. concrete no interior finish 
6 in. concrete, no exterior, no interior finish. 
12 іп. concrete, no exterior, no interior finish 
Window glass . « « 2 « «© s «e eec ec ө ө ө n 
Double window glass. . . + + s < s ès eeo eo 
1 їп. door to outside (25/32 in. thick). . . 
11/2 in. door to outside (1-5/16 in. thick) 
2 in. door to outside (1-5/8 in. thick)... 


. . . ° ° . * e 

ж . ° ә % 
e © >o ө ө ө е е е 9*9 o е 
оо o 9 9 ее ә o 
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° 
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% ° e . . е ° 
о о о о è ò ө 
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€ € е ө е ө е в ә ө э ө ө ө э е ө о ә 


255 
044 
‚14 
.51 
.41 
.54 
.19 


‚75 
„50 
‚91 
.55 
.45 
.55 
.55 
.18 
‚12 
„59 
.55 


2.57 


.26 
.11 


.15 
‚25 


025 
„50 
„59 
‚26 
„22 
.26 
.20 
„56 
‚58 
„58 


1.15 
45 
„69 
.52 
.46 





LIST OF REFRIGERANTS USED IN HOUSEHOLD REFRIGERATORS. 


TRADE NAME OF UNIT 


Atwater Kent 
Absopine 
Alpinice 
Allison 

Apex 
Audiffren 
Auto-Electric 
Buckeye 

Bohn 

Baker 

Belding Hall 
Brenner 
Brunswick 
Bryant 
Calectro Frost 
Carefree 
Claygo 

Crosley 
Conservador 
(Fairbanks Morse) 
Cold Spot 
Childare 
Cavalier 
Calvert 
Chilrite 
Champion 
California Pride 
Cir-cul-air 
Clinton 

Climax 

Coldak 
Copeland 
Copeland 
(Later than 1933) 
Electro Kold 
Electro Vacuum 
Electro Frost 
Electric 
Eskimo 
Evercold 
Everite 
Fl-Prig-Ette 
Excelsior 
Federal 

- Femcold 
Frankenberg 
Frezel 
Frezel Commercial 
Frigair 
Frigidaire 
Frigidaire 
Frigid Zone 
Frig-O-Matic 


THIS DOES 


COMMERCIAL UNITS. 


REFRIGERANT USED 


Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Ethyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 


Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Methyl Chloride 
Ethyl Chloride 

Isobutane 


Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Fle or Fil4 

Sulphur Dioxide 
Sulphur Dioxide 


TRADE NAME OF UNIT 


M&E - 
Mayflower - 
Mitycold - 
Modern - 
Motorfrigerator - 
Nizer - 
Niagara - 
National | - 
Napier - 
Norge © - 
O'Keefe & Merritt - 
Parker - 
Peerless - 
Polaraire - 
Polaris - 
Powerhold - 
Royal - 
Remonte - 
Rice - 
Romeson - 
Rotax Š _ 
Stewart Warner _ 
Sanitary _ 
Snow Bird _ 
Sparton - 
Sanat - 
Savage - 
Silica Gel - 
Sunbeam ~ 
Servel - 
Simplex - 
Smith - 
Sure Cold - 
Socold - 
Starfreeze - 
Staycold - 
Stewart - 
Stroh - 
Stroh Commercial - 
Superior - 
Temprite - 
Tricold - 
Trucold - 
Trupar - 
Truscon - 
Universal Cooler - 
Universal Cooler - 
Universal Cooler 

(1/4 H.P. Over) - 
Ward - 
Wayne - 
Welsbach - 
Frost Kist - 


NOT APPLY TO ALL 


REFRIGERANT USED 


Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Ethyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Ethyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Ethyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Sulphur Dioxide 
Methyl Chloride 
Sulphur Dioxide 
Freon 


Methyl Chloride 
Methyl Chloride 
Sulphur Dioxide 
Ethyl Chloride 

Sulphur Dioxide 





TRADE NAME OF UNIT 
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REFRIGERANT USED 


TRADE NAME OF UNIT 
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REFRIGERANT USED 


Maricold Sulphur Dioxide Frozene - Methyl Chloride 
Mechana-Kold Methyl Chloride Grunow - Methylene Dichloride 
Gilfillian Sulphur Dioxide Ice-0-Matic - Methyl Chloride 
Gibson Sulphur Dioxide International - Ethyl Chloride 
Grennell Sulphur Dioxide Iron Mountain - Sulphur Dioxide 
Gen. Elec. Sulphur Dioxide Isko - Sulphur Dioxide 
G.E. 1934 & 1935 Methyl Formate Troquis - Ethyl Chloride 
Gen. Necessities Methyl Chloride Jack Frost - Sulphur Dioxide 
Glenn Methyl Chloride Jewell - Sulphur Dioxide 
Gen. Utilities Methyl Chloride Kelvinator — Sulphur Dioxide 
Haines Sulphur Dioxide Kellog - Sulphur Dioxide 
Hart & Burmeister Sulphur Dioxide Kulair - Sulphur Dioxide 
Hostess Sulphur Dioxide King Boreas - Sulphur Dioxide 
Hoven Methyl Chloride Keokuk - Sulphur Dioxide 
Holmes Ethyl Chloride Keyrex - Sulphur Dioxide 
Holbrook Sulphur Dioxide King Kold - Sulphur Dioxide 
Howe Methyl Chloride Leonard - Sulphur Dioxide 
Hvid & Snow Queen Methyl Chloride Lectric Ice - Sulphur Dioxide 
H.C.M. Sulphur Dioxide Lincoln - Sulphur Dioxide 
Iceaire Sulphur Dioxide Liberty - Methyl Chloride 
Iceberg Methyl Chloride Linde - Sulphur Dioxide 
Iceland Sulphur Dioxide Lihyeo - Sulphur Dioxide 
I. C. S. Sulphur Dioxide Majestic - Sulphur Dioxide 
Icelect Sulphur Dioxide Mohawk - Methyl Chloride 
Icemaster Methyl Chloride Westinghouse - Sulphur Dioxide 
Icerator Methyl Chloride 1937 & 1938 - Freon 
Ideal Methyl Chloride Whitehead - Methyl Chloride 
Illinois Sulphur Dioxide Zero Air - Sulphur Dioxide 
Ice Maid Ethyl Chloride Zerozene ~ Sulphur Dioxide 
Indian ` Methyl Chloride Zero-Ice - Sulphur Dioxide 
Z-ro - Ethyl Chloride 
Mills Methyl Chloride Dr. Price - Sulphur Dioxide 


LIST OF TOOLS AND SUPPLIES NEEDED FOR REFRIGERATION 


1 Set of flaring tools. 


(Spring type) 


1 Set 12 Point Box Socket Wrenches 


110" Screwdriver 


1 Ratchet valve wrench 
1 Packing gland wrench 
1 Halide leak detector torch 


l Tube Cutter. 
1 Set open end wrenches (3/8" to 1-1/2") 


1 6" Screwdriver 


1 pr. 8" side cutting pliers 
l Set Allen "Set Screw" wrenches 
1 6" thin model adjustable wrench 


1 Set valve stem adapters 
1 Heavy duty soldering iron 


1 Blow torch 
1 Pencil type refrigeration thermometer 


Refrigeration Service Manuals 


SERVICE 


1 small Pipe wrench (8") 
1 10" thin model adjustable wrench 


1 Set of Tube Benders 


1 Wheel puller 





1 Compound gauge (30" in vac. to 60#) 

1 I. C. C. service drum 1 Gas mask 1 Bottle 26% ammonia 

1 Small can white lead l Sheet 1/52" lead gasket material 

1 Sheet 1/32" asbestos gasket material 1 Sheet 1/64" asbestos gasket material 
Dehydrated seamless tubing 1/4, 5/16, 3/8, 1/2 and 5/8 

Assortment of brass tubing fittings such as L's, Tee's, unions, crosses. 

Special fittings: Half Unions, 1/8" pipe, to 1/4" pipe, Half ells, 1/8" pipe to 
1/4" tube 1/8" Street Ells 1/8" Pipe Tees. 

1/8" close nipples 1 pocket mirror 1 flashlight 

1 Pressure gauge 500# 


t etos Mp? AC B MEI 


SERVICE LOADS FOR VARIOUS TYPES OF REFRIGERATORS 





USE OF CABINET 


Temperature Busy 
difference market 
in degrees or 
Fahrenheit. fresh 
killed 


40 degrees 120.0 
50 ст 


167.0 210.0 


100 | 24. 


120.0 1.50.0 





In B.T.U.'s per cubic foot of gross interior per 24 hours. Used in calculating the 
size unit and evap. for commercial application, for use in selecting evap. coils. 


Heat leakage through cabinet walls, windows in B.T.U.'s per sq. ft. of outside wall 
surface per 24 hours. If wood is not used on both sides of cabinet deduct à inch of 


cork insulation. 
Thickness of insulation 
(cork or equivalent.) 





Temperature 













difference с 
іп дергеев Double | Triple 
ИЕ tes 





=s 
CEA 
CE 


40 degrees 





168.0 144.0 128.0 120.0 880.0 560.0 
189.0 162.0 144.0 135.0 990.0 630.0 


On non-frost coils the heat transfer is 500 B.T.U.'s per 24 hours per square foot of 
evaporator surface. * 








LOAD 
Fuse 
= [d 
= ——} 
{ 
dP 
то Ql 
SPARK i. 1 
PLUGS. MEN. 
1۷ سےا‎ 
2 pare LL ss 
3 4 
° Ф 


wv 
4%) — 
= 46 47 


CONTACTS ARE OPENED WMD 
BY GOVERNOR AT 700 R.P.M. JH 
E 






SERIES FIELD 


200000 


KOHLER FARM 
LIGHTING CIRCUIT. 


CHOKER COIL 


24 VOLT 
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Magnet Charger. 


LIST OF MATERIAL. 
2 SOFT IRON CORES (ROUND) 4"x 2", 
2 SOFT IRON TOPS 334'23%'x! 
1 SOFT IRON KEEPER 844334" JA. 


4 FIBER OR BAKELITE _ WASHERS 
3Y4 DIA. 2" HOLE Me" THICK. 


4 FLAT-HEAD MACHINE SCREWS 
3/8" DIA. 1'/4" LONG. 


4 H ERAN HEAD E. SCREWS 


DIA. tA” L 
500, TURNS жыз Е WIRE 6 
ON EACH CORE LAYER WOUND. STARTER SW. 


9/2 LBS. COPPER WIRE ARE 
REQUIRED FOR THE WINDINGS 
WHICH ARE CONNECTED IN SERIES. 





TOP TOP 334" 
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TOP of BENCH 





~ BOLTS USED TO MOUNT ленет 
CHARGER ON BENC 






INTAKE. VALVE —H > EXHAUST VALVE 


ARBURETOR 








4 CYL. F.O. 480° CRANKSHAFT 
1- 2-4-3 


° OR 
e ) 4-3-4 - 2 
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> CRANKSHAFT 


OPERATING PRINCIPLE OF A SIMPLE 
ONE CYLINDER INTERNAL COMBUSTION ENGINE. 


EXHAUST 
OPENS 








ме 180° CRANKSHAFT 































































1-6 N 42 420° CRANKSHAFT 
RIGHT BLOCK 4-2-4-3 
RIGHT BLOCK 1-5-3-6-2-4 
6 СУ. ЕО, R.H. CRANKSHAFT (ЕБТ BLOCK A4—-3-4-2 
2-5 3-4 1-5 -3-6-2-4 ок LEFT BLOCK 6-2-4-4-5-3 
129° 
RIGHT BLOCK 1-3-4-2 OR 
ine LEFT BLOCK 4 -2-4-3 RIGHT BLOCK 1-4-2-6-3-5 
6 CYL. F.O. L.H. CRANKSHAFT LEFT BLOCK 6-3-5-4-4-2 
- - 2. - p - 
3-4 2-5 а етее FORD VS 90° CRANKSHAFT 
120° 
159 FIRING ORDER М%6 90° CRANKSHAFT 
STRAIGHT "e" * 
R. BLOCK 14-5-2-6-8-4-1--? 
3-6 4-5 4-3 -2-S-8-6-7-4 1-5-4-8-6-3-7-2 
ade oR L. BLOCK 8-4-7-3-4-5-2-6 
t 1-6-2-5-8-3-7-4 
2-7 
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OVERLAP CHART FOR 4 STROKE CYCLE ENGINES. POWER STROKE 140° LONG. 
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* 
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: 1 20° | 
م‎ 120° IT ي ي‎ е ые Н 
10де = 
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60° — 
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l-20*-.— 40° 
[es 440° > 
45° — t 
VEE “16” Қ-а5- 
| 4s° — 
L— 45* 
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TESTING IGNITION COILS. 


COIL TEST CHART 


SECONDARY 


CONNECTED | GROUNDED TO 
TERMINALS | To PRIM. j| COIL case | PRIM. 



















VOLTAGE DROP 
ACROSS SEC. 





NUMBER 
OF PRIM. 


CURRENT 
THROUGH 











A SIMPLE IGNITION SYSTEM 
== I 


IGN. SWITCH 


cou —— | 
ET 


SPARK PLUG —— 








NYERRUPTER 





CONDENSER 
— 


BATTERY = 
INTERNAL SEC. 
CONNECTIONS 


oe eos I= 
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---alj| 


----------- 
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' 
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4 
1 
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TESTING PRIM. 










TESTING SEC. 


BREAK PRIM. 
CIRCUIT HERE 


SEC. HOOK-UP IF 


SEC. 15 GROUNDED 
1 a 








STARTING MOTORS 


STARTING MOTOR TEST CHART 


NO. NO. 
ОЕ ОЕ 
POLES |BRuUsHES | F' FLOS 


TO AMMETER , GEN., 
IGN., LIGHTS ETC. 


STANDARD 4 POLE STARTER 


CONSEQUENT POLE STARTER 
( 4 POLE) 


STARTING MOTOR 
F\ELD CONNECTIONS 





CUT-OUT —— 





GEN.— — 


l 






Ш 


lee | 
ийни 








Arh 
Р E 
ó 
М7 للل‎ 
ш 


THIRD BRUSH GENERATORS 


„~ J VOLTAGE WINDING 
T -CURRENT WINDING 








^ BATT. 
VON Г 6 АМР. FUSE 
NN CONTACTS 
/ 







THIS THERMOSTATIC CONTROL IS ACTUATED то 

BY THE HEAT INSIDE THE GENERATOR. STARTER 
IT OPERATES TO REDUCE THE CHARGING 

RATE WHEN THE GEN. TEMP. EXCEEDS 

160° FAH. BY INSERTING RESISTANCE 

"R" IN SERIES WITH THE GEN. FIELD. 


ROTATION AND FIELD CONNECTIONS 


TO LIGHTS, IGNITION, ETC. 








CONNE 
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GENERATOR TEST CHART 


Мо, о? Generator- = =- = - - - am pas 
Make of generator -------- 
No. of poles- ---------- 
No. of brushes- - =- =- -- --- - 


Thermostatic- - - - = = 


ty 
H 
о 
ct 
% 
Q 
ct 
к» 
о 
5 
? 
I 
i 
i 
1 
I 
1 
I 
i 
i 


Grounded- — = =- = =~ = = 
Field4Ep across each coil - - 
Insulation- - - - - - = 


Condition of field- - - 


Grounded- -- ----- 
Shorted---—----—-- 
ا‎ 
Ооепв - -------- 
Insulation- - ----- К ИЕ 
E ж ыхы 
ы н 
е ЕЕ 
Grounded- ------- ЭШЕ 
n ا‎ 
Но1д4егв|0.К.---------- 
зе LT dh s rn 
МЕ аст 
КЕ eee ا‎ 
о Ree tlle ادت اام‎ 
retarded |1500 r.p.m.— 
i Eur ТКЕН ИН 
чш 1000 r.p.m.— 


advanced |1500 r.p.m. 


Draw a diagram of each generator tested on back of this sheet, 


HIGH TENSION MAGNETO 


-A- -B- 
1 REVOLUTION ^ | 


“phe + кж 


4 REV. OF ARMATURE 










WITH SPARK WITH SPARK 

ADVANCED RETARDED poe ا‎ 
PRIMARY IS PRIMARY 15 POSITION OF ARMATURE CORE AT TIME OF SPARK 
INTERRUPTED WHEN AT MAX. VALUE INTERRUPTED AFTER REACHING MAX.VALUE -A- SPARK ADVANCED. -B- SPARK RETARDED. 


— 






DISTRIBUTOR { 
т 
—. 


1, 


| 


COLLECTOR SAFETY GAP 
PLUG | 
— > 
ON OFF 


BREAKER x CAM 


Р‏ ا 
COLLECTOR ЕР: z DN =‏ 
RING | + Е‏ 
С MAGNETO‏ 
—a | 1— E ner CONTROL‏ 
Г] \ SWITCH‏ == 
E‏ 
CARBON‏ ( 
m BRUSH‏ 


—* 
GROUND BRUSH 
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She 





TWO-POLE SCINTILLA ROTATING MAGNET MAGNETO 


Distributor Gear =? 


ІШІШІПТІТТІТІПІШІШІ 
pl uu t] 


£ + 


Control Switch 
Safety Gap 


Figs. 1 and 2 show how position of the 
rotating magnet determines direction #3 
of flux flow through the stationery am, 
core. Fig. 3 shows position of magnet EZ 
when primary current reaches maximum Od 


value. 2 


PRINCIPLE OF OPERATION 


Current is generated in the primary winding by rotating a permanent magnet which 
produces an alternating magnetic field in the stationary core which supports 
primary and secondary winding. 


For one revolution of the 2-pole rotating magnet, the magnetic flux will change 
direction 2 times or once every 180 . The primary current will reach maximum 
value in the primary circuit just as the magnetic flux in the stationary core 
reverses in direction. 


At this point, the 2-lobe cam opens the breaker points and interrupts the primary 
circuit causing a rapid collapse of the primary magnetic field, which in turn in- 
duces a high voltage in the secondary winding. 
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WICO MAGNETO TYPE E.K. (For Single Cylinder Engines) 


Bar Magnets —4 Wooden 





Breaker 





WICO MAGNETO CYCLE OF OPERATION 
(ТҮРЕ ЕК) 


1. When laminated steel armature is in contact with ends of the stationary cores, 

a complete magnetic circuit is formed which is energized by a set of bar magnets 
at opposite end of stationary cores. 

ё. When armature is pulled away from the ends of the stationary cores, the magnetic 
circuit is broken, and the magnetic field generated by the bar magnet collapses, 
cutting across the two primary windings, causing a current to flow in these two 
windings. This current builds up the primary magnetic field. 

5. As the primary current reaches maximum value, which will be when the armature 

| clears the ends of the stationary cores 3/32 of an inch, the breaker points, one 
| of which is actuated by the moving armature, break the primary circuit, causing 
the primary magnetic field to collapse and cut across and generate a high volt- 
age in the two secondary windings to which the spark plug is connected. A con- 
denser connected across the breaker points speeds up the collapse of the primary 
magnetic field and at the same time reduces arcing across the breaker points. 


CHARGING MAGNETS 
| * 
| 1. Remove outer sheet brass housing. 
| 2. Wedge armature open with wooden wedges 1/16 of an inch thick. 
| $. Determine N and S end of bar magnets. 
| 4. Set entire magneto across magnet charger as shown in diagram with N end of bar 
| magnets on South pole of magnet charger. 
| 5. Turn on charger current and charge for 20 to 30 seconds. Strike magnets lightly 
| while charging. 
| 6. Remove wooden wedges. 
| 7. Remove magneto from charger, and re-install outer sheet brass housing. 
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TESTING MAGNETOS 


CHECK CONDITION OF ARMATURE 
VOLTAGE DROP 
BREAKER | RING INSULATION JUMP 













6 E, BATTERY 


TESTING 
PRIMARY 


TESTING 
SECONDARY 





SCREW DRIVER 


--> 






*— —-—. MAKE AND BREAK 
PRI. CIRCUIT HERE 


SPARK JUMP 
TEST 






IN ORDER TO TEST 
COND PRI. WINDING 
MUST BE DISCONNECTED 
AS SHOWN. 


N 
CONDENSER 
TEST LEADS 

x 





TESTING 
CONDENSER 
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BATTERY IGNITION 


STEEL ARMOURD 
CABLE ¬ 


TO GENERATOR ee | 


ч. 
Кылыгы *. AUXILIARY CONTACT 
IGNITION SW. "BATTERY CONTACT 
we 







\ SPARK 
^ PLUGS 






, 
ISSN 
















| 









CONNECTED TO 


ж 
INTAKE MANIFOLD 


е 
| TONITION COIL 


ВРЕДИТ 


*—VACUUM SPARK CONTROL 


Ж TO STARTING MOTOR 


PIRING ONDER 17$-3-6—-à—24. 


IGNITION COIL 


i 
-UJULA 
аа 


es 3 
1 

‚Яя 
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| 






T 
[ 
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mien 4Peto Di$TAIBUTOR vviT Two COILS. 


HIGH SPEED DISTRIBUTOR 
OLD STYLE ELECTRO-LOCK SWITCH 
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DRAWN B Ps on 


TRACED BYE, 








< >x 





CUT-OUT Coveg Z/ELO £iwS Cur-Our FIELD ING 
WEW JFE INSIDE | COVER ENP END OPPOSITE BUSHING Hahh 


LE BUSHING HOLE ENO 


FIELD DIAG OF CONNS 
PLACE ALL Cos М SLors for KS60. 
Wire Enos AT END OF Fiero ИО Va rs 
RING OPPOSITE 70 Busning HOLE. SON жесе” 
ST. Louis, U. S. A. 
ЗСАЕЕ 22 м 7#894-В 
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| GENERAL IGNITION TIMING RULES 


| 1. Turn engine over slowly until #1 piston is at T.D.C. of the COMPRESSION STROKE, 
| or IGNITION TIMING MARKS line up with TIMING POINTER with #1 piston on COMPRES- 
SION stroke. To determine compression stroke: 
Method 1. Remove #1 spark plug and feel for pressure with thumb as piston 
comes up on compression. | 
Method 2. Watch last valve (exhaust valve). As last valve begins to close 
#1 piston is approaching T.D.C. of the compression stroke. 
Location of ignition timing marks: 
(A) FRONT FACE of flywheel (viewed through timing window in flywheel 
housing) 
(B) ON RIM of crankshaft pulley at FRONT END of engine. 


2. Have breaker unit completely installed. Primary lead, spark advance equipment, 
etc., all connected. BREAKER POINTS adjusted to manufacturer's specifications. 
(If no data is available set at .018") 


5. If octane selector or fuel selector is provided, set at ZERO or MID SLOT. If 
manual spark advance is used, set manual spark advance control in RETARDED POSI- 
TION. 


4. Connect 6 volt timing lite in PARAL- 
LEL with breaker points. (See Dia- 
gram.) Diagram shows two places 
where timing lite can be connected. 





5. Turn ignition "ON". 


6. If solid cam type unit: Loosen clamping screw under breaker housing and rotate 
housing AGAINST normal cam rotations until breaker points just begin to open (6 
volt lite lights up) and distributor rotor lines up with distributor contact #1 
if cap is numbered, if not numbered any contact segment that the rotor lines up 
with becomes #1. Tighten clamping screw. 


If locked cam type: Loosen breaker cam and rotate WITH normal cam rotation 
until breaker points begin to open and distributor rotor lines up with distrib- 
utor contact #1 if cap is numbered. If not numbered, any distributor cap con- 
tacts that rotor lines up with becomes #1. Tighten cam locking screw. 


. 7. Install spark plug cables according to numbers on distributor cap or if not 
numbered according to firing order and rotor rotation. 


8. Testing: 

(A) Shop test: (If timing marks are provided) Connect neon timing lite in 
SERIES with spark plug #1. Start engine and run at SLOW idle. Hold neon 
lite so that its flash will illuminate timing pointer. If timing is not 

| correct, correct by LOOSENING and ROTATING housing or cam according to 

Ë type of unit. DO NOT MAKE CORRECTIONS WITH OCTANE SELECTOR OR FUEL 
SELECTOR. CORRECTIONS ON SOLID CAM TYPE UNIT MADE WHILE ENGINE IS RUN- 

| NING AT SLOW IDLE. f 

| (B) Road test: With engine WARM, drive car at 7 - 8 m.p.h., then push 

| throttle wide open. If engine is sluggish, spark is too late. If engine 

| knocks very noticeably, spark is too early. Correct either condition 

| with octane selector or fuel selector. A slight ping should be heard as 


x car speed increases from 10 to 20 m.p.h. on a level road with wide open 
| throttle. Š : 











AUXILIARY GENERATOR CONTROLS 


REGULATOR) CUT- OUT 
52 aeuo] | і 









TO LIGHTS, IGN, ETC. 





Бл aS Se 






RESISTANCE TO STARTER EE 






SOME MODELS 
pO NOT USE 
AFIELD FUSE 


TWO RATE OR STEP-DOWN 
GENERATOR CONTROL 









uj 


TO 16N. COIL 
TO LIGHTS 






SOME MODELS USE 


у . 
A FIELD FUSE TO STARTER «4 +, 







VIBRATING TYPE 
GENERATOR CONTROL 





Cot Sw a asa a Vl 1 ` 
— OVT ; --- 


©] ВАТТ. x T 7 
| l > LIGHT SW. 
, IS) GEN. 


TO STARTER PR 


| I 

р = І 

| t+ | | | 

I +} | 2e S LIGHTS 
| 1 | |» " 

| [ | | 

i L j 


CHEVROLET LA/''P. LOAD 
GENERATOR CONTROL 
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(/ 
0 0 000000 
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Testine Hook-up For 2 RATE OR SrEPDowN GENERATOR 


r~ 


1 
! 
V 
| 
| 
| 
! 
! 
| 
| 
| 
і 
! 
н 
L. 


GENERATOR CUT-OUT 


NTRO 
FIELD CO L TEST EQUIPMENT 





i 
І 
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n 
< —— 
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4. 
5. 


г 
! І 
Н | І i 
ہس‎ gQ =з I t 
==! {| [ ] $i , ! 
ES h к= E 3 | TO ION., 
LC (—1 L ! O Ó Ó O O! LIGHTS, ETC. 
i? L т l ee T>: = 
E [Гр 
I 5 | CAR AMMETER 
р Lid 
Pp i I7 ex» с 
ГТ J = ВАТ @ 
1 
n | 
ЩЕ 2 ل‎ 
RESISTANCE ФЕ Io X) (GROUND TO ENGINE 
EN. r] 


TO STARTER 7ے‎ 





TESTING PROCEDURE — TWO-RATE GENERATOR REGULATOR 


Read these instructions carefully and carry out in the order given. 





Start engine and run until it is warmed up and rumning smoothly. 

Ground field terminal on generator, and set engine throttle so that the ammeter 
on the car indicates maximum output. 

Check voltage across generator and across battery. (Battery voltage must be 
checked from center to center of the battery posts.) The difference between 
the two readings must not exceed .75 of a volt. If the difference is more than 
-75 of a volt, check the generator circuit for high resistance connections. 
Stop engine and remove ground from generator field terminal. 

With engine stopped, disconnect lead from "Bat" or "Amm" terminal on generator 
cut-out, and connect testing ammeter and rheostat in series with "Bat" or "Amm" 
terminal and end of lead just disconnected. (See diagram.) 

Connect one side of testing voltmeter to either "Gen" terminal on cut-out or 
"A" terminal. on the generator. Ground the other side of voltmeter to clean 
metal surface on engine. (See diagram.) 

Set ammeter switch for high scale. Voltmeter switch for low scale. Rheostat 
control, all resistance out. 

Start engine, and set throttle so that testing ammeter indicates 12-15 amps. 

If ammeter has reversing switch, idle engine before reversing ammeter. 

With ammeter indicating 12-15 amps, gradually cut in resistance with rheostat 
and watch voltmeter. When control contacts open the voltmeter, pointer will 


` drop back slightly. Contacts should open at 8.25 — 8.65 volts. If a manual 


10. 


11. 


is available, obtain data from manual. (Important — Regulator cover must be 
in place when the above test is made, otherwise the test will not be accurate.) 
If regulator contacts open too early, increase spring tension on regulator, 
and if too late, reduce spring tension. 

Stop engine before disconnecting test equipment. 


TESTING HookuP FOR VIBRATING TYPE GENERATOR CONTROL 


TO ION. 
COIL 






т TO LIGHTS 


AMMETER 


---“----------|--------. 


DISCONNECTED FROM 
ION. TERMINAL 


JG STARTER саай 





CD | O 
E O Ст О 


_ TESTING PROCEDURE - VIBRATING TYPE GENERATOR REGULATOR 


Read these instructions carefully and carry out in the order given. 


Jl. Start engine and rum until it is warmed up and running smoothly. 

2. Ground field terminal on generator, and set engine throttle so that ammeter on 
the car indicates maximum output. 

3. Check voltage across generator and across battery. (Battery voltage must be 
checked from center to center of the battery posts.) The difference between the 
two readings should not exceed .75 of a volt. If the difference is greater than 
-75 of a volt, check generator circuit for high resistance connections. 

4. Stop engine and remove ground from generator field terminal. 

5. With engine stopped, connect ammeter, rheostat and voltmeter according to in- 
structions given for two-rate generator control. (See diagram)) 

6. If control has "Ign" terminal, disconnect regular lead from "Ign" terminal, and 
connect short jumber from "Ign" terminal to "Gen" terminal as shown in diagram. 

7. Set ammeter switch for high scale. Voltmeter switch for low scale. Rheostat 
control, all resistance out. 

8. Start engine and gradually increase speed until ammeter reads maximum output. 

If battery is fully charged, this may be less than 8 or 10 amps. In such cases, 
the lights should be turned on to increase the output of the generator or, with 

the ignition off, the engine should be turned over with the starter for about ` 
10 seconds to partly discharge the battery. 

9. With engine running, and ammeter indicating maximum output after the above in- 
Structions have been followed, gradually cut in resistance with rheostat until 
ammeter indicates 8-10 amps. 

10. Check voltage indicated on voltmeter. If regulator is not, the voltage should 
be between 7.45 — 7.55 and 7.55 — 7.85 at room temperature. Average 7.55 - 
7.6. (If a manual is available, set according to manual data.) 

11. If voltage is too low, increase spring tension on regulator and if too high 
reduce spring tension. | 


12. Stop engine before disconnecting test equipment. 


COYNE 





Automotive Electr icity 359 


CURRENT -VOLTAGE GENERATOR REGULATOR (AUTO-LITE 


VOLTAGE. CURRENT 
REGULATOR REGULATOR CUT-OUT 












TO LIGHTS, IGNITION, ETC. 
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TO LIGHTS, IGNITION, ETC. 
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TO STARTER 


DELGO-REMY CURRENT-VOLTAGE GENERATOR REGULATOR 


VOLTAG' CURRENT 
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CAHAUST STROKE 








POWER STROKE 





INJECTION AND START 
OF POWER STROKE 


4 STROKE CYCLE ENGINE 


COMPRESSION STROKE 


STROKE 


INTAKE 





700 


200 > ^90 590 
COMPRESSION PRESSURES 18. PER SA. INO 
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EM Exo gm o p 
ELI EI TI LITE E! 





1400 
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COMPRESSION RATIO 


CYCLE SINGLE CYLINDER DIESEL ENGINE 


STROKE 


+ 









STOP FULL LOAD 
Әм SS жен 
| THROTTLE 











а; 
pP — > FUEL SUPPLY LINE 


SLIDING 
WEDGE IN 
FULL LOA® 
POSITION 





SLIDING STEEL WEDGE TYPE FUEL CONTROL 


TO INJECTION NOZZLE ©- ~ 






aw 
ДІК 
2. 


I ЕН! B 


= WA 


~~ 
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AK 





SS 






-B- DISCHARGE 
VALVE CLOSED 


T 


-С- SIDE AWD END 
VIEWS OF THE 
DISCHARGE VALVE 
REMOVED FROM PUMP 
CYLINDER 


МЫ 


LINE TO 
FUEL SUPPLY 


EY 


GOVERNOR RACK YT 






-А- START OF INJECTION PERIOD 
DISCHARGE VALVE OPEN, 
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z Z CONTROL 
244 < ECCENTRIC IN 
p STOP 





POSITION 
/ 
> 





END OF COMPRESSION POWER. STROKE START OF EXHAUST END OF POWER STROKE 
PERIOD - EXHAUST BY-PASS PORT OPEN. 


STROKE AND START AIR IN CRANK CASE 
OF POWER STROKE. BEING COMPRESSED PORT STARTING TO | 
BY DOWNWARD MOVE- OPEN. 





COMPRESSION STROKE 
AIR IN CYLINDER BEING 
COMPRESSED , VACUUM 


BEING DRAWN IN 
CRANK CASE, MENT OF PISTON. 


2 STROKE CYCLE 3 PORT TYPE ENGINE. 









8” 
Ер 1 
2! m 
ct x 
“» 
xe 
oe 
ve 
. 
RV RARE CHARGED BY CHARGED BY 
conse BLOWER CRANKCASE 
COMPRESSION 
EXHAUST EXHAUST 
PORT PORT INTAKE 
OPENS 


е - 
CLOSES Soe = EXHAUST go” 


2 STROKE CYCLE 2 PORT ENGINE. COYNE 


v.o.c. 






Fig. 
Fig. 
Fig. 


Fig. 


UNIFLOW TYPE 2 STROKE DIESEL ENGINE 


27, 





FIG. 1 ғоғ FIGS 


UNIFLOW DIESEL ENGINE CYCLE OF OPERATION 


Start of compression stroke. Piston moves upward. Inlet air ports 
and exhaust valve closed. 

End of compression stroke. Fuel injection starts 14 degrees B.T.D.C. 
and ends 2 degrees B.T.D.C. 

Power stroke. Piston forced downward by pressure generated by 
burning fuel oil and air mixture. 

Cam operated exhaust valve opens 853° B.L.D.C. allowing exhaust gases 
to escape. 48° B.L.D.C. inlet air ports are opened allowing.air 
under pressure to sweep into cylinder, forcing out remaining exhaust 
gases, and charging cylinder with air. Inlet air ports cloase 48° 
after L.D.C. and exhaust valve 55° after L.D.C. One revolution of 
of crank shaft completes the cycle. (See timing chart at right) 
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SPRING CAP NUT-— — — 
VALVE SPRING 
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NOZZLE BODY 


SINGLE HOLE CLOSED TYPE 
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— ORIFICE 


CLOSED TYPE INJECTION NOZZLE SINGLE ORIFICE 
OPEN TYPE INJECTION NOZZLE 


<> 





MULTI ORIFICE 
OPEN TYPE INJECTION NOZZLE 


PINTLE NOZZLE SINGLE HOLE NOZZLE MULTI HOLE NOZZLE 
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BATTERY TEST CHARTS AND SCALES | 


SPECIFIC GRAVITY, VOLTAGE АМО 
CADMIUM TEST CHART, 
SPECIFIC REMARKS 


SERIES CHARGING LINE 





CADMIUM TEST 












CADMIUM 

METER 
CADMIUM 
STICK | | 

| 25% 25% 
50% 50% 

: 75% 75% 
: CHGED. OISCH., , DISCH. CHGED. 
- NEG. ' GROUP Pos. ' GROUP 


CADMIUM VOLTAGE AND PERCENTAGE | SCALE —.O4E PER SCALE DIVISION 


L R 
—.m.. 
CAD. VOLTAGE —> .10.08 .04 О .04 08 42 .16 .20 .24 .28.30 ° 


NEG. CROUP % CHGED> 10095 85 75 65 55 45 35 25 15 50 


| S a y e & & & а 8 е 
CAD. VOLTAGE —> С с a d d d d wd a an Š 


POS. GROUP % CHGEO.—— 0 10 20 30 40 50 60 70 80 90 100 


AUTOMOTIVE VOLTAGE TESTS (SEE TEST SHEET AND INSTRUCTIONS) 


GENERATOR CUT-OUT 





3 TO LIGHTS (са ce =! 
GENERATOR — ae ыу x 
REGULATOR | © ym » 3 T LIGHT FUSE MIO 
: mi C» I 
— „+ i. A 
i ш Kei 2 
= m BAT. | 2 
F — — — — — 4 
= GEN. z 


CAR AMMETER 











—————————————— = A 
#3 
IMPORTANT 
TESTING A CONNECTION ALL TESTS ON BATTERY AT STARTING 


FOR HIGH RESISTANCE MUST BE MADE FROM | MOTOR SWITCH ALWAYS 


CENTER TO CENTER OF | MAKE CONTACT WITH 
BATTERY POSTS, NOT | TERMINAL POST, NOT 
ON CABLE CLAMPS. f ON CABLE LUG, 


COYNE 
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AUTOMOTIVE VOLTAGE TESTS (ENGINE WARM) 





Make of Car or Engine 


TESTING STARTING CIRCUIT & BATTERY: 





Voltage at V-l 


Voltage at V-2 


(Starter switch open Volts 
(Starter switch closed Volts 
(Starter switch open Volts 
(Starter switch closed Volts 
‘Voltage drop at V -% starter switch closed Volts 


‘Voltage drop at V-4 starter switch closed 
Voltage drop at V-ll starter switch closed 


Volts 
Volts 








TESTING GENERATOR CIRCUIT (Charging at 15-20 Amps.) 


‘If auxiliary generator control is used, ground field 


terminal. 


' tor. 


Voltage at V-5 Volts 
; Volteze at V-2 Volts 
¦ Difference 
Difference should not 


Do not disconnect field lead from genera- 


Volt. drop at V-6 Volts 
Volt. drop at V-7 Volts 
Volt. drop at V-3 Volts 


— 


Volt. drop at V-4 Volts 


— 


Volts 


, exceed .75E. 








| TESTING INTERRUPTER ASSEMBLY: 


' Interrupter contacts must be CLOSED and ignition 


switch ON. 

| Voltage drop at V-8 Volts (Should be zero) 

| Voltage drop at V-9 Volts (Should be zero) 
Voltece drop at V-10 Volts (Should be zero) 





STARTI 


NG OIRCUIT & BATTERY: 


Voltage at V-1 


Sterter switch open, voltage should be 6 volts or 


better. 


If less, battery is not fully charged or de- 


fective. 


Starte 


r switch closed, voltage should be 4.5 or bet- 


ter. 
for: 
1. 


2. 
5. 
4. 


5. 


If less, and battery is fully charged, check 


Bad connections at battery terminals and bat- 
tery ground. 

Corroded starter cable or ground strap. 
Undersized starter cable or ground strap. 

Low battery capacity due to undersized battery 
or shedded plate. 

Battery overloaded due to defective starter. 


Voltage et \-@. 


Starter switch open, voltage should be 6 volts or 


better. 


fectiv 


If less, battery is not fully charged or de- 
е. 


Sterter switch closed, voltage should be 4.8 volts or 


better. 


l. 


If less, and battery is charged, check for: 
Low battery capacity due to undersized battery 
or shedded olates. 


Voltage Drop at V-3 (Sterter Switch Closed) 





If more than .2 volts, check for: 


1. Bad connections at motor or battery end of 
starter cable. 

2. Corroded starter cable. 

3. Undersized starter cable. 


Voltage Drop at V-4 (Starter Switch Closed) 


If more than .1 volts, check for: 


1. Bad connections at battery ov frame end of 
ground strap. 

2. Corroded ground strap. 

3. Undersized ground strap. 


Voltage Drop at V-ll (Starter Switch Closed) 


Should be zero. If more, engine is not securely 
grounded to car frame. This applies especially 
to rubber-mounted engines. Ground with flexible 
ground strap. 





GENERATOR CIRCUIT (Charging at 15-20 Amps.) 





If auxiliary generator control is used, ground 
generator FISLD terminal. i 


Voltage difference between V-5 and V~2 should 
not exceed .75 of a volt. If over, make tests 
V-8, V -7, V-3, and V-4. 


V oltage drop at V-6. 
check for: 
1. High resistance connection between genera- 
tor and starter switch. 
2. Undersized cable between generator and 
starter switch. 
3. Bad cut-out contacts. 


If over .75 of 2 volt, 


(Meke test V-7.) 


Voltage drop at V-7. 


If over .? of & volt, cut- 
out contacts are bad. | 


Voltage drop 2t V-5. Should be zero. If more, 


check for bad connections at both ends of star- 
ter cable. 


Voltage drop at V-4. Should be zero, If more, 
check for bad connectiors at both ends of ground 
strap. 





INTERRUPTER ASSEMBLY: 
Interrupter contacts must be CLOSED and ignition 
switch must be ON. 

Voltage drop at_V-8. Should be zero. If more, 
interrupter contacts are rough. 

Voltage drop at V-9. Should be zero. If more, 
grounding pig-tail between grounded contact and 
interrupter housing is broken. 

Voltage drop at V-10. Should be zero. If more, 


ae 








REGULATOR 1 
CUT- оой 
; a 
Шаг: 
HEATING 
ELEMENT 


TO LIGHTS 


BALLAST RES. 


STARTING MOTOR 
PUSH BUTTON 


SWITCH 
F | TO HORNS 


STARTING MOTOR SWITCH 


STARTER 


TO TEMPERATURE INDICATOR 


BATTERY 
INDICATOR 


LEFT SIDE 


DIST. |ROTOR 
BREAKER 


KO. I-5-4-8-6-3-7-2 
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SKETCHES SHOWING VARIOUS DIAL READINGS 


DARK NEEDLE INDICATES STEADY HAND - - LIGHT NEEDLE INDICATES MOVING HAND 


STEADY NEEDLE 
LOW VACUUM 


STEADY NEEDLE 
BETWEEN 14-16 


15 15 
10 20 to 20 | 
25 5 25 5 25 
o зо о 30 


5. Loose valve 
guides. See also 
Nos. 2 and 4. 


STEADY NEEDLE 
ВЕТМЕЕМІ7-21 


1$ 
ез 
о 30 





Poor rings or 
Late ignition 


Re 
oil. 


1. Normal motor. 


timing with possibly 
some needle motion. 


REGULAR DROP 
NORMAL. VACUUM 


15 
9 
o зе 


SLOW MOVEME NT 


IRREGULAR DROP 
LOW VACUUM 


NORMAL VACUUM 


| 15 

| 10, 20 

| 

| 5 | 25 
| 

i 9 зә 


5. Gummy valve stems. 
| Mixture too rich or 

| too lean. Occasional 

| plug miss. Internal 
carburetor trouble. 
Also see No.8. 


OPERATING MOTOR BY QUICKLY 
OPENING AND CLOSING THROTTLE 





7. Late valve 
timing. Also 
gee No. 8. 


6. Valve held open. 
Valve chipped, or 
burnt, or leaks. 
Warped valve seat. 
Head gasket leak. 


MOTOR RACING 
OR IDLE 
15 


ll. Normal read- 
ing at start, bùt 
gradually drops, 

indicates choked 

muffler. 


10. Needle drops to O 
when opening throttle, 
and does not rebound 
to 25 on closing. Poor 
rings, pistons, or 
oil 


Needle drops 


9. 
to 2 when opening 
| throttle, and re- 
| bounds to 25 when 
| closing, indicates 
normal motor. 





STE ADY NEEDLE 
LOW VACUUM 


[r3 
Le 
0 30 





4. Intake manifold 
or heat riser leak. 
Also see Nos. 2 and. 


SLOW MOVEME NT 
LOW VACUUM 





8. Carburetor out 
of adjustment. Plug 
gaps too close. 
Points not synchro- 
nized. See also 
No. 5. 


MO TOR RACING 


12. Wide variations 
of needle increas- 
ing with motor speed 
indicate weak, or 
broken valve springs. 


- ----.Т жағ Болпокмлсыт Соз 








- 


HY-RATE DISCHARGE TEST 


+ 


2. Meter 
Tester 


No. of Sp. Gr. of Open Hy-rate Condition 
Plates Electrolyte Circuit E test E of Cells 


CONDITION OF BATTERY 


If all cell voltages are equal 
within .15 of a volt and above 1.8 
volts battery is charged. 


5 
If all cell voltages are equal 
within .15 of a volt, but below 1.8 Case 17 
volts battery is discharged. 
| Case 
If cell voltages ‘are unequal by 


more than .15 of a volt or if all 
voltages are less than .6 of a volt, NOTE 
battery is defective. 





Thin wall cases may contain 
2 more plates than number 
given above. 
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RADIO TRANSMISSION AND RECEPTION. 





MICROPHONE CHAN- MODULATOR IMPRES- 
GES SOUND WAVES SES A.F. UPON THE 


INTO ELECTRICAL R.F. CARRIER: 
] MODULATED 




















l Е VARIES 
(MECHANICAL ENERGY.) WITH A.F. SIGNAL. 


/ 


— AMPLIFIED AND 
MODULATED В.Р. 


CARRIER. 
POWER 
SUPPLY. 


A device designed for the transmission of voice or music by radio must be 
provided with: 
1. Some means whereby air pressure variations (sound) may be changed into 
equivalent electrical impulses. This is the function of the microphone. 





OSCILLATOR GENERATES 


HIGH FREQUENCY 
ENERGY, ——————-e| OSCILLATOR. 











2. A section designed to generate the radio frequency A.C. carrier energy. 
This is the function of the oscillator. 


$. An arrangement which will impress the audio frequency energy upon the 
В.Р. carrier. This is the function of the modulator. 


4. Some device that will cause the modulated energy to be radiated into 
space. This is the function of the transmitting antenna. 


5. A source of electrical energy; that is, a power supply. 


If a relatively large amount of power is to be radiated, amplifying stages in 
both the R.F. and the A.F. ‘sections will be required. 


MODULATED AND AMPLIFIED AMPLIFIED A.F: 
R.F. CARRIER. A.F. ENERGY. 














MODULATED 


R.F. SIGNAL. SPEAKER CHANGES 


ELECTRICAL IMPULSES 


А š INTO SOUND WAVES. 
A device designed 


for radio reception of voice or : music must be provided with: 
1. А means of picking up the desired transmitted energy. This is the 
function of the receiving antenna, and tunable resonant circuits. 


2. Some means of recovering the A.F. impulses from the modulated R.F. 
carrier. This is the function of the demodulator. 


5. A device for changing electrical impulses into sound. This is the 
function of the loud speaker or headphones. 


4, A source of electrical energy; that is, a power supply. 








DEMODULATION BY DIODES. 


After the modulated R.F. signal has 
been picked up by the antenna and. 
-amplified by the R.F. stages in the 

| receiver, it becomes necessary to 
recover the A.F. signal from the R.F. 
carrier. The stage in the receiver 
designed to accomplish this is called 
the demodulator stage, or the detec- 
tor stage. 

















MoouLareo R.F. 
INPUT. 









Basically, demodulation consists of 
two steps: 
1. Rectification (either partial | о 
or total) of the modulated R.F. 
input. 
2. Filtering of the R.F.variations — 
from the rectified modulated 
output. 




































Detled line shows 27449 


velve of rectified, (pulses. 


Preference pont “в О 
от? oll sketches. 


The type of tube mest widely used for demodulation 
purposes is the diode. This tube serves as a recti- 
fier to remove the negative half of the modulated 
carrier. Although not as sensitive as triode demod- 
ulators, the diode handles relatively strong signals 
(10 to 30 volts) well and produces little distortion. 


As the rectified current flows through the diode load 
resistor R, it produces a voltage drop that drives 
the point P negative with respect to 0. By connect- 
ing a condenser across R as shown in Fig. B, the R.F. 
pulsations are filtered out. ; 


The unmodulated R.F. carrier produces a steady neg- 
ative voltage at point P, but when modulated energy d 
is passed through R the potential at point P follows AF verictons in voltage 
the A.F. variations in the modulated input. This between O cmo R 
action produces between 0 and P a voltage that var- 

jes in proportion to the amplitude of the modula- 

tion envelope. In this manner, the original A.F. 

signal is recovered. 














By-passing of the A.F, 

signal across R is pre- SIGNAL 
vented by making the INPUT. 
capacity of C so small 
that it has a high re- 
actance to A.F. The 
much higher frequency 
R.F. currents are readi- 
‘ly bypassed around the 
diode load resistor R. 


Diagram C shows the same basic circuit as A and B with the addition of a volume 
control and some additional filtering. Note how the voltage between 0 and P is 
applied to the grid circuit of the following A.F. amplifier tube. The A.F. 
filter is employed to remove the A.F. variations from the diode output so that 
& steady D.C. voltage, proportional to the carrier strength, may be obtained 
for purposes of automatic volume control. 


Соле. 
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SCHEMATIC SYMBOLS USED IN RADIO 


ANTENNA 
(AERIAL) 


GROUND 


(oR CHASSIS CONNECTION) 


LOOP AERIAL 
(USUALLY BUILT INTO 
CABINET OF RECEIVER) 


—L- CONNECTION 
— NO CONNECTION 
CONNECTION 
| (WHEN NO-CONNECTION 
c 


NO CONNECTION 
(WHEN CONNECTIONS ARE 
INDICATEO BY DOTS) 


CROSS -OVERS ARE 
INDICATED BY NALF- 
IRCLES) 


| TERMINAL 


+ ONE CELL OR 
A' BATTERY 


T + MULTI-CELL OR 
аи "В" BATTERY 


بت 


МАМ RESISTOR 


| POTENTIOMETER 


TAPPED RESISTOR 
OR VOLTAGE 
DIVIDER 


RHEOSTAT 
AIR-CORE 


0 0 00 б CHOKE COIL 


EG 
E 
E 


$3 


7 “юнь” 


IRON- CORE 
CHOKE COIL 


RF 
TRANSFORMER 
(AIR CORE) 


A.F 
TRANSFORMER 
(IRON CORE) 


POWER 
TRANSFORMER 


P* H$- VOLT PRIMARY 
$,: CENTER-TAPPEO 


SECONDARY FOR FILAMENTS 


р 3 Ё 52 OF SIGNAL CIRCUIT TUBES 


$5 SECONOARY WINDING 
FoR RECTIFIER TUBE 
FILAMENT 


$y: CENTER- TAPPED 


HIGH-VOLTAGE SECONDARY 


WINDING 


FIXED 
CONDENSER 
(MICA OR PAPER) 


FIXED 
CONDENSER 
(ELECTROLYTIC) 


VARIABLE 
CONDENSER 


TUNING 
CONDENSER 


TRIMMER AND 
PADDER 
CONDENSER 


LF. 
TRANSFORMER 


(DOUBLE-TUNED) 


POWER 
SWITCH 
(S.P.S.T.) 


SWITCH 
(S.P.D.T.) 


e—— SWITCH 


— w e— 


(O.P.S.T.) 


SWITCH 
(D.P.DTT.) 


SWITCH 
(ROTARY OR 
SELECTOR) 


CRYSTAL 
DETECTOR 


LIGHTNING 
ARRESTER 


—\ FUSE 


QA à SIDA 
бо HEADPHONES 


LOUDSPEAKER, 
MAGNETIC 


LOUDSPEAKER, 
PM. DYNAMIC 


e 


LOUDSPEAKER, 
"ELECTRODYNAMIC 


em 
POY 


FILAMENT 


CATHODE | 


3- ELEMENT 
VACUUM 
TUBE 


ALIGNING 
KEY OF 
OCTAL BASE 








FUNDAMENTALS OF RADIO. 


/- Energy stored 7 (vert rh duve h positron, 
2- Stored energy o// converted fo energy 


of mohor. 
3-frer of motion eff converted fo 
Oscillations. ALY Si ° 
energy oz /os/*ror. 


м? Іт 
2-2) lectrostotic energy changed 3 -Llectromagnetic РА 
ж electromagnetic energy. electrostatic. 


/-Electrostatic energy stored 


т condenser. 


N | 
| ) | ЖЖ 


Fons miler: frece/ver- 


Modulating AF signe! —Unmodulated RE 


[Todu lotor: Башы 


A Modulated RE Pecttied AF Current 
Noduvlated RF through Phones. 


| Crystal rectifier | 
l Juneble | 


Serres 
transformer: reson on £ 


| crevit ` Demo duloting 


| Section. 
“- --- ------ -- 


„2 ES ection. 


Syn | Е 
| = Note thatthe resonant circuit provides 
| arm ео as well as selector. 
The resonant circuif 110 broadcast receiver 


should respond equally % o band of frequencies 
| - /o KC. wide. 


















. be stored in either system. 
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ONDENSER ACTION. 


When the mechanical pressure on 
either side of the diaphragm or 
the electrical pressure on either 
side of the dielectric is the sane, 
both diaphragm and dielectric are 
in an unstressed condition. Under 
such circumstances no energy can 


When the piston is moved up press- 
ure at X increases, creating differ- 
ence in pressure that stresses the 
diaphragm. When a difference in 
electrical pressure is applied to 
the condenser the dielectric is 
similarily stressed. Both systems 
now store energy. 





Providing a path through C relieves 
mechanical stress in the diaphragm 
and the electrical stress in the 
dielectric. The momentum of the 
liquid causes the diaphragm to re- 
verse its position; thus in both 
systems oscillations are set up 
that finally reduce the stored 
energy to zero. 


With the difference in pressure 
reversed, the diaphragm is stressed 
in the opposite direction. The 
stress in the dielectric is also 
reversed and the condenser is 
charged with the opposite polarity. 
Both systems again store energy. 


By moving the arm up and dow the 
condenser is caused to charge and 
discharge repeatedly. Note that 
the condenser input is pulsating 
DC, where-as the condenser circuit 





2 is A C; thus current appears to 


== flow through the condenser although 
it really pulsates in and out of it. 


Electrical capacity depends upon: Hyáraulic capacity depends upon: 
1. Area of the dielectric and plates 1. Area of diaphragm and cylinder 


2. Thinness of the dielectric 


2. Thinness of the diaphragm 


3. Dielectric material 5. Diaphragm material 

Capacity of electrical condensers is measured in Farads. When a condenser has 
one Farad capacity, it will absorb one coloumb of electricity when one volt 
fe anlitad. Tha nractienl unit af capacity is the microfarad. 








INDUCTANCE. 
ое 
A 


* š i | 
f 14 Wire. | ! 
Whenever a wire carries current, magnetic loops ! 


link with the circuit, the number of linkages | 
depending upon the design of the circuit. When 
the circuit wires are arranged as shown above, | 
the cross sectional area of the flux path is І 
small and the total linkages almost zero. 


| 
| 
| 
| 
| 
! 


Іп В the wires are more widely spaced, the area enclosed 
by the circuit being greatly increased. This circuit will 
produce many more flux linkages per ampere than A. 


In C the same wire used in A and B is wound 

in the form of a coil. Per ampere, this cir- 

cuit produces many more linkages than B be- 

cause increasing the turns increases the 

total flux; furthermore, the increased flux с 
now links with the circuit in increased 
number of times as each line of flux tends to 

link with all turns of the coil: thus the 


linkages between circuit and flux are greatly 
increased. 


D is the same coil as C except that its shape has been 

changed in order to make the cross section of the flux 

path a maximum. This coil will produce more flux per 

amp. than C; therefore the flux linkages set up for a 
given current will be greater in D even 
though both coils have the same number 
of turns and use the same size wire. 
Since all circuits shown here use the 
same size and length of wire, the 
ability to produce flux linkages evi- 
dently depends upon the shape of the 
circuit. 


In E an iron core has been added to provide an easier path for the flux; this re- 
sults in a tremendous increase in the flux and the number of linkages per ampere. 
Consideration of the several circuits shown indicates that the ability of a circuit 
to produce linkages depends upon the number of turns in the circuit, the area of 
the flux path, and the character of the flux path. When a circuit will produce 
100,000,000 linkages for each ampere of current flowing in it, 
it has an inductance of one Henry. Whenever the current in an 
inductive circuit changes, the flux changes; this varying flux 
cuts the wires and induces in the circuit a voltage that 
opposes the change. In a circuit that has an inductance of 
one Henry, current changing at the rate of one ampere per 
second will produce in it a self-induced voltage of one volt. 


When the current flowing in a circuit дедг not vary, there is no inductive effect. 
Inductance may be very important, however, with regard to the opposition that it 
develops in circuits carrying varying D.C. or A.C. In circuits of this type, the 
effects of inductance may be much more important than those produced by the ohmic 
resistance of the conductors. | 
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X. REACTANCE. Xe 


In a circuit carrying unvarying current, the only opposition 
to current flow is the resistance of the conductors. Ina 
circuit carrying varying D.C. or A.C. other kinds of opposi- 
tion, in the form of opposing voltages, may appear. These 
voltages may be responsible for the greater part of the op- 
position offered to current flow. For example, if a current 
such as A were forced through a coil of one Henry inductance 
the average value of the self induced voltage would be 240 
volts; for current B, 480 volts, 


These high values of voltage result from the high rate of 
current change in amperes per second. Curve A represents a 
rate of change of 240 amperes per sec; B, 480 amps per sec. 
Curve C, which depicts a pulsating D.C. current, would cre- 
ate the same self-induced voltage in a circuit of one Henry 
inductance as curve B. 


INDUCTIVE REACTANCE: The counter voltage produced by a con- 
tinually varying current flowing in an inductive circuit is 
termed inductive reactance. Its symbol is Xj, and its value 
is given in ohms for mathematical convenience. 





The relative between inductance (L) and inductive reactance 
(XL) is given by the formula: 

Note that Xy is proportional X. D 

to the frequency, Doubling the frequency (f) will double 


the.reactance because it doubles the rate of current change 
in amperes per second. 


CAPACITIVE REACTANCE: If a current of the character de- 
picted by these curves is applied to a condenser, the con- 
denser will change and discharge repeatedly, the number of. 
charges per second depending upon the frequency. As these 
actions are taking place, the condenser develops a counter 
voltage that limits current flow. The opposition effect 
offered to the flow of a varying current by a condenser is 
called capacitive reactance. Its symbol is X, and its value 
is given in ohms. Xç depends upon the condenser capacity 
in Farads (C) and the frequency (f) of the current as shown 


by the formula: Vice / 
< Рус’ 


Note that the greater the capacity of the condenser, and 
the higher the frequency, the lower will be the X,. 





t 

° 

Š 
` 
£ 
° 
01. 
G 
9 


Inductive and capacitive effects may be of considerable 

importance in D.C. circuits carrying varying currents such 
as those shown in curves C and D; for such a current may be 
regarded as consisting of two parts or components, the un- 


varying D.C. component, (shown by the dotted line) and the BE 
varying or A.C. component (shown by the curves). In many i. 
cases the value of the A.C. component is of more importance l | 
in determining the character of the circuit reactions than + 






is the D.C. component. This is particularly true in radio ` 
circuits where the A.C. component may represent the signal —— 
voltage that the receiver is designed to select and amplify. |“ 





GE. 


Sketch E shows how a counter voltage may be. used to diminish 
current in a circuit, and why it is mathematically permissible 
to regard such an opposing voltage as a resistance. 








IMPE DANCE. 


R AND L IN SERIES 

If the arithmetical sum of Eg and Ey is compared with 
the applied line voltage. It will be found that the 
former is considerably greater than the latter; this 
is due to the fact that the voltage Ep and the volt- 
age Ey, do not reach their maximum values at the same 
instant. Ав shown by the curves and the vector dia- 
grams these voltages are actually "out of phase" with 
each other by one-quarter of a cycle or 90 electrical 
degrees. It is because of this phase difference that 
the opposition effects encountered in the A.C. cir- 
cuit cannot be added arithmetically but must be com- 
bined by means of formulas such as those shown in the 
sketches on this sheet. 


R AND C IN SERIES 

The conditions shown in B are similar to those shown 
in A except that voltage Ee lags ER by the same amount 
that Ey], leads ER in A. As the voltage across a pure 
resistance is always "in phase" with the current flow- 
ing through it. EL leads the current by 90 degrees 
and E, lags the current by 90 degrees. The term "out 
of phase" is used to indicate that two periodically. 
varying quantities do not pass through corresponding 
values at the same instant. The formula shows how 

the sum of the effects of resistance and capacity re- 
actance must be obtained. Note that these quantities 
have direction as well as value. This explains why 
they cannot be added arithmetically. 


R, L AND C IN SERIES 

In C the phase relations are shown for R, L and C in 
Series. Ep leads Eg (or I, for Eg and I are always L7 Xe) 
in phase with each other) by 90 degrees, while Fc dics 

lags behind by 90°; consequently voltages Ey, and Ec 

are 180 degrees out of phase with each other and, if EL 

they are equal in value, will cancel. Under such 

conditions, the only opposition remaining in the cir- 

cuit is due to R; this is the circuit condition re- 

quired for series resonance. Note carefully the phase 

relations shown by the vector diagram and sine curves 

in C. Diagram D shows how it is possible, even in a 

D.C. circuit, to have voltages in the circuit that are 

greater than the applied voltage. Note that E] and 

Eo are in direct opposition to each other; that is, 

they are 180 degrees out of phase. 


ны 
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D 


` 


|! 
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IMPEDANCE 

Impedance is the total opposition to current flow en- 
countered by an A.C. current of the A.C. component of 
a continually varying D.C. current; its symbol is Z 
and its value is measured in ohms. Impedance may 
consist of R only, XL only, Xc only, or any combina- 
tion of these opposition effects. The formulas for 
determining Z in terms of R, XL and Xc are shown in 
the diagrams. 
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RESONANT CIRCUITS. 





SERIES RESONANCE 

Whether a resonant circuit is the series or the paral- 

lel Фуре depends upon the way in which the applied . ГА 

‘voltage is introduced with respect to L and C. In ee 

Fig. A the voltage applied to the circuit is obviously (45 o і | c 


< 


in series with L and C; therefore this circuit is the “ч 
series type. If the voltage were introduced electro- hes 
magnetically, as shown by the dotted section, the in- 
troduced voltage would still be in series with L and 
C. The characteristics of the series circuit at 
resonance are: 
1. Current reaches a maximum value. 

2. Opposition to current flow becomes minimum. 


PARALLEL RESONANCE 
The circuit shown in B is exactly the same as that 
Shown in À except that L and C are now in parallel 
with respect to the applied voltage. This arrange- 
ment is therefore termed & parallel resonant circuit. 
Assuming the same values of L and C as used in Fig A, 
this circuit will become resonant at the same fre- 
quency as A. Although both types of curcuit may reso- 
nate at the same frequency, the effects produced in 
© circuit are very different, for the characteristics 
of the parallel resonant circuit are: 

l. Line current falls to a minimum. 

2. Opposition to Line I flow becomes maximum. 


PARALLEL AND SERIES RESONANCE 

Fig. C shows two electromagnetically coupled resonant 
circuits. Frequently used in radio work, this аг- 
rangement is employed to introduce a very high im- 
pedance into the plate circuit of one tube, the series 
circuit being employed to provide selection and ampli- 
fication in the grid circuit of the following tube. 


APPLICATION IN THE ANTENNA 

Figures 1 and 2 show an application of both types of 
resonance in the antenna. Іп 1 а series circuit is 
used to tune the antenna to the desired frequency; for 
a given strength of signal this will increase the 
voltage applied across coil A. In Fig. 2 a parallel 
resonant circuit is employed to provide a very high 
impedance to unwanted frequencies. As the series cir- 
cuit accepts frequencies to which it is tuned, and the 
parallel circuit rejects them, the former is called an 
acceptor and the latter a rejector circuit. 


FREQUENCY AND RESONANCE 

As the frequency is changed in a circuit containing L 
and C, the opposition offered varies as shown in Fig. 
Е. As the frequency increases, the inductive reactance 
increases and the capacitive reactance decreases. At 
some particular frequency (depending upon the values 
of L and C) these two effects become equal and neu- Z 
tralize each other. When this happens the only oppo- ^ 
Sition to current flow in the series circuit is the 
ohmic resistance of the conductors; the resonant point 
has been reached. 











MECHANICAL AND ELECTRICAL RESONANCE. 


چ 


LEG 


Resonance in any system, mechanical or elect- NORMAL POSITION. 
rical, is always accompanied by a change in 

energy from one form to enother. The swing- 

irfg pendulum, the balanced wheel and 

spring, snd the electrical combination of 

ə coil and a condenser are common exam- 

ples. If energy is introduced to such 

systems, it will change from one form to 

another at a definite frequency. 


In Fig. A both systems are shown in the normal 
state, for no energy is stored in either. 
In Fig. B the wheel has been turned clock- 
ti wise, thereby storing energy in the 
-Z coiled spring» Applying a voltage to 
= the condenser has a similer effect, 


I causing the condenser to store electri- 


——--- cal energy in the electrostatic form. 


++ 


+ 


When the wheel is released (Fig. C) the energy ~ 
stored in the spring is converted to momentum 

in the wheel. Similarly, when the switch is 
closed, the electrostatic energy in the con- 
denser is converted into electromagnetic 

energy in the field built up around the 

coil as the condenser discharge flows 

through it. 


As the coiled spring unwinds and its energy 


is converted to momentum in the wheel, the 
latter moves past the normal position and 
tensions the spring in the opposite sense. 
Similarly, as the magnetic field collapses, 
its energy is converted into electrostat- 
ie energy in the condenser. Note that 

the spring is tensioned in the reverse 
direction, and that the condenser is 


eharged with the opposite polarity.(Fig. D) 


In Fig. E the wheel is a-gain moving past the 
normal position doe to its momentum, and the 
magnetic field is about to collapse. Fig, FZ 
completes the cycle that started with / 
Fig. B. Were it not for friction in the 
mechanical system, and resistance in the 
electrical system these oscillations, 

once started, would continue indefinitely. 


The frequency of the oscillation will, in 

the mechanical system, depend upon the weight 
and diameter of the wheel and the stiffness of 
the spring. In the electrical system the 
frequency of oscillation is determined 

by the inductance of the coil and the 
capacity_of the condenser. If the ex- 
ternally о energy is of the 


seme freque as that of the system, 
small in) gt hu lse will create and 
sustain violent oscillation. 
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MECHANICAL AND ELECTRICAL RESONANCE. 


Another example of an oscillating mechanical system is 
the pendulum. Moving the pendulum sidewise raises the 
weight W and stores energy in it by virtue of its posi- 
tion. Note that the pendulum is actually lifted thru 
distance D. In the electrical resonant system, this 
would be equivalent to charging the condenser. 


Then the pendulun is released it moves toward the 
original position. During this time, the energy of 
position is converted to energy of motion. By the 
time the position shown in B has been reached, the 
pendulum is moving at its most rapid rate, and all 
of its stored energy has been converted to energy 
of motion. The electrical equivalent of this would 
occur as the condenser discharged end built up the 
magnetic field around the coil. 


Due to its momentum. the pendulum continues its 
motion, the energy_of motion being gradually con- 
verted to stored energy due to its position. The 
electrical equivalent of this would occur as the 
magnetic field of the coil collapsed and charged 
the condenser. 


If there were no windage or frictional effects, the 
swings on either side of the vertical position 
would be equal and, once set into motion, the system 
would oscillate for ever. In the electrical system, 
it is the resistance of the coil and the losses in 
the condenser that causes oscillation to cease. 





If this mechanical system is disturbed in any way, 
it will immediately go into oscillation at a defin- 
ite frequency, this frequency being determined by 
the length of the supporting string R. As shown in 
D. quartering the length of R will double the freq- 
цепсу. If the electrical system shown in E is sub- 
jected to an electrical impulse, it also will oscil- 
late, the frequency of oscillation being determined 
by the setting of the variable condenser. 


If the pendulum were subjected to several equal sets 
of externally applied impulses, each set having a 
different frequency. it will be found that only the 
set whose frequency closely approximates that of 
the system will be effective in producing oscilla- 
tion. If the length of the string be varied, the 
system may be "tuned" to accept one set of fre- 
quencies and reject the others. In this way, the 
system may be made resonant to any frequency within 
its range. 

by varying the capacity of the variable condenser, 
the electrical system shown in E may be tuned to 
respond to electrical impulses of a pre-selected 
frequency. If several sets of electrical impulses 
be applied to such a circuit, it will respond only 
to those that closely approximate the frequency for 


L2. 255:..-Ll.-3 
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| RESONANT CIRCUITS. | 


Series Pesoront Circuir- 


Rorolle! Resornart Circuit- 
Cond C: rf 
ие, 


“Lqvotion X. = £ is tve orly IF obmic resistence 
of coll rs negli thle; otferwise бь- 24. 

When the ohmic resistance ^s meesureahble X. 
may be Боло! b frst obtaining Zi ond Ken 
using formula A= V2Z2-h? where hi eguols the 
ohmic resistance of the coil. 
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HANDY RADIO FORMULAE 





















Direct Current Relations Complex Impedance 
AMPERES = ммм И) 
WATTS = El PR $- Zz ¬ VR +L 2 - ума: 
Resistance Relations 2 2 





ыз ызы 2. ммм _— R 
R с 
кес сс АЛҒА ww Rrota І С 
в. Ra 
Rrora = Ri+ Re +Rz etc. Ro ‘ce 


Two Resistances Only 


[REPRE 


Rrota = Bx Re Unknown = Rex R: 


Capacity Relations 


эш Зы. etc. 
TFT om 2 
Cs 


Crorat = + ë + dete. Crova, = Cr +C2 + Crete. 


Two Capacities Only 





Resonance Formulae 


= l = | = | | 
F= ayt tran FT С = аттес 
Where F is in cycles, L is in henries, ond C in Farads 

















Croras Ст (езтко) 
А зс ES 
SIE SE 
Ci Ce Сі Unknown 








1 XC Gi x Cr 
Ci + C2 Unknown = С Cr 


Simple Reactance 








Crota == 









X. хс Хе 
k = et 2+ K = Ot Cm Сн 
i | с Ст 
X, - 2T" FL Xe “39 FC Xez2)FL- 5d rc Where Cm - Це 


Over-Coupled Circuit паде 


Where F is the resonant 

frequency of each circuit 

independent of the other 
and K is the 


coupling - coefficient 








USEFUL 


SERVICING 


INFORMATION 








AUTOMOBILE BATTERY GROUND CHART 
































YEAR 1934 1935 1936 1937 1938 1939 1940 1941 1942 
Auburn..... POR 15 РӨй. Pos... | Poss]. vede reme beta eec eet e tee 
Buick....... ...Neg.. ....Neg.. .|...Neg.. .]... Neg.. .]... Neg. Neg. Neg... Neg Neg. 
Cadillac..... ...Pos.... |... Pos.... |... Pos....]... Neg.. .|...Pos Ров....|... Ров... Pos. Pos. 
Chevrolet, . |... Neg... |... Neg.. . |... Neg.. . |... Neg.. .]... Neg. Neg. ..Neg. Neg. Neg. 
Сһгузїег....|......... ...Ров....|...Ров....|...Роз....|...Роѕ Ров....... Роѕ....|... Pos. Pos 
Сога. ее е у s POS РОВ ао ее Пен RAZ 
DeSoto..... ...Роз....|...Роз....|...Ров....|...Ров....|...Ров Pos....]... Pos....|... Pos. Pos. 
Dodge...... ...Pos.. ..|. ..Pos.. ..|. .. Pos... . |... Pos... . |... Pos. Роз....|... Pos....i... Pos. Pos. 
ГРлевелһеге ..|...Мев...!|...Меб...|...Мевг...|.........(|.........1.........1.2.2.2.2.........0.4,..422 4222... 
Ford..... ...Роз....|.. ale 
Franklin. Pos. 

Graham. . Pos ç 
Hudson..... ..Роз....|... š 
НортоЫіе. .!...Роѕ....|... ç 
Lafayette... ...Pos....]... š 
LaSalle..... ... Possis]... Қ 
Lincoln. .... ...Neg...|. af =f N 2 bad 
Шпооіп ?ерҺ.|.........1.........1......... ...Ров....|...Роз .Ров....|... Pos....]... Pos. Pos. 
Мегейғун. 2 ЛелскелДРЕе тетра а етке alee ees .Ров....|... Pos....]... Pos. Pos. 
Nash*...... ... Pos... . |... Pos... . |... Pos... .|. ..Pos.... |... Pos „Роч....|... Ров....|... Ров. Pos. 
Oldsmobile. .|...Neg.. .|...Neg...|...Neg...|...Neg...|... Neg. . Neg. .Neg... Neg. Neg. 
Packard..... .Pos....|. .. Pos... |... Pos... .|... Pos. Pos. .Pos....]... Pos.. Pos. Pos. 
Pierce-Arrow |. . .Pos....|...Pos.... |. .. Pos... |... Pos... |... Pos ..Ров....|... SERE DRE ЕССЕ, 
Plymouth, .. |... Pos... |... Pos... . |... Pos... .j...Pos....|... Pos .Pos....]... Ров....|... Pos. Роз 

' Pontiac..... ...Neg.. . ...Neg.. .|...Neg.. .l...Neg.. .|... Neg. Neg. Neg.. Neg. Neg. 
Studebaker. . |... Pos... . |... Pos... . |... Pos... . |... Pos... .].. . Pos. Ров....!... Ров....|... Pos. Pos. 
"Terraplane . . |... Pos... . |...Pos... .|. .. Pos... .|. .. Pos... |... Pos Роз....|... Ров....|... Pos....]......... 
Willys......]......... ...Neg...|...Neg.. .]...Neg...|...Neg. Neg. .. Neg. Neg. Neg. 





+*Some special custom-built models have negative grounded. 


Ohms Law for 
Direct Current 


E E E = Voltage 
R I = Current in Amperes 
R = Registance in Ohms 
E 
R= T 


Resistances in Series 
В; = Rı + R, + R:... Rn 
Where: Rr is the total value of all resistors 
connected in series. 
В, В», etc., are the individual resistors. 


Resistance in Parallel 
The formula for resistances in parallel is: 
1 
FR, = + EEE n 
— Ton + — ete. 
R, R, R; 
Where: Ri is the effective value of all the 
resistors connected in parallel. 
R,, R;, B; aretheindividualresistors. 
This formula may be extended as far as one 
has resistances in parallel. For an example 
let us say we have four resistances of 5 ohms, 
10 ohms, 20 ohms, and 30 ohms. Substituting 
in our formula we obtain: 


1 
R= yy 
5020 -> 
60 
KITE Www 
= x = 2.60 ohms total resistances. 


A convenient formula for only two resist- 
ances in a parallel circuit is: 
Ri X R; 
В, = —— 
В, + В, 
By referring back to the formula for resist- 
ances in parallel one may readily see how 
this equation is derived. As an example for 


this formula let us use values of 10 ohms and 
35 ohms. Substituting in our formula: 
10 X 35 350 


DN TES ond ohm 
Cass 45 oe 


Capacity of Parallel Plates 


When two conducting plates are parallel, 
close together, and of large area, the capac- 
ity is given by 


C = 0.0885 times Ë 


Where C = capacity in micromicrofarads 
K = dielectric constant 
S = area of one plate in square cen- 
timeters 
distance between plates in cen- 
timeters 


o 
lI 


Reactance (Capacitive) of a Condenser 


106 
Xc = — 
ý 2rfC 
Where: т = 3.14 
= frequency 


C = capacity in microfarads 
Example: What is the reactance of a 2-mf. 
condenser at 50 cycles? 


ш 1,590 oh 
----------і, m: 
6.3 X 50 X 2 л. 

Impedance of a Circuit 


The impedance of a circuit consisting of a 
resistor and capacitor in series is: 


Z =, VR? + Xe 


The impedance of a circuit consisting of a 
resistor in parallel with a condenser is: 
Z= RXc 


VR? + Xe? 


Reactance (Inductive) of a Coil 
XL = 2=fL 
Where т = 3.14 
f = frequency in cycles per second 
L = inductance in henries 
Example: What is the reactance of a 20- 
henry choke at 50 cycles? 
6.3 X 50 X 20 = 6,300 ohms 


Power Factor of a Condenser 


R 
| = 
1 
у R2 EXT 
T (sc) 
Where: R = the resistance of the condenser 


= 6.28 times the frequency 
C = capacity in farads 

On a bridge the resistance (R) is determined 
by dividing the reading of the series resist- 
ance (Rs) by the ratio of A/B (where the 
resistance of Cs is negligible). 


Rs 


Dissipation Factor Q 


The ratio Q of reactance to resistance is gen- 
erally used as the factor of merit of a coil or 
condenser and is called the dissipation con- 
stant. 


op, 
F ilQ = — 
or a coil Q R 
For a ood r Q = l 
nser X = RC 


Equivalent Impedance 
of a Series Circuit 
When an inductance, capacity and a resist- 
ance are connected in series, the combined 
effect is called the impedance of the circuit. 


Zo = VR? + (XL — Xe) 
Where: Z = impedance in ohms 
R = resistance in ohms 
XL = reactance of inductance in 
ohms 
Xe = reactance of capacity in ohms 


Equivalent Impedance 
of a Parallel Circuit 


When an inductance, capacity. and resist- 


ance are connected in parallel the equivalent 
impedance 


рес сан ШЕ 2.2 
Y (RXr, - RXo)? + Xr2Xe? 
Frequency 
Where: requency in cycles 


f-f 

т = 3.14 

L = inductance in microhenries 
C = capacity in microfarads (mf.) 
{ 106 


Ezample: To what frequency will a 0.0005 
mf. (500 mnif.) condenser, in parallel with a 
180-microhenry coil, tune? 


106 


—P = 530,000 cycles = 530 
6.3% 180 X 0.0005 


kilocycles = 565 meters 
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ANTENNA DIAGRAMS 


GUY WIRE 
INSULATOR 










AERIAL. WIRE 


FASTENING WIRE INSULATOR FE 


Fic. 1 


LEAD-IN 





BAKELITE. STRIP a | 






$ 
STEP-DOWN RATIO ! ПЯ 
TRANSFORMER L.— 


7 


SHIELD OVER THICK INSULATION— — 






STEP-UP RATIO 
TRANSFORMER 


-----.. 


PISO FIG. 3 


ENERGY PICKED UP BY THESE TWO WIRES WIL BE ІМ 







ENERGY WILL NOT BE TRANSFERED INTO THE ANTENNA 
CIRCUIT OF THE RECEIVER BECAUSE OF THE 
BUCKING EFFECT PRODUCED. 








TO RADIO OR ANT. COUPLER 





ANTENNA INFORMATION 


An antenna includes the wires or conductors, which extends outside of the receiver 
and which are effected by the signals coming from a radio transmitter. The common 
type of antenna consists of one or more wires elevated above the earth. 


The antenna system consists of the horizontal wires or antenna proper and the ver- 
tical wires or "lead-in". Considering the horizontal portion, the capacity or 
condenser effect of the antenna increases almost directly with its length up to 
100 feet but increases less rapidly for greater lengths. This might be expected 
since an increase of antenna length increases the area of the condenser which is 
formed by the antenna and ground. There is only a small change in capacity as 
the height of the antenna above the ground is increased above 30 feet. From a 
height of 30 feet up to a height of 120 feet, the decrease in capacity is only 
about 7%, but as the antenna is lowered under 30 feet, the capacity increases 
quite rapidly. This effect might also be expected because lowering the antenna 
brings the parts of this condenser closer together. The capacity of a vertical 
lead-in wire increases directly with the length of the lead-in. The capacity of 
the lead-in must be added to that of the antenna to obtain the total capacity of 
the whole antenna system. 


In the following table is given the capacity in mmfds. of the horizontal portion 
of the antenna and also the capacity of the vertical lead-in. Preceding the 
hyphen is the capacity in mmfds. of the horizontal portion and following the 
hyphen is the capacity of the vertical lead-in. 


CAPACITY OF HORIZONTAL AND VERTICAL PORTION OF A SINGLE WIRE ANTENNA 


— —— — — —— —  —nDrvnIUF T  — 


LENGTH IN FEET OF HORIZONTAL PORTION OF ANTENNA 


Antenna 

Height 50 Feet 45 Feet 60 Feet 75 Feet 100 Feet 

in Feet Ног-Уег% Hor-Vert . Hor-Vert Hor-Vert Hor-Vert 
20 Feet 59-40 mmfds. 83-40 mmfds. 111-40 mmfds. 1359-40 mmfds. 182-40 mmfds. 
$0 Feet 58-56 " 81-56 п 109-56 " 181-56 " 175-56 " 
40 Feet 57-71  " 80-71  " 107-71 " 128-71  " 172-71  " 
60 Feet 57-105 " 80-105 " 105-108 " 121-108 " 170-108 m" 

100 Feet 56-166 " 79-166 " 104-166 " 119-166 " 168-166 " 








The effective capacity of the antenna system is somewhat greater at the higher 
frequencies or lower wave lengths used in broadcasting than at the other end of 
‘the scale. Taking the effective capacity of 1000 K.C. or approximately 300 
meters as represented by 100%, the following changes are found in practice. 


At 1500 K.C. or 200 meters, the capacity is 120% and at 600 K.C. or 500 е; 
it is 90% of the value at 1000 K.C. 


For an antenna 60 feet long and 40 feet high, the above table shows the capacity 
of the horizontal section to be 107 mmfds., and that of the vertical portion or 
lead-in to 71 mmfds. or a total of 178 mmfds. for the entire antenna. 


Inductance of the antenna. The horizontal portion of the antenna and vertical 
lead-in not only have capacity but also have inductance even though they are 
straight wires. The following table gives the value in microhenries of the 
horizontal portion of the. antenna and the vertical lead-in. 
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INDUCTANCES OF ANTENNA SYSTEM MICROHENRIES 





LENGTH IN FEET OF HORIZONTAL PORTION OF ANTENNA 





Antenna 

Height $0 Feet ‘ 45 Feet 60 Feet 75 Feet 100 Feet 
in Feet Hor-Vert Hor-Vert Hor-Vert Hor-Vert Hor-Vert 
20 Feet 20-10 I 50-10 41-10 50-10 68-10 
30 Feet 20-15 50-15 41-15 51-15 69-15 
40 Feet 20-21 50-21 42-21 52-21 71-21 
60 Feet 20-54 50-54 42-34 55-54 72-54 

100 Feet 20-61 30-61 42-61 52-61 72-61 


The inductance of the antenna and lead-in are not lumped inductance as found in 


coils, but are distributed over the whole length of these wires. These distrib- 
uted inductances are due to the changing magnetic field set up around the wires 
when alternating current flows in them. The total inductance of the antenna and 
lead-in is not as great as the sum of their separate inductances as would be the 
case with lumped inductances in series, nor is it as small as the two inductances 
in parallel. 


Practice shows that the approximate effective inductance of antenna and lead-in 
may be found by adding the two together and dividing the sum by three. Thus, for 
an antenna system 45 feet long and 40 ft. high, it is seen that the inductance of 
the horizontal portion is 30 microhenries and of the vertical portion 21 micro- 
henries. Their sum is 51 microhenries and the approximate effective inductance 
is 1/8 of 51 or 17 microhenries. 


Directional Effect of Antenna. It is often found that signals will be received 
best from a direction opposite to that in which the antenna runs from the re- 
ceiver. If the antenna points westward, best reception may be had from points to 
the east. Unless the antenna is at least 100 ft. long, it will show little di- 
rectional effect, regardless of the direction it rums and will receive just as 
well from one point of the compass as any other. Any apparent directional effects 
are due to local conditions such as interference of trees, buildings, and antenna 
location in general. 


Insulators for Antenna, The end of the antenna farthest from the receiver should 
be supported with an insulator made especially for this purpose. Good insulators 
are made of porcelain, glass, Pyrex, or high-grade moulded materials. Glass is 
excellent but well glazed porcelain is probably as good as glass as long as the 
glaze is not chipped or cracked. 


The far end of the antenna should be fitted with one or two of the insulators as 
in Figure No. 1, and to the far end of the insulator should be attached 5 or 10 
feet of strong galvanized iron wire. This is used to. make the mechanical connec- 
tion to whatever post or other support used. 


When running antenna or lead-in wires along walls or around corners, they should 
be kept well away from the wall by stand-off insulators. A stand-off insulator 
consists of a piece of glass or porcelain that holds the antenna wire and is it- 
self held by a metal flange or rod that may be fastened to the wall, post or roof 
edge around which.the antenna turns the corner. There should be at least 2 inches 
of insualtion surface between the antenna wire and the nearest part of the metal 
support. Many stand-off insulators are made with a porcelain bushing, that is a 
piece of porcelain with a hole through it, which is held in an eye formed on a 

















metal screw or bolt. These are not as good as the kind which provide а greater 
length of insulating surface between the antenna and the metal support. 


Lead~ins for Antenna. The lead-in includes all antenna circuit connections run- 
ning from the horizontal portion of the antenna, down the side of the building to 
the receiving set. 


The first rule for a lead-in is to make it short. A lead-in like an antenna has 


inductance, capacity and resistance, but the inductance and capacity can not be 
used to such a good advantage as when used in the antenna itself. To make a case, 
а lead-in 100 feet high used with an antenna only 30 feet long would have three 
times the inductance and capacity of the antenna itself, but if the lead-in for 
this 30 foot antenna were reduced to 40 feet, its inductance and capacity would. 
be only about 20% more than that of the antenna. 


The lead-in is part of the antenna circuit and within practical limits the lead- 
in should be kept away from everything, by proper use of stand-off insulators . 
wherever they are required. Because insulated wire is used for the lead-in does 
not mean it may be dropped over the edge of a roof without any protection. There 
is no objection to using insulated wire for the lead-in if the wire is properly 
supported, but neither is there any advantage. 


The lead-in wire should be kept away from, or insulated from, walls, ceilings, 
mouldings, etc., in the room through which it passes on its way to the receiver. 


Sometimes, the lead-in is connected nearer the center of the antenna rather than 
at one end. Then the effective length of the antenna is equal to about 1/2 of 
its physical length, or half that of an antenna of the same length in feet but 
having the lead-in at one end. Where the lead-in enters the building, it should 
be run through a porcelain or glass insulator. Such an insulator may be passed 
through 9/16 to 3/4 inch hole bored in the window frame. The outer end of the 
lead-in wire should be scraped perfectly clean and a secure mechanical joint made 
between it and the antenna wire, which has also,been thoroughly cleaned of all 
insulation or oxide. This joint should then be thoroughly soldered. If it is 
impossible to solder the joint, wrap it with tin foil, then cover the foil with 
& layer of rubber tape followed by & layer of friction tape. 


If the lead-in wire enters a wall or window through a porcelain insulator, drill 
the hole for the insulator with a slant so that the outdoor end will tilt down- 
ward, thus preventing entrance of rain into the building. 


Various kinds of special lead-ins may be purchased. Some of these consist of flai 
ribbon copper incased in a covering of insulation. Such a device may be laid ovei 
the window sill and the window closed tightly over it. Тһе danger in this con- 
struction comes from the fact that the insulating covering may be broken through 
the water from rain or snow will ground the antenna, which means weak signals, or 
no signals in the receiver. 


Never use a lead-in device in the ends of which wires are held by spring clips or 
Similar devices. All such joints corrode with wet weather and after they corrode 
for a few months, the antenna might just about as well be disconnected. Every 
joint in the antenna system must either be soldered or else solidly bolted and 
well-shellacked to keep water from the joint. 


After the lead-in has entered the building, it will have to be carried along the 
walls, base-boards or mouldings until it reaches the receiver. This inside part 
should be made of well insulated stranded copper wire. From the standpoint of 
appearance, a silk-covered wire is best, although any other insulated wire will 
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be as good from the standpoint of radio reception. As a final precaution, bring 
the lead-in from the building entrance to the receiving set in the straightest 
line possible, avoiding unnecessary turns. 


Kinds of Antenna. Receiving antenna of the outdoor type usually consists of a 
single straight wire insulated from the support at one end and connected to the 
receiver at the other end. This is called an inverted L-type antenna. А соп- 
nection is sometimes made to the center of the elevated wire rather than at one 
end and the resulting antenna is called a T-type antenna. 


Height and Length of Antenna. The effective height of the antenna is considered 
from an electrical and not physical standpoint. The effective height is usually 
less than the physical height because of buildings and objects in the antenna 
field. The higher and longer the antenna the more powerful the signals brough 
in. 


As a rule, it is best to have the horizontal or straight part of the antenna at 
least 60 to 75 feet long. This does not mean that excellent work cannot be done 
with 50 feet or less, but that 75 feet may be better. An antenna with the straight 
horizontal part more than 100 feet long, is not required by modern receivers. With 
many of the better sets, the result will not be as good with 150 to 200 feet of 
antenna as with 100 feet or less, considering selectivity, static interference, 

and everything else that goes to make or mar satisfactory reception. 


All of this advice applies to antenna used for broadcast receivers. Reception 
from long wave commercial stations will require a much longer antenna, and short 
wave reception will call for much shorter antenna. 


The best length of antenna depends on local conditions and on. the type of receiver · 
being employed. The following list gives lengths that are satisfactory generally, 
These lengths are the sum of the horizontal part of the antenna, the lead-in to 

the receiver, and the ground connection from the receiver. 


For receivers having 6 or more tubes . . . . . . 40 to 50 feet 
For 5 tube, T.R.F. вөбз............. 60 to 75 feet 
For 4 tube sets with one R.F. stage. ...... 80 to 100 feet 
For Š tube regenerating receivers. . .... + . 100 to 120 feet 
For 1 tube sets, crystal sets, etc. . . e - + +< 100 to 150 feet 


Wire of Antenna. For antenna wire, first choice should be stranded enameled 
copper or phospher bronze, the second choice is solid wire enamel covered. 
Antenna wire should be of No. 14 or No. 12 gauge. 


Copper is the best of all conductors for radio impulses, but copper oxide is very 
poor. Since radio impulses travel near the surface of the wire, if this surface 

is composed of the high resistance copper oxide, such an antenna has lost much of 
its effectiveness as a conductor of signals. 


Shielded Lead-in. In many installations, as in apartment houses, hotels, etc., 
it is necessary to install the aerial wire a considerable distance above or away 
from the receiver. 


The long lead-in wire, also serves to pick up some radio signals, but it also has 
electrical impulses induced in it by any electrical appliances used in the build- 
ing. 


Elevator motors and switching devices, relay contacts on electric refrigerators, 
etc., may induce considerable disturbing voltages in it, so that reception becomes 
extremely noisy. In cases of this kind. the lead-in wirac chana ha -r2-93 7 
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We also have what is known as the impedance matched antenna kits, which are com 
posed of impedance matched transformers, one of which is connected at the antenna 
end where it connects to the horizontal portion of the antenna, the other connects 
to the receiver end of the lead-in; the top transformer steps the voltage down 
which reduces loss of energy due to capacity between lead-in and shield. 


The interference commonly called static, which may be picked up by the antenna 
system, can be divided into two types. First, atmospheric static, produced by 
sparks discharges between two unlike charged particles in the atmosphere, and 
also by solar radiation; second, man-made static produced by various types of 
electrical equipment. - 


Atmospheric static exists on practically all frequencies althpugh there is a 
marked decrease in the strength of this type of static on extremely short wave, 
particularly below 10 meters. 


Man-made static is just the reverse, its strength being greater on short waves. 
The ignition system of an automobile radiates the maximum amount of its energy 
around 10 meters. 


It is not possible to reduce atmospheric static when receiving amplitude modu- 
‘lated carrier without producing a corresponding decrease in the transmitter 
signal, but it is possible to erect an antenna system that will reduce the pick- 
up of man-made static without materially reducing the pick-up of the signal from 
the transmitter. This is done by placing the horizontal portion of the antenna 
high above the earth so that it will be out of the strong man-made static field 

. and then shield the lead-in, or construct the lead in so that the energy it picks 
up is balanced out and is, therefore, not transferred into the receiver. There 
are various ways of doing this as shown in Figure No. 2 and No. 3. 


Since the length of the antenna system will greatly determine the particular 
frequency to which it will best respond, it is apparent that the ordinary antenna 
will not give the same efficiency on both short and broadcast waves. This makes 
it desirable to use on all wave receivers a special type of antenna made of f 
several sections, each one different lengths so that the longest section will be 
effective on broadcast while the shortest section will be effective as the antenna 
for short waves. Such an antenna is shown in Figure No. 4. 
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FUNDAMENTAL. PRINCIPLES OF VACUUM TUBES 


FIL. C.G. PLATE 


A three element tube with the 
grid at zero potential. Note 


that only a few electrons reach 
the positive plate, and a large 
number collect around the fila- 
- ament forming a "space charge." 


FIL. 5.6. PLATE 


In this tube an extra grid 
(screen grid) is located be- 
tween the plate and control 
grid. This grid has a positive 
potential applied to it. In 
this position it reduces the 
capacity effect between the 
plate and control grid, in- 
ereasing the control range of 


ға. С.е. PLATE 


The same tube as #1 with a neg- 
ative potential on the grid. 
Less electrons now reach the 
plate and plate current is 
lower. 


ru. 5.6. PLATE 
Note in this tube that the ex- 
tra grid, known as ihe screen 
grid, completely encircles the 
plate. The inner part of the 
grid both reduces space charge 
&nd capacity between plate and 
control grid. The outer part 


merely reduces capacity effect 


between the outside of plate 


аф ала 


fu. c6 PLATE 


The grid in this diagram has a 
positive charge which increases 
the electron flow, and plate 
current, and also effectively 
reduces the "space charge." 





Fu. 5.6. PLATE 


This tube, known as a pentode, 
has another, element (supressor 
grid) connected to the cathode 
or filament, that prevents the 
undesirable effects of secon- 
dery emission, which is due to 
the electrons from the cathode 
striking the plate with such 
force as to set free other 
electrons. See Fig. 4 and 5. 
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TRACING "B” CURRENTS IN TUBE CIRCUITS 


Three-element, filament- Three-element, filament- Three-element, filament- 
type, battery-operated type, AC-operated tube. type, AC-operated tube 
tube. 50, O14, 40, ll, 45,26, 714,10, 50,245. employing a hum control. 


12, 20, 71А. 


g 


Three-element heater-type Screen-grid, heater-type = AeF. pentode, heater-type 
tube. 27, 37, 56, 76. tubé, 24A, 35, bl, 36. tube, 41,42,45 








A.F. pentode, heater-type  B.F. pentode, heater-type 
tube, 47, 938, 644. tube, 57,58,606, 626. 
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METHODS OF CONNECTING EXTRA SPEAKERS. 


EXTRA MAGNETIC SPEAKERS CONNECTED TOA RECEIVER HAVING A DYNAMIC SPEAKER. 
с м.>. с M.S. 
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‚ SINGLE 
OUTPUT 
ТУРЕ PUSH- PULL 


OUTPUT TUBES Br 


EXTRA DYNAMIC SPEAKERS CONNECTED TO A RECEIVER HAVING A DYNAMIC SPEAKER. 





TO EXTRA SPEAKER FIELO SUPPLY. 


M.S. = MAGNETIC SPEAKER. NOTE:- VOICE COILS OF EQUAL 
С.= .25 TO А. МЕР. IMPEDANCES MAY BE CONNECTED 
R.» 20,000 TO 50,000 ouMS. IN SERIES OR PARALLEL. VOICE 
| 0.5 = DYNAMIC SPEAKER ON THE SET. COILS OF UNEQUAL IMPEDANCES 
| F.C.2 FIELD COIL. V.C. = VOICE. COW. SHOULD BE CONNECTED IN SERIES. 


E.D.5. = EXTRA DYNAMIC SPEAKER. 
METHODS OF EXCITING SPEAKER FIELDS. 






IN SOME CASES LI AND C2, 
MAY BE OMITTED. 
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METHODS OF DETERMINING SIZE OF BAFFLE BOARDS AND METHODS OF PHASING 
TwO OR MORE SPEAKERS. 


The purpose of a baffle board is to increase the distance a sound wave must 
travel in passing from the front to the back of a speaker and vice versa. 


Referring to Fig. 1, you will note that the cone passes through four distinct 
movements as shown by the arrows numbered from 1 to 4 inclusive,. This produces a 
complete sound wave, as indicated by the dotted curved line through the speakers. 
The time required to produce each distinct movement, is equal to the time required 
to produce 1/4 wave length of the sound wave being produced. Note also that the 
pressure changes produced on opposite sides of the cone are at any given instant 
opposite to each other — that is ~ a pressure exists on one side and a rarefaca- 
tion on the other. . 2 


These pressure disturbances, which are actually the sound waves, travel away from ẹ 
the cone at & Speed of about 1150 Ft. per second, and have а tendency to pass 
&round the edge of the cone. If the sound wave has time to pass from one side of 
the cone to the other during one distinct movement, & maximum compression will 
combine with a maximum rarefaction resulting in suppression of that particular 
Sound wave. This explains why a baffle board should be used to increase the 
effective length of the sound path as shown in Fig. 2. 


When the cone is producing a low frequency note, it is moving more slowly than 
when operating on high frequency notes, therefore, a low frequency note would 
have a greater length of time to travel to the opposite side of the cone, making 
necessary the use of a larger baffle board - to prevent suppression of low notes 
~ than is required for high notes. If all edges of the board are free so that 
the sound can pass around them, the cone should be mounted in the center of the 
board. In case one side of the baffle board is fitted tightly against a wall or 
ceiling, the cone may be mounted close to wall or ceiling, since these surfaces 
will serve as.an extension to the baffle board. The effective length of the 
baffle is always equal to the shortest distance around the edge of the board. 
Since the time required for sound to travel around the edge of the board to 
produce maximum suppression is equal to the time required to produce 1/4 wave 
length of the sound wave being produced, it is evident that we must make the 
"Effective Length" equal to 1/4 wave length of a given frequency, to prevent 
suppression of all sound above this frequency. But 


1 Velocity 
Wave Length = 
Frequency 
Therefore, 
1 1150 282 
Effective Length = —— X ———— = 


4 Frequency Frequency 
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The following example shows a practical application of this formula. Suppose that 
we wish to find the distance from edge to edge of a baffle board required to bring 
out all frequencies, down to 50 cycles per second with a one foot cone speaker. 

By the formula: 


282 
Effective length = 
Frequency 
By substitution: 
282 EE 
Effective length = —— = 5.6 ft. 
50 


Assuming the cone to be in the center of the board, then A will equal B. But A 
plus B = effective length. Therefore, 5.6 plus 1 = 6.6 ft. = distance from edge 
to edge of board. | 


The box type baffle of Fig. 2 illustrates how a baffle board, large enough to 
bring out very low notes, can be confined to a small space. 


Te infinite baffle is designed to prevent supression of all frequencies down to 
the lowest frequency range of the human ear. The felt padded grids will absorb 
a large amount of the back sound wave and will help a great deal to prevent 
acoustical feedback when a microphone is located back of the speaker. 


The type and shape of the proper baffle to use depends upon the shape of the 
territory to be served. It is desirable to have as near a uniform volume dis- 
tribution as possible. If the area served is square, then a flat baffle board 
would give best,distribution of sound. If the room is rectangular, then a 
directional baffle is best. The trumpet type horn will serve an area of about 
$0 angular degrees directly in front of the speaker. making it the best type of 
baffle for long distance coverage; hence, very desirable for outdoor installa- 
tion. 


The baffle board must never act as a sounding board. It should be made of some 
non-resonant material such as 3/4" thick celotex, papier~mache, or soft wood at 
least 3/4" thick. 


SPEAKER PHASING 


When two or more speakers are connected to a common amplifier and are serving the 
same area, it is necessary that they produce the same change in the air pressure 

at the same time. If this condition exists the speakers are said to be in phase, 
and they will deliver to the air the greatest amount of acoustical power possible. 


If one is close to the speakers when they are thrown alternately in and out of 
phase, the change in volume is barely perceptible; but if one is some distance 
from the speakers, the reduction in volume when the speakers are out of phase 

is very evident. 


It is well to keep in mind that sound waves are pressure variations and that the 
volume of sound depends upon the amplitude of these variations. It is possible 
to have a large amount of air movement, such as exist with high winds, and still 
have very little sound produced. 


In Fig. 3B, the speakers are facing opposite directions as sometimes desired in 
outdoor installations. In this case, the speakers are in phase when they are 
moving in the opposite directions at the same time, as shown in sketch. 


€ 
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A very simple way to check speakers for the purpose of phasing, is to disconnect 
speakers from amplifiers and connect a battery into the speaker circuit as shown 
in Fig. ZA. The end of the loose wire serves as a switch. The wire is pressed 
against the battery terminal and then removed, thus closing and opening the 
battery circuit. The battery circuit should be normally left open and closed for 
only a short instant, because the voice coils have such a low resistance that 
enough current will flow to destroy them. With the field coils excited, place 
your finger on the center of one cone and then close the battery circuit for an 
instant. Make a mental note of the direction in which the cone of the speaker · 
moves. Then place the finger on the center of the cone of another speaker and 
check the direction in which it moves when the battery circuit is closed. The 
cone of all speakers should move in the same direction. Reverse the voice coil 
connections on any speaker that moves in & direction opposite to that desired. 


If the movement of the cone is not perceptible, when the battery circuit is closed 
increase the battery voltage to get & noticeable movement. The direction of any 
cone can be reversed with respect to its former movement by reversing the con- 
nections to either the voice coil or the field coil, but not both at the same 


time. 


Fig. $C, shows another method of checking phasing. The speakers are connected to 
the amplifier and are placed tightly against each other as shown in sketch. When 
the speaker cones.are caused to move — by touching the grid of the first detector 
or first audio amplifier tube - they should move toward each other, or away from 
each other, at the same instant: this action will cause air to rush in and out 
between the contacting cone surfaces and will vibrate a piece of thin paper held 
close to the cone edges. This test is not generally as satifactory as the test 
previously mentioned, and should not be used in preference to those outlined 


earlier in this article: 
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| CONDENSER TESTING. 
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PURPOSE 
A transformer is a device designed to change an A.C. voltage - or a periodically 
varying D.C. voltage - from one value to another without any change in frequency. 


CONSTRUCTION 


The ordinary transformer consists of a primary winding - connected - the source 


of energy - a laminated iron core, and one or more secondary winding Theore- 
tically, any winding may be used as the primary, provided the proper) voltage and 
frequency be applied to it. The laminated iron core serves as an efficient means 
of magnetically coupling together the primary and secondary windings, 


ACTION 
A periodically varying voltage applied to the primary winding produces a varying 
current that in turn develops a varying flux in the iron core. This varying flux 
cuts all windings, inducing in each of them a voltage proportional to the number 
of turns. 


TURNS RATIO 


The ratio of the primary voltage to any secondary voltage , 
is practically equal to the ratio of the primary turns to 
the secondary turns as indicated by the formula: 


ACTION UNDER LOAD ; 

The voltage induced in the primary winding by the growing and dying core flux is 
practically equal to the applied voltage; moreover, this induced voltage directly 
opposes the applied voltages therefore, the current drawn from the supply is 


small. 





When a secondary circuit is completed, current circulates around the iron core 
in the opposite direction to the primary current, reducing the core flux and the 
counter voltage of the primary. This action causes the current in the primary 
to vary in accordance with the secondary load. It is through this action that 
the transformer automatically adjusts itself to changes in secondary load. 
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ALIGNING PRECAUTIONS 

.-Always use an insulated screwdriver when adjusting I. F. trimmers. 

.-Always use both headsets and output meter as indicators. V.C.must be disconnected. 

.-Keep volume control of receiver full on. 

.-BE SURE to connect grounded lead of generator to the chassis. : 

.-Keep attenuator and multiplier of signal generator turned down to the point at 
which signal is just strong enough to give an indication. 

. -BE SURE to make adjustments in proper sequence as given in table below. 
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SUPER- HETERODYNE PRINCIPLES 
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MECHANICAL LAYOUT FOR T.R.F RECEIVER. 
UNDERSIDE VIEW OF CHASSIS. 


à Recr. Ry 
Lugs Towaros Toe OF CHASSIS. 


EuecTRoLyTic. bd 522 
8 x 8Mro. IBE 


FRONT. 

Prate Circuit. 
— — — — — — Screen Grio OR D.C.Vortace Circuit. 
Ae Sara aa яав CONTROL GRID CIRCUIT. 
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PRECAUTIONS & CONSTRUCTION PROCEDURE 


1.-Keep all parts in kit box until you are ready to mount them. This will pre- 
vent loss and breakage. 

. -Keep plates of tuning condenser fully meshed, except when tuning. 

.-Do not short C, by using excessive solder when soldering to stator lugs. If 
it is necessary to remove ре solder from lugs, hold C, with lugs point- 
ing down and run solder off. and Cy2 are ganged on one shaft. 

. Mount fibre plates on antenna 24 R.'F. coils correctly. 

.-Always use headsets -- V.C. must not be connected. Resistor must replace V.C. 

--In antenna and Е.Е. coils with high impedance primary, the ohmic P of the 
primary winding will be higher than the ohmic R of the secondary winding. 

7.-Connect outside foil end of tubular condenser to chassis, if used for by- 
pass; to plate if used for coupling. 

8.-Before applying power to the set, BE SURE the job. has been checked by an in- 
structor and your job card has been punched. Violation will earn demerits. 

9.-Arrange sockets so that grid and plate wires will be short as possible. Refer 
to socket layout. 

10.-Run wires straight using right angle bends. Keep Gj and P wires away from 
each other and from all other wires to prevent coupling. Keep all wires 
close to the chassis except G wires which should be one-fourth inch away. 

11.-Never solder to a nut, screw, or chassis; always use a soldering lug. 

12.-Wire all heater circuits in parallel twisting the heater wires. 

13. -Connect circuit wires by wiring one circuit at в time. As each wire is in- 
serted, score the line on the schematic diagram using same color pencil as 
used in diagram tracing. Order of wiring circuits is: Ist, heater; 2nd, 
cathode and suppressor grid; 3rd, screen grid; 4th, antenna; 5th, plate; 
and 6th, control grid. 
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: RADIO TRANSCEIVER 2.5 METERS. 


CONSTRUCTION 

A Transceiver is a combination of transmitter and receiver designed for both trans- 
mission and reception. The apparatus is usually enclosed in a metal case and pro- 
vided with a self contained battery power supply. 


OPERATION 


RECEIVER 
When the control switch is in the receive position, the unit uses the type 6J5GT 
tube as a super-regenerative detector. The type 6G6G is used as an audio amplifier 
to increase the volume of the received signal. 


TRANSMITTER 
When the control switch is in the transmit position, the unit operates as a trans- 
mitter, the 6F5GT functioning as a modulated oscillator using the class "A" Heising 
system of modulation. The power developed by this tube and circuit is fed to the 
antenna. 


When operating as a transmitter the 6G6G tube functions as & modulated using the 
class "A" Heising system of modulation. 


When transmitting, the antenna circuit is set for maximum output by adjusting the 
length of the telescopic antenna until the antenna bulb that is used as & current 
indicator shows maximum brilliancy. 


The percentage of modulation, of the volume of the received signal, is varied by 
the volume control. 









The frequency of this transceiver is 112 to 116 megacycles. 
The distance range varies from 3 to 30 miles depending upon 
the nature of the terrain and the elevation. 

Antenna. 






«Volume control. 
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AUTOMATIC VOLUME CONTROL (AV.C) AND DIODE DETECTOR CIRCUITS 
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AUTOMATIC TUNING 
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Fic. 73—General Electric “Touch-Tuning”—C ircuit Diagram 
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AUTOMATIC TUNING 
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Fic. 63—S parton “Selectronne”—Schematic Wiring Diagram 
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Release Circuit Diagram 
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Fic. 81—Zenith Electric Automatic Tuning 
Wiring Diagram 
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Fic. 74—Howard Automatic 
Tuning Circuit Diagram 
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Fic. 79—Detrola Audio Silencing Unit— 
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Fic. 15a—Stromberg-Carlson 


Fic. 42—Delco Motor Wiring Diagram “Flash-Tuning” System 
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Fic. 38—Shaded Pole Induction Motor (Utah)—Wiring Diagram 
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Fic. 78—General Electric Motor-Driven "Touch-Tuning"—Circuit Diagram 
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 PHONO-RADIO SERVICE DATA 


Crystal Pickup Installation 


A large portion of present day phono-radio 
combinations (either built as a single unit 
or radio receivers converted by the use of 
record playing apparatus) employ crystal 
pickups. Since the pickup medium is actually 
the heart of the reproduction system, the 
first logical step is to become familiar with 
the characteristics, operation, and care of 
these units. The following discussion illus- 
trates these pointe. 


If you are called upon to select and install 
a crystal pickup for record reproduction you 
have available a considerable choice of styles, 
types and prices. The final quality of repro- 
duction, however, depends not only on the 
pickup itself but also on the method of in- 
stallation. The response of the very finest 
crystal pickup can be ruined by failure to 
observe a few basic, simple installation pre- 
cautions. Áctually, proper installation is a 
simple matter, and by following the sugges- 
tions in this article, you should obtain the 
really fine reproduction for which quality 
crystal pickups are noted. 


Electrically the crystal is the equivalent 
of a condenser with a capacity of about 
1,500 mmfd. The impedance of the device, 
therefore, is quite high (100,000 ohms at 
1,000 cycles and 1 meg at 100 cycles) and 
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the lower the frequency, the higher the im- 
pedance. Instead of a power generator, the 
crystal pickup may be thought of as a 
voltage generator which requires a very 
high-impedance load so that the greater part 
of the generator voltage, at all frequencies 
of interest, will appear across the load. 





Terminal Impedance 


Since the impedance of the pickup is high- 
est at low frequencies, it is evident that the 
choice of load resistance will directly govern 
the low frequency response. This effect of 
terminal impedance on low frequency re- 
sponse holds regardless of any other consid- 
erations. It is inherent in the use of the 
crystal with its capacitive internal imped- 
ance. Crystal microphones, of course, display 
the same effect. 


Fig. 1 shows how the terminal voltage is 
affected by load resistance alone for a crystal 


of 1,500-nmnfd. capacity. A resistance of 


5 meg introduces practically no frequency 
discrimination while lower values reduce the 
low-frequency response as shown. 


Fig. 2 illustrates the effect of load re- 


ШІ 


ІШ 
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Fic. 1. Since the impedance of the crystal pickup is highest at the low frequen- 
cies, the choice of load resistance will directly govern the low frequency response. 


sistance on the response curve of a repre- 
sentative high-quality pickup. Experience 
has shown that for home reproduction on 
sets with good speakers, most listeners prefer 
the elevated bass response obtained with 
terminations of 0.5 meg or more, and there- 
fore the service man should make certain 
that the point of connection to receiver or 
amplifier presents a sufficiently bigh reeist- 
ance to the crystal pickup. On the other 
hand, if the speaker is very small, elevated 
bass response in the pickup is likely to result 
in bad distortion due to excessive speaker 
stiffness and poor radiating ability at low 
frequencies. In such cases, the practical solu- 
tion is to reduce the bass response of the 
pickup until the overall performance is suit- 
able. Try 0.5, 0.25 and 0.1 meg terminations 
until the best results are attained. 


Since the crystal is a capacitive generator, 
the effect of shunt capacity is merely to re- 
duce the voltage output of the pickup uni- 
formly at all frequencies. No frequency dis- 
crimination is introduced by capacity only. 
Actually, however, the use of a resistance 
potentiometer volume control, in the pres- 
ence of various circuit capacities, may intro- 
duce some high frequency lóss. This, how- 
ever, also occurs with sources other than 
crystal pickups. The effect can be minimized 
by methods which will be discussed. 


Many modern receivers have input termi- 
nals which will accommodate a crystal pick- 
up. The arrangement is frequently as shown 
in Fig. 3 where the receiver volume control 
is a potentiometer in the first a-f grid circuit. 
The phono-radio switch simply shifts this 
potentiometer from the phono input termi- 
nals to the detector output and vice versa. 
The receiver volume control also controls 
the volume on phonograph. The potentiom- 
eter should have a resistance of 0.5 to 1.0 
meg as explained previously for proper bass 
response. Sometimes tone compensating cir- 
cuits are tapped into the potentiometer. They 
will not ordinarily affect the phono repro- 
duction adversely, but if the quality of re- 
production is poor, or if the frequency 
response appears to vary considerably as 
the volume control setting is varied, it is 
advisable to test the effect of disconnecting 
the tone compensating networks from the 
potentiometer. If they prove to be the cause 
of the trouble, they should be switched out 
during phonograph operation. If the receiver 
employs the volume control method shown 
in Fig. 3 but has no provision for phono 
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Fic. 2. Experience has shown that most listeners prefer the elevated bass 
response obtained with terminations of 0.5 meg or more across the pickup. 


input, a single-pole double throw switch can 
be mounted on the chassis and wired as 
shown. The switch should be located near 
the potentiometer so that leads will be short 


the lower frequencies. Increase the size of 
the shunt condenser until the bass is clean. 


It is always good practice to attain normal 


and hum pickup possibilities minimized. It 
is advisable to shield the lead from the 
phono post to the switch. The switch should 
make on the phono position before breaking 
the radio circuit to avoid a thump due to 
momentary removal of grid bias. 


Occasionally the audio system will have 
such high gain that the pickup will overload 
the first stage at full volume and necessitate 
working at such a low setting of the potenti- 
ometer that volume adjustments are critical 
and quality of reproduction may be poor. 
The remedy is a shunt condenser of 0.001 
mfd or larger across the pickup at the input 
terminals. Increase the condenser capacity 
until there is no overloading apparent on 

listening test with the receiver volume con- 
trol wide open. Pay particular attention to 
the bass reproduction during the listening 
test, for the maximum peak levels occur at 


m MES 
To 
Detector 


Approx. a 





Fic. 3. If the receiver employs the volume con- 
trol method shown, a single-pole double-throw 
switch can be wired for phono operation. 


volume with the audio control of the re- 
ceiver almost wide open. At medium and 
low volume settings, the input capacity of 
the tube plus stray circuit capacities form an 
L network in conjunction with the resistance 
in the upper section of the potentiometer 
with a resulting loss of the higher fre- 
quencies. This effect is largely avoided by 
operating at near-maximum settings. 

When a volume control is provided on a 
simple crystal record player which is located 
some distance from the receiver, there will 
almost always be a loss of highs due to the 
effect of the connecting lead capacity in 
conjunction with the potentiometer resist- 
ance whenever the volume control is turned 
down below maximum. There is less loss of 
highs with a relatively low resistance poten- 
tiometer (of the order of 0.25 meg) but this 
may be offset by poor bass response, espe- 

cially if the record player volume control 

and the receiver volume control are in 
parallel and combine to present a still lower 
terminal resistance to the pickup. When the 
feature of volume control at the record 
player is not absolutely essential, the repro- 
duction will usually be improved consider- 
ably by disconnecting ‘the record player 
control entirely, depending on the control at 
the receiver. Of course these remarks do not 
apply to record players ot the wireless type 
or to those which incorporate an audio am- 
plifier tube following the pickup; in these 
cases the tube associated with the pickup 
may effectively isolate the pickup volume 
control from the connecting line and subse- 
quent equipment. 

Many receivers of early vintage have no 
provision for phonograph pickup connec- 
tions; others have phono connections which 
are only suitable for magnetic pickups. The 
alert service man can build up his profits by 
adding crystal record players to such re- 
ceivers and by modernizing yesterday’s pho- 
nograph combinations with improved pick- 
ups. Circuit changes to accommodate the 
crystal pickup are not difficult if a few fun- 








damentals are kept in mind. In the first 
place, transformers are not required. They 
will not provide the proper terminal connec- 
tions for high-quality crystal pickup per- 
formance. Connect the crystal pickup in the 
grid circuit of an audio stage across a re- 
sistance of 0.5 meg or more (which may be 
the radio volume control) and make certain 
that no low-impedance circuits are across 
the pickup. 

A common receiver layout includes a 
power detector feeding the output stage. 
Radio volume control is probably effected 
in a preceding r-f circuit. The best solution 
is to switch the detector tube grid to a 0.5 
meg pickup volume control mounted on the 
chassis (or motorboard if a combination) at 
the same time switching the bias to the 
proper value for Class A audio amplification 


instead of detection. Fig. 4 shows one pos- 
sible arrangement. 


As before, the switch blade connected to 
the grid should make in the phono position 
before breaking the radio circuit to avoid 
switching thump. The shunt resistor Rz 
must have the proper value to make the 
parallel combination of resistors afford cor- 
rect amplifier bias. Measure the applied plate 
voltage and then consult your tube manual 
for the correct bias voltage and plate current 
for amplifier operation. 

Divide the required bias voltage by plate 
current to find the resistance which the 
parallel combination of R, and R, must 
provide. After installing the correct resistor 
Rz, recheck bias voltage and plate voltage. 


Power 
Amplifier 


ORIGINAL CIRCUIT 


R,- Original self-bias resistor (proper 
value for detector operation.) 


C,- Original byposs condenser 


R, - Original! self- bios resistor. 

R2- Resistor to lower effective bias 
resistance in phono position to proper 
value for amplifier operation. 

C, - Original bypass condenser. 

C2- Large bypass condenser ( may be 
high cap., low voltage electrolytic.) 


Fic. 4. 4 common receiver layout includes a 
power detector feeding the output stage. The 


best solution is indicated. 
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Scratch Noise 





It has been a common notion that sharply- 
tuned rejector circuits would eliminate nee- 
dle scratch or surface noise in phonograph 
reproduction. The reasoning seems to have 
been that the disturbing noise was localized 
in a narrow band around 2500 or 3000 cycles 
and that the removal of the audio compo- 
nents in substantially this band alone, would 
considerably lessen the reproduced surface 
noise with minimum effect on the general 
quality of reproduction. 

Without going into detail regarding spe- 
cial cases that are of little practical interest, 
it appears that there are no appreciable 
benefits in narrow band-elimination from the 
noise reduction standpoint. Surface noise 
components are of random character and 
are distributed throughout the entire audio 


range. Effective noise reduction goes hand- 
in-hand with reduction in quality of repro- 
duction. Special needles (such as halftone, 
cactus, bamboo, etc.), provide some scratch 
reduction because they cut-off earlier at the 
high frequency end, with of course a corre- 
sponding elimination of what may have been 
recorded in the lost frequency interval. Ad- 
justment of the ordinary tone control of the 
receiver or amplifier, with its adjustable, 
tapering high frequency loss, will probably 
completely satisfy most listeners. 





Additional Hints 


Crystal pickups, crystal cutting heads, 
and crystal microphones will not withstand 
temperatures above 125°F. for long periods 
of time. Make sure that adequate cabinet 
ventilation is provided. Deflect heat from 


Wireless Record Players 


Keeping in mind the information obtained 
from the preceding discussion of crystal 
pickups we can go a step farther and see 
how these units are employed in commercial 
wireless players. 

The popularity of wireless record players 
is undoubtedly due to a number of factors. 
In the first place, the mystery feature, 
ie., the fact that they play through the 
radio without direct connection, is intri- 
guing. In addition, the record player may be 
placed at any convenient location, the loca- 
tion being limited only by the distance from 
the receiver and the convenience of an AC 
outlet. Further, these wireless players are 
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Fic. 33. WiLcox-Gay (A56, A57, A60). 


relatively inexpensive and simple to operate. 
When properly designed they are capable of 
good quality. 

The principle of operation of these units 
is quite simple. As pointed out previously, 
these record players are nothing more than 
a low-power broadcast transmitter. Refer- 
ring to the typical circuit, such as Fig. 33, it 
will be seen that the unit contains two tubes, 
one operating as an oscillator-modulator and 
the other as a rectifier. The oscillator-modu- 
lator, generally a 6A7 or similar tube, is 
modulated with audio by means of the erys- 
tal pickup and the phonograph record being 
played. The oscillator is tunable over a small 
range in the broadcast band, this tuning be- 
ing accomplished by means of a trimmer. 

Microphone connections are provided in 
some of the units as an additional feature. 
Crystal pickups are used in all cases. The 
turntable speed is, of course, 78 rpm and all 
units are designed to use either 10 or 12 inch 
records. In most cases self-starting induction 
motors are used to drive the turntable, al- 
though in some instances. a manual-starting 
synchronous motor is employed. As a result, 

operation is from a 110-volt, 60-cycle power 
supply. Detailed information as to trade 
names, tubes used, turntables, pickups, etc., 
is given in the chart which accompanies 
this article. р 

Various record players and their circuit 
diagrams are shown in Figs. 33 through 44. 

In referring to the schematic drawings a 
number of rather unusual circuits will be 





power and rectifier tubes if necessary with a 
sheet of asbestos board or other heat insu- 
lating material. Such a baffle can be made 
more efficient by cementing a piece of tin 
foil to it on the side opposite the pickup 
unit. Check-up with a thermometer placed 
at the pickup position. Long experience has 
proved that the temperature limitation is 
easily satisfied if it is recognized and given 
attention. 

Should it be necessary to replace the 
crystal cartridge or cordage, apply minimum 
heat when unsoldering and resoldering con- 
nections at the cartridge terminals. Cool the 
lug with a cotton swab dipped in alcohol 
immediately after removing the soldering 
iron. Heavy-handed sweating-in of soldered 
joints at the cartridge terminals is practically 
certain to ruin the crystal. Quick soldering 
with minimum heat, immediately cooling 
the joint, is absolutely safe. 





Fic. 34. G.E. (GM11). 


noticed. One unit, for example, uses a 12A7 
tube as a combined rectifier and oscillator. 
(See Fig. 34.) Another unique feature of this 
same unit is the method of obtaining heater 
voltage. Instead of employing the more con- 
ventional method of obtaining heater volt- 
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Fic. 36. Риихо (КР1). 


age from the supply line through a ballast 
resistor, it is tapped off the motor winding. 
In this connection, it is interesting to note 
that another unit employs a similar method 
for obtaining voltage for its pilot lamp 


(Fig. 35). 


290 w in line cord 
A high-impedance mognetic or crystal pick- 
up is recommended for use with this osc. 
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Fic. 38. Sparton (219P, 219PD). 








In Fig. 36 is shown a unique method for 
automatically starting and stopping the 
turntable by means of the tone arm. When 
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260 Ohms (In line cord) 
Fic. 39. Sonora. 


the pickup is placed on the record, it auto- 
matically closes the motor switch and starts 
the turntable. Similarly, when the tone arm 
is removed from the record, the motor switch 
is automatically opened. 


Also of interest is the phonograph oscilla- 
tor shown in Fig. 37. This type of unit is 
designed for operation through a direct con- 
neclion to the receiver antenna circuit and 
will not ordinarily supply sufficient radiated 
signal to provide satisfactory wireless opera- 
tion, even if the coil shield is removed. There 
is no reason, however, why the same com- 
ponents and exactly the same circuit would 
not provide wireless operation if a simple 
addition were made. 


A radiator connected to the oscillator coil 
(indicated as an. antenna in the circuit of 
Fig. 37) will provide satisfactory results, 
especially if this radiator is included in the 
power line cord. Four to six feet of wire 
should provide ample radiation. Some diffi- 
culty may be experienced from broadcast 
interference with the signals from the record 
player. In general the wireless units use a 
radiation frequency which is more free from 
such interference. 


Particular attention is called to the De- 
wald Model 411, the schematic of which is 
shown in Fig. 44. 


It is a 2-tube wireless record player that 
permits the owner to play recordings through 
a remote radio receiver or directly through 
an a-f amplifier and a small speaker incor- 
porated in the playback unit. The device 
employs two new multipurpose 0.3 amp 
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Fic. 41. Espry (922) 


tubes, the 12B8GT r-f pentode-triode and 
the 32L7GT beam power amplifier-rectifier. 

The high-mu triode section of the 12B8GT 
amplifier tube serves as an audio amplifier 
in both modes of operation. With the switch 





Fic. 42. Knicut. 


in the r-f playback position, the a-f ampli- 
fier is necessary to provide a high percentage 
of modulation. In wireless playbacks where 
the pickup operates directly into the r-f 
oscillator the percentage of modulation is. 





05, Fils 360 Ohins 
(In line cord) 
Single button corbon mic. 





Fic. 43. LAFAYETTE. 





ТНЕ 


Radio Receivers and Controls 


MYE TECHNICAL 


429 


MANUAL 











Fic. 44. Dewar 411. 


often too low, This makes it necessary for 
the listener to turn the receiver gain up 
higher in order to obtain normal room vol- 
ume even though a strong carrier is being 
received from the oscillator. Excessive car- 
rier hum results. 

In addition, low percentage modulation 
requires more radiation to produce a satis- 
factory signal at the receiver. Also, the inter- 
ference range of the transmitter varies in- 
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versely as the depth of modulation. Too 
high a modulation level, however, would 
cause frequency modulation and consequent 
distortion. To prevent this a modulation 
level control is incorporated as an element 
of the pickup tone corrector. 

With the switch in the audio playback 
position, a complete record player and am- 
plifier is available with no additional equip- 
ment required. This feature is obtained at 
only a slight additional cost over an ordinary 
wireless record player, since the power sup- 
ply, heater resistor and cabinet are required 
even if this feature were omitted. A power 
output of 1.4 watts is available to the per- 
manent magnet dynamic speaker. 

Two controls are used, one for level with 
the on-off switch incorporated and the a-f, 
r-f switch. The carrier frequency is gdjust- 
able over a small range around 550 ke. 
The padder is accessible through a hole in 
the top of the panel. 

A 4-wire line cord is used, 3 wires for the 
power and filament resistor and the fourth 
is the antenna. This arrangement with the 
antenna coupled to the hot end of the oscil- 
lator tank through a 0.0001 mfd condenser, 
allows satisfactory reception as a wireless 
unit up to about 40 feet. A 0.1 mfd by-pass 
condenser across the line keeps the r-f energy 
from the lighting circuit. 

A crystal pickup is employed with a tone 
correcting load circuit. The resistor is the 









10° er 12^ 
10° of 12” 


volume control in the a-f position and the 
modulation level control in the r-f position. 
The high-mu triode feeds the beam-power 
tube in the a-f position or the screen grid of 
the pentode oscillator section in the r-f posi- 
tion. The plate of the power tube is returned 
to the input of the filter while the screen is 
connected to the second filter section to re- 
duce hum. In the a-f position, the oscillator 
is cut off by opening the screen grid lead, 

In setting up a wireless record player, the 
general procedure is as follows: 

The radio receiver should be turned on 
and tuned to a quiet spot in frequency range 
covered by the oscillator. The oscillator 
should then be tuned to the frequency of the 
receiver. Adjust the volume controls on the 
receiver and record player to the proper 
levels. In very noisy locations, it may be 
necessary to wrap several turns of the oscil- 
lator antenna around the antenna lead-in to 
the receiver. In receivers having push-button 
tuning, one of the buttons may be set up for 
the oscillator frequency. 

Figures 45 through 73 show schematic 
diagrams of later types of wireless record 
players. Most of these units have prototypes 
already covered in this discussion, and no 
commentary has been attempted. The gen- 
eral features of these players are listed in 
the complete table following this record 
player text. The chart also lists equipment 
previously discussed. 
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It has been popular in receivers of the 
AC-DC type, and in battery-powered re- 
ceivers, to use plug-in type ballast resistors. 
The following information is presented to 
aid in identifying and checking the various 
ballast types. 

In a large number of instances the type 
designation stamped on the tube indicates 
the value and circuit arrangement of the 
unit. As an example let us select one of the 
commonly used types such as BK55B. 


Radio Receivers and Controls 


Ballast Tube Circuits 


The first letter “B” indicates that a ballast 
section for one or more pilot lamps is used. 

The second letter, “K” in the above ex- 
ample, indicates that the pilot lamp (or 
lamps) is one of the 150 milliampere (0.15 
ampere) type. The letter “L” at this position 
would indicate use of the 250 milliampere 
pilot lamp while the letter “M” would mean 
that a 200 milliampere lamp is employed. 

The number 55 (or any number used in 
the same location) gives the total voltage 
drop across the resistance including the pilot 
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lamp (or lamps) at the current specified 
during normal operation. 

The final letter “B” indicates the circuit 
arrangement. Reference is made to the popu- 
lar type base wiring diagrams as shown 
below, where circuit B illustrates the wir- 
ing diagrams for either octal or UX type 
base. 

Particular attention should be used in any 
types bearing the “E” circuit designation 
since both circuit “E” and “E,” have been 
used under the plain “E” classification. 


PLUG-IN RESISTORS WITH OCTAL OR "U X^ BASES 


UX BASE 





OCTAL BASE 






BOTTOM VIEW 
OF “UX” BASE 


BOTTOM VIEW 
OF OCTAL BASE 
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Cylinder Head 


Starter Pedal Bracket 


Ground 


Cylinder Head Strap 


Starter Pedal Guide 
Dash Panel 


Мак 
Fastener 
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Bracket on 
6 Cyl. Cars 
Only 


AUTO RADIO INSTALLATION 


HEN installing an auto-radio 
WY receiver be sure to select an 

aerial which will give the best 
results with the set being used, for 
auto-radio sets, being very sensitive, 
often are designed to operate with a 
certain type of aerial. Some sets have 
separate connections for different types 
of aerials while on others an adjustment 
must be made to compensate the set for 
the aerial being used. It is also easier 
to install some types of aerials on cer- 
tain cars and following the manufac- 
turer’s recommendations will save time 
and eliminate difficulties in making an 
installation. 

The recommended list of where the 
installation of the suppressors, con- 
densers, ground straps and static collec- 
tors ‘will normally result in clear re- 
ception on each car is shown in the ac- 
companying table. After they have been 
installed as described the set should be 
tested to see if they sufficiently eliminate 
interference. ! 
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NATURE OF SOUND 

Surrounding the earth and extending outward from it 
for a distance of about 200 miles is an envelope 
of air. The weight of this column of air creates 

& pressure on the earth's surface which, at sea 
level, is equal to 14.7 lbs. per square inch. Тһе 
human ear is continually subjected to this pres- 

. Sure but is not aware of it because the pressure 
on the inside and the outside of the eardrum are 
the same. When the air pressure varies, the mem- 
brane in the ear moves back and forth: Communi- 
cated to the brain by nerve currents, this action 
produces the sensation of sound. Thus it is seen 
that sound depends upon the variations in air 
pressure. 


Earths Surface. 


DEFINITION 

Sound is a succession of variations in pressure 

above and below the normal atmospheric pressure 

of 14.7 lbs. per square inch. Above atmospheric 


sph erc pressure Е 


: pres sure. 
CHARACTERISTICS A 
Sound vary with regard to one another in 

three ways: amplitude or loudness; frequency 

or pitch; and harmonic content or quality. (halan: SIUS 


Sounds having the same amplitude and fre- ESSERE: 

quency may vary considerably with respect to Soft гн) Ара дәл 
quality due to one sound having more or 

stronger harmonics than the other. 


Atro 
he. 


1. Amplitude: Curve & in Fig. B shows & sound 
of relatively low amplitude, the variations 
in pressure are relatively small and the 
sound is low or soft. Curve B shows a sound 
wave having pressure variation double the 
amplitude of curve A; this curve portrays a 
louder sound. 


Frequency: As the number of cycles per 
second executed by a vibrating body in- 
creases, the pitch of the sound rises. 
Each octave increase in pitch represents a 
doubling in the frequency of vibration of 

© the sounding body. Curves in Fig. C show 
the pressure variations of two sounds hav- 
ing the same amplitude but different fre- 
quencies. 


Low freguen rey High freguency 


Sound. бош 


Frequency ranges: 
The fundamental frequency of the male voice is about 120 cycles per second. 
The fundamental frequency of the female voice is about 240 cycles per second. 
The range of frequencies transmitted by the ordinary telephone is 250 to 2500 c.p.s. 
The harmonics associated with human speech sounds may run as high as 8000 c.p.s. 
Cutting off the frequencies above 8000 c.p.s. eliminates the s, f, th, and 2 sounds. 
Few radio receivers will handle frequencies below 100 or above 4000 cycles per sec. 
Frequencies from 16 c.p.s. to 16000 c.p.s. are registered by the human ear. 

Because they can be heard, frequencies in this range are called AUDIO FREQUENCIES 
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QUALITY 


It is readily possible to distinguish the difference Lr pa 
f Moce. 2 


between the note sounded on a piano and the same note  *.. 

played on a violin, yet these sounds may have the PLI у осшде 
same fundamental frequency and the same amplitude. 

The factor which gives to any particular vibrating rns ui eap D 
body its quality is the harmonic content of the Ч- а-а ымдады 


sound produced. 









Although it is sometimes assumed that air pressure | 
variations follow a regular curve, such as that 
shown in Fig. F, this is rarely the case. Actually 
the motions of a vibrating body are very complex, 
the unit vibrating in several different modes at 
the same time. Thus a vibrating string may vibrate 
as a whole and, at the same time, vibrate in 
Several sections at the same time. The air pres- 
sure variations produced by such a vibrating unit 
will be quite unlike the smooth and regular pres- 
sure Shown by the curve in F. 


Pas u lf arr Е 
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All bodies have a certain natural period of vibra- 
tion; when thrown into vibration by striking or by 
some other means, the body tends to vibrate at this 
natural or fundamental frequency; however, this 
does not mean that other frequencies cannot be pro- 
duced at the same time. Fig. D shows the air pres- -> Nae 
sure variations produced by a vibrating string that 
is generating not only its fundamental note, but a 
double frequency note, or second harmonic, besides. 
Fig. E shows the complex sound pressure variations 
that result from a body that produces three differ- 
ent frequencies at the same time. Note that the 
resultant curve is obtained by adding together the 
three curves which constitute a first harmonic, 
second harmonic, and third harmonic. Most sounds 
are of a similar complex character. 


WAVELENGTH 
As the tuning fork vibrates, pulses of com- 
pression and rarefaction travel away from 
it at the speed of sound: 1100 ft. per 
second. The variations in pressure from 
point to point is shown by the curve. The 
distance between two pressure conditions 
that are one cycle apart is called a wave- n 
An. 





length. If the frequency of the fork is 
known, the wavelength of the sound prod- 
duced by it may be readily obtained by the 
formula below. | 


7770 spheric pressure hive. 










The same formula may be employed to determine the wavelength of A= £ 
a radio wave, the only difference being that instead of 1100 А ыы Joell: 
feet per second, the velocity of radio waves is 300,000,000 Кем де, и 


meters per second, for radio energy travels with the speed of 
light. When using the formula, it is always necessary to ex- 
press frequency in cycle per second, and velocity in feet per 
second for sound, and meters per second for radio energy. 


f= Fregue neg. 


A cycle is a complete series of events that is continuously repeated in the same 


SOUND PRINCIPLES 
fne 2 MANOMETRIC FLAME 















ғо. з DETERMINING SPEED 

TWO HAMMERS A & B TAPPING 
1/4 SECOND APART WILL BE HEARD 
AS ONE HAMMER IF BOTH ARE EQUI- 
DISTANT FROM OBSERVER. 

AS HAMMER B iS MOVED AWAY 
THE TAPS WILL BE HEARD SEPARATELY 
UNTIL = POSITION Әр IS REACHED 
WHERE THE TAPS FROM Ü WILL BE 
HEARD ONE TAP BEHIND THE TAP FROM A, 


й а x's. 25 Әр 


SOUND ‘TAKES 
1/4 SEC, TO TRAVEL THIS DISTANCE 


rie. 9 VOLUME LEVEL IN DECIBELS 


О 08.=6 MILLIWATTS 
SOURCE OF SOUND - 3008, 


Fig. 1 
MOLEGULES VIBRATE BACK AND 
FORTH PRODUCING PRESSURE VARI- 


ATIONS (SOUND WAVES) 
DIRECTION OF SOUND TRAVEL» 
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ILLUMINATING” GAS 














COMPRESSIONS”  RAREFACTIONS PRESSURE 
roe. 4 VACUUM BELL JAR 


«TO BATTERY 









rie. $ VELOCITY OF SOUND 
IN VARIOUS MATERIALS 
















































BELL v- Е WHERE V= VELOCITY THRESHOLD OF PAIN 
= ‚. E=ELASTICITY [HAMMER BLOWS ON +120 
SOUND WILL NOT + a= DENSITY STEEL PLATE 2 FT. 
A VACUUM, PUMP FEET PER SEC. GRAMS/C.C. 
[Aim |1430 [| .001205  mwevER 35 FT. 





[HYDROGEN [4/36 — | .00009 | 
MERCURY | Не س‎ 209998 — ELEVATED TRAIN 
[CORR — —lisT4 AVERAGE «MOTOR TRUCK 
[ROM [16825 |79 BUSY «STREET TRAFFIC 
[ELM (WOOD) | 341 ORDINARY CONVERSATION 

[43120 30 jÎ QUIET RESIDENTIAL. STREET 


ric. 8 DECIBEL CONVERSION CHART jauiET AUTOMOBILE 
AVERAGE OFFICE 


CHANGE IN DB.=10 X LOG, E WHERE [NOISY RESIDENCE 






























































Р аР, АВЕ ІМ WATTS. AVERAGE RESIDENCE 
DECREASE OF 1 DB.=WATTS X 4/5 
ee “ w == ISP! * 
INTENSITY OF SOUND VARIES 2 LM IS х 2/3 ees CERES 
оп “3 .,-МАТТ5 Х1/2 |КО5Т\Е OF LEAVES 
INVERSELY WITH THE SQUARE OF P „ 10 6 =WATTS X1/ 0 [IN GENTLE BREEZE 
THE DISTANCE IF NOT FOCUSED. MT 









FOR INCREASE OF GIVEN DB. 
INVERT FRACTION AND MULTIPLY. 
TO FIND FRACTION FOR 7 DB. 


THRESHOLD OF HEARING 






















FIG. 1A QUALITY 


(VIBRATION OF WIRE) 


FAG, t 





rio. 12 REFLECTION OF SOUND 


FROM A FLAT SURFACE 















------ FUNDAMENTAL VIBRATION 


0 PITCH LOW, PITCH 
PITCH 
ACTUAL. VIBRATION ~ FUNDAMENTAL 


CONSTANT PITCH WITH OVERTONE 
AFTER PASSING: HEMHOLTZ RESONATORS 


PRESENCE OF OVERTONES 











CONSTANT PITCH | 
WHILE APPROACHING Б 

TRAIN THI ITE 
CROSSING BELI -eX К 
SUDDEN LOWERING OF PITCH WHILE PASSING. 


re.13 REFLECTION OF SOUND 


FROM А CONCAVE SURFACE 


V2 
` 


B 
"ath 

POINTS A& B ARE INTER- 
CHANGEABLE ~ CALLED CONJUGATE FOCI. 


Fı6.16 REFRACTION OF SOUND | һо. т REFRACTION OF LIGHT | не. лв REFRACTION OF LIGHT 





























1000 


FOR ANALYZING 500 CYCLE NOTE 


ғ. 14 REFRACTION OF SOUND 
WHEN PASSING THROUGH А BUBBLE ОҒ 
GAS HEAVIER THAN AIR. 


















ғю.15 REFRACTION OF SOUND 
WHEN PASSING THROUGH A BUBBLE ОҒ 
GAS LIGHTER THAN AIR. 






^ <T HYDROGEN 
souno À eno 


SOURCE 








FROM FOG-HORN MAKES PUDDLES OF WATER APPEAR ON A DESERT MAY CAUSE A MIRAGE 
ON ROAD-BED. un la. E 
oe cp 
~~ SRy RAYS TÊ 
2 ` ~L (WATER) > 
`- [тк MIT z 
SKY RAYS А 
MD AR H 
со g i HOT AW ` 
Le. En 
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HOT AIR 








Sound and Public Address Systems | | 439 


SIZE ОҒ AUDIENCE 


2 
© 


OPTIMUM REVERBERATION 
NME IN SECONDS. 


OPTIMUM REVERBERATION TIME VS. VOLUME 1 


RN 


SOURCE OF SOUND POWER LEVEL IN DECIBELS 
Ox 6 MHLIWATTS 
THRESHOLD OF PAIN - ~—- ~~ —- —~—+ 30 








WATTAGE. OUTPUT OF AMPLIFIER 


HAMMER BLOWS ON "n PLATE-ALMOST PAINFUL.— — 
(2 FT. 


RIOM VOLUME ~ CONDITIONS FAVORABLE 
~C” ROOM VOLUME - CONDITIONS UNFAVORABLE _ 
D` AUDIENCE SIZE ~ CONDITIONS UNFAVORABLE 


NANANA 


NN РЫ 


RIVETER(35PT) 


ELEVATED: TRAIN OSO) St ROOM VOLUME IN 10005 OF CUBIC FEET. 


AVERAGE MOTOR TRUCK (15-50ғт) A CAREFUL STUOY OF THE FOLLOWING EXAMPLE WILL FAMILIARIZE YOU WITH 

% ` TRE PROPER USAGE OF THE ABSVE CHART. IT IS DESIRED To FIND THE MINIMUM WATT~ 
BUSY STREET TRAFFIC(IS-7SFT.) .. N Ta ses: AGE REQUIRED FOR UNFAVORABLE. CONDITIONS IN A, R00M MAVIN 6 A, VPLUML. 0f 190000 CUFT, UNNG 

CURVE"C" WE FIND WATTAGE NECESSARY FOR THIS ROOM TO BL 25 WATTS. NOW ASSUME THE SIZE 
ORDINARY CONVERSATION (SFT) с. OF THE AUDIENCE ТО ВЕ 1000 PERSONS. USING CURVED” WE FIND 1000 PERSONS REQUIRE | 
TARA AL WATTS. THE LOWEST PERMISSABLE POWER IS A COMPROMISE BETWEEN ILANO 25. THIS 15 
RATHER QUT RESIDENTIAL STREET. — 7777 FOUND &Y ACOING 11 AND 25 THEN DIVIDING BY 2. THE ANSWER 15 16. 
A ғы 
QUIET AUTOMOBILE (15- SOFT) жет 
— 


| 
AVERAGE OFFICE — _ 7 8 4 


NOISY RESIDENCE 


AVERAGE RESIDENCE 

MILLIWATTS 
AVERAGE WHISPER (4FT) -- ---- — —— 

RUSTLE OF LEAVES IN GENTLE BREEZE - — — + 
THRESHOLD OF HEARING 

CRYSTAL PHONO- PICKUPS 


MAGNETIC PHONO- PICKUPS 


“SINGLE BUTTON CARBON MICROPHONES - — 


2 
МЕНЕЕ! 
лге 





MICROWATTS 








Г Ав 


*DOUBLE BUTTON CARBON MICROPHONES — 
1 








1 
*CRYSTAL MICROPHONE (DIAPHRAGM) — -.- 


"SQUND CELL CRYSTAL MICROPHONE ~~ (> 
PHOTO- ELECTRIC CELLS 





ОДЕ 


А 





А ОО 


ыы {|| | 


MICRO- 
MICROWATTS 








MAVERAGE CONDENSER MICROPHONES — —— — 
1 





жылты тыпты ты 


РАТ 





AL 


VELOCITY MICROPHONES - 
* NORMAL CONVERSATION LFT. FROM MICROPHONE. 








COEFFICIENTS OF ABSORPTION ( 512 VIBRATIONS PER SECOND). 


UNITS PER UNITS PER 
acs SQUARE FOOT. SQUARE FOOT 
ACOUSTI-CELOTER, ТҮРЕ B, PAINTED OR UNPAINTED... _.47 


2.352 "C 
ACOUSTI-CELOTEX, TYPE “BB PAINTED OR UNPAINTED. ___ . ن ت‎ O851.034 
BRICK SET IN PORTLAND CEMENT ---- ------- T i 
CARPETS... siue SANACOUSTIC TILE, 1” ROCK WOOL. FILLER 
CONCRETE . . C 2 . WOOD SHEATHING. _ _ Ы 1 
CORK TILE WOOD, VARNISHED vl. 
CRETONNE CLOTH. |. š 


CURTAINS IN HEAVY FOLOS... ; 

ааа. _ M INDIVIDUAL OBJECTS 

GLASS, SINGLE THICKNESS- AUDIENCE , PER PERSON. _. 

HAIRFELT. "47 (JOHNSMANVILLE) г s COMPLETELY UPHOLSTERED CHAIRS 

MAIRFECT. 1". (JOANSMANVILLE) | йз уа. PARTIALLY UPHOLSTERED CHAIRS- ые бышы ру ET caes 
ОЕ aa a a ш оды шы š PLAIN CHURCH PEWS , PER LINEAR FOOT. _ 
MARBLE PLAIN PLYWOOD AUDITORIUM CHAIRS, EACH .. 


UPHOLSTERED CHURCH PEWS, PER LINEAR FOOT. 











MICROPHONES 


DOUBLE BUTTON CARBON MICROPHONE 


as 3 r 


DIAPHRAGM ЖӨТТЫ DAMPING JXMBOES 
CLAMPED HERE — _ Pu PLATE 


- WITH 
DIAPHRAGM — _ ^ eROVES 


> 
SULATING PIN 
g£ CAR60N SUTTON - їн 
EN елі rips, |B INSULATION 
CARBON GRANULES Sasa. € SET SCREW БАН 







DIAPHRAGM —— 







FELT 
INSULATING 
WASHER 


BRIOGE 


DIAPHRAGM 7 
CLAMPED HERE 


MIKE TRANS. 





RIBBON MICROPHONE 









CONDENSER MICROPHONE 
COMBINATION PRESSURE AND VELOCITY OPERATED 
' ен MOUNTING | 
PIPE ENCLOSING BACK INSULATI di H 7—7 SCREW T 
OF PRESSURE RIBSON А i Et 
\ SYMBOLS DAMPING INSULATION SYMBOLS 
i sho POLES RACES PLATE эе PRESSED ON 
эме i. PRESSURE 
АРРА RIBBON 


WITH 
$ROovES ~ { 
VELOCITY __ _ 


COMPENSATING DIAPHRAGM 
RIBBON 


SCREEN - —-— 
IMPEDANCE 
MATCHING ; 

TRANS. 


HEAD AMPLIFIER 
VENT TUBE-— 





DIAPHRAGM 


TE PAPE OPENS RIBBON CENTERED 


ON THIS BETWEEN POLE 
SIDE OF FACES. 
RIBBON. `. 





| 


SOUND WAVES AMPLIED 
ім THES DIRECTION 


SIDE VIEW SHOWING 








FOL 
FRONT VIEW TOP VIEW SHOWING % ELECTRODE 
MICROPHONE CUT її POSITION OF ROLE SCREEN «ұр BETWEEN 
HALF. FACES AND RIBBON — CRYSTALS. 
ONLY. . 
DIAPHRAGM - 
i Š ROCHELLE SALT 
MOVING COIL MICROPHONE | i MN E. 
RUBBER 0 сай UNIT. 
|" CUSHION \ 
PROTECTIVE _ ACOUSTIC 
SCREEN ;// SCREEN Sym eot CONNECTING 
PIN НЕС 
DIAPHRAGM FOIL ELECTRODES 
ON OUTSIDE — 
cow — 77 SURFACE. Of s 
ACOUSTIC CRYSTALS INSULATION 
RESISTANCE š 
MAGNET ree ee 


BAFFLE 


CRYSTAL MICROPHONE - SOUND CELL TYPE 


PLIABLE MOISTURE PROOF FILM 


ғ 


BAKELITE 

2 ; 

EQUALIZING ” 
TUBE 


BIMORPH 
CRYSTAL UNITS. 


TERMINAL PLUG. — 


\ 
| l -— SOUND CELL UNIT - SEVERAL ARE USED IN ONE MICROPHONE. 
\ COYNE. 
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AUDIO AMPLIFIER. 


6 | 5. - pe ө | NU 
E 





G 


© 


PHONES USED IN 
PLACE OF A MICRO- 


PHONE, 


100 Mn 
500M ~. 





.IMFD. 





Measure all voltages. Write meter readings directly below corresponding values 
on the diagram. (Mark neatly in red pencil) 


All voltages are D. C. unless otherwise specified. D. C. voltage and A. C. plate 
voltage of rectifier tube are to be taken from the chassis to the points indi- 
cated; other A. C. voltage across points shown. 


The meter readings should approximate the indicated values within plus or minus 
10%. | 


CAUTION - DO NOT CONNECT METER ACROSS THE HIGH VOLTAGE SECONDARY WINDING. 


BOTTOM VIEW OF TUBE BASES. 


о 9 (0) (0) 62 ©) IST. CIRCUIT. 
К) (Р, © 2ND. " 
3 > "€ 
5 5 e v G ө V Gm. 
OO ©, ® 5TH. u 
80 6507 6V6 


eTO E: 
НОЕ.А.С; A SMA 5М_^ 10 Min 
OF. ік СНА5515. 


900000100” APOE. VVV MTOE. VV W TBT! 
= = —— CHASSIS 1$ 
00 ra 60000 REFERENCE PT. 


X x 
350E (a.c.) 


> оқ, 
350E(a.c.) 


350E. 
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ш 
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© 


SPEAKER FIELD. 
(CHOKE COIL.) 












6.3 VOLT FILAMENT 
WINDING. 






5.0 VOLT RECTIFIER 
FILAMENT WINDING. 










но Мот 
PRIMARY. 











CENTER HIGH VOLTAGE 
TAP. WINDING. 








BOTTOM VIEW OF 
TRANSFORMER. 







PURPOSE 
A transformer is a device designed to change an A.C. voltage - or a periodically 
varying D.C. voltage - from one value to another without any change in frequency. 








CONSTRUCTION 
The ordinary transformer consists of a primary winding - connected to the source 
of energy - a laminated iron core, and one or more secondary windings. Theore- 
tically, any winding may be used as the primary, provided the proper voltage and 
frequency be applied to it. The laminated iron core serves as an efficient means 
of magnetically coupling together the primary and secondary windings. | 











ACTION 
A periodically varying voltage applied to the primary winding produces a varying 
current that inturn develops a varying flux in the iron core. This varying flux 
cuts all windings, inducing in each of them a voltage proportional to the number 
of turns. 








TURNS RATIO 





The ratio of the primary voltage to any secondary voltage E N 
is practically equal to the ratio of the primary turns to E 
the secondary turns as indicated by the formula: E 










ACTION UNDER LOAD 
The voltage induced in the primary winding by the growing and dying core flux is 
practically equal to the applied voltage; moreover, this induced voltage directly 
opposes the applied voltage: therefore, the current drawn from the supply is 
small. 












When a secondary circuit is completed, current circulates around the iron core 
in the opposite direction to the primary current, reducing the core flux and the 
counter voltage of the primary. This action causes the current in the primary 
to vary in accordance with the secondary load. It is through this action that 
the transformer automatically adjusts itself to changes in secondary load. 






Coyre. 
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CLASSES OF AMPLIFICATION 
CLASS "4" CLASS, 18" 


PLATE CURRENT 
V4RIATI ows 





O 


+ 


| 
“crip SIGNAL VOLTAGE 


PLATE CURRENT 
VARIATIONS 


CLASS B AMPUFIER -10 WATTS OUTPUT 
DRIVER STAGE Tz 


оем СҮЗ 6N7 Š 


me 


100000 -^- 


DOO 


SC 


All resistors should be .5 watt capcity. T is a carbon button microphone trans- 
former with step-up ratio of 1 to 40. Tə is a step-down ratio class B input trans- 
former with low resistance secondary especially designed for class "B" operation 
to reduce loss in secondary circuit due to grid current. Tz is a step-down ratio 
class "B" output transformer also designed for class "B" operation. 


The sum of the plate current of all tubes will reach a peak value of 150 M.A. 
while the minimum value is 45 M.A. This requires a B-Voltage supply what will 
Maintain constant voltage output with large load current variations. 


Heavy duty B batteries may be used which would give service for around 25 operat- 
ing hours. 


A heavy duty Genemotor or special dual mallory Vibrapack would be more satis- 
factory. 


443 












PUBLIC ADDRESS INPUT CIRCUITS 


THREE CHANNEL SINGLE FOUR ко, 
ATTENUATOR MIXER CIRCUIT | 


IST STAGF OF 











DOUBLE 







AMPLIFIER | 






TWO CHANNEL TPAD 
ATTENUATOR MIXER CIRCUIT 





“THREE CHANNEL INPUT- ELECTRONIC MIXER AND FADER 














CRYSTAL O06MFD. 
есе 206 0907 5MEG. — TO NEXT STAGE 
f 2 OLUME x 
| 






200,000 
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MIKE 

INPUT Ж < 
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PHON OGRAPH NE 

PICK-UP 

INPUT 
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CRYSTAL 


MIKE 





CONTROL 
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| 4 WATT P.A. AMPLIFIER. 


SPEAKER 
MIKE 


.003 


$00,000 R. f 


+ 
20.МҒ.25Е. 


1—4 


CN BOTTOM VIEW OF SPKR. PLUG. 
#2-5 A.C. LINE SAFETY, 
#3-4 FIELD COIL. 
*4-6 OUTPUT TRANS. 
ЖА SHIELD. 


9 Owa-62 BOTTOM 
Ж -—— VIEW OF 
K2 SOCKETS 


DOUBLE BUTTON MICROPHONE 
CARBON MIKE ` TRANSFORMER 


_ SHIELD 5 OUTPUT TO 
AMPLIFIER 


1 
| | FRAME GROUNDED BOTTOM VIEW 
TO SHIELD. OF MIKE PLUG | VIEW OF 
SOCKET 


NOYE:— BE FAMILIAR WITH RULES ON | KNOB TURN IN OFF POSITION 
HANDLING CARBON BUTTON MIKES BEFORE WIRING. * WHEN NOT IN USE. 


CONTINUITY TEST CHART. SPEAKER MUST BE ATTACHED WHEN MAKING TEST. 














CURRENT, 


45 VOLT 60V 
0000000 


e |І) 
н> 


PUSH-PULL CLASSA” MODERATE POWER PUBLIC ADDRESS OR HOME RADIO AMPLIFIER, THE 
FREQ. RESPONSE CURVE AT (5 WATT3 OUTPUT VARIES LESS THAN ONE DECIBEL FROM 
60 TO 7,000 CYCLES. IT HAS AN OVERALL GAIN OF 68.76 DB. О Ком THE PHONO, 
INPUT, WHILE A HIGHER GAIN IS OBTAINED FROM THE MICROPHONE INPUT. 


PHONO. TRANS 199; своя. LOW PASS FILTER 46 


TO PHONG, 
OR RADIO 


ә 
- 
ә 
ي‎ 
« 


y 
i 
š 
Š 
° 
K 
ы 
I 
5 


USED FOR 
MEASURING 
MICROPHONE 

CURRENT. 


/ 

/ 
9 
? 
ш 
о 
< 
š 
^ 
м 
> 
3 
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NOTE:- THE SECOND STAGE USES 
A'46 AS A CLASS'A" DRIVER. BY 
CONNECTING THE 2М0. GRID AND 
PLATE TOGETHER. 

THE THIRD STAGE USES THE 
46 WITH THE TWO GRIDS TIED 
TOGETHER, WITH ZERO 6RID 
BIAS TO GIVE CLASS"B" AMP- 
LIFICATION. 


445 Е,60- 


CLASS'B'20 WATT AMPLIFIER. — IN ORDER THAT FULL POWER MAY BE OBTAINED 
WITH NEGLIGIBLE DISTORTION, IT IS IMPORTANT THAT CAREFULLY DESIGNED COUPLING 
TRANS. BE USED AND THAT THE POWER SUPPLY UNIT HAVE EXTREMELY GOOD 
VOLTAGE REG. THE AVERAGE GAIN IS APPROX. 4206. THIS AMP. SHOULD NEVER 
BE OPERATED WITHOUT A LOAD CONNECTED To THE SEC. OF THE OUTPUT TRANS. 
AS IT MIGHT CAUSE THE DISTRUCTION OF EITHER THE TUBES OR THE OUTPUT TRANS. OR 
BOTH. IF ONLY ONE OR TWO SPEAKERS ARE CONNECTED THE VOL.CONT. MUST BE KEPT 
LOW OR THE SPEAKERS MAY BE PERMANENTLY INJURED BY THE TREMENDOUS POWER AVAILABLE. 


COYN 
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40 Watt PA. Amplifier. 
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SOUND RECORDING 


FIG, 1 COMPARISON ОҒ THE STEPS IN FILM FIG, & SCHEMATIC LAYOUT OF RECORDING SYSTEM, 
AND DISC SOUND RECORDING, 


== — SOUNO 


DISC REPRODUCERS PROJECTORS FOR 
SOUND FILM 




















MIKE — MECHANICAL MOTION- 
PRODUCE ELECTRICAL IMPULSES 


-«— — MIXER. PRNEL. 


VOLTAGE AMPLIFIER ————»- 


RECORDING AMPLIFIER 


DISC PROCESS FILM PROCESS 


CUTTING HEAD 
ELECTRICAL. IMPULSES 
PRODUCE MECHANICAL. 
MOTION 


SOFT WAX POSITIVE. 


MODULATED: 
LIGHT FILM 


RECORDER 


NEGATIVE || | 
FILM 
DEVELOPING 


DUBBING ROOM 


REGULAR REGULAR | 
FILM & Disc RECORDING 
RECORDERS) | AMPLIFIERS 


AMPUFIER ROOM MONITOR ROOM 





PRINTING 
POSITIVE 





MASTER NEGATIVE 
TREATED CHEMICALLY 
АМО CLECTROPLATE 


is 


FIG. 3 SKETCH OF CUTTING-HEAD ON TURNTABLE 


DEVELOPING FEED SCREW 


MOTHER POSITIVE 
ALSO ELECTROPLATED 
DAMPING 
BLOCK 


ARMATURE VANE 


STAMPER NEGATIVE PRESSES ARMATURE 


COMMERCIAL DISC 
MODULATED POLE PIECE 


LIGHT 
» NN NS 
NS n NN NI 
ELECTRICAL гә 
PICK-UP — MECHANICAL IMPULSES 6 
MOTION PRODUCE I 5 NN 
ELECTRICAL IMPULSES N 
COMMERCIAL 
2186 | | 
TURNTABLE 33-2 RRM, 
VOLTAGE. 
AMPLIFIER SYNCHRONOUS MOTOR 
GEAR BOX 
POWER 
AMPLIFIER 


SPEAKER- ELECTRICAL 


IMPULSES PRODUCE 
MECHANICAL MOTION 


~~ 
SOUND = 
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SOUND RECORDING 


FIG 2 RIBBON LIGHT VALVE SYSTEM OF RECORDING 
VARIABLE. DENSITY SOUND TRACK 

























FIG. 1 soum F 
SEVERAL TYPES 
RECORDING, 





ILM SHOWING 
OF 












FIELD COIL 






SPROCKET 
TRACK 





LIGHT 
SOURCE 
CONDENSER 





VARIABLE DENSITY 
SOUND TRACK 





OBJECT IVE 


E 
FILM SPEED 15 
ŞO FT PER MIN. 






VARIABILE | ARER ————— PICTURE 


SOUND TRACK 







ELECT RO-MAGNET 


















VARIABLE AREA | 
NOISELESS TYPE SIGNAL CIRGUIT- Licht PASSES BETWEEN RIBBONS 


WHICH ARE LOCATED IN A STRONG MAGNETIC FIELD, 






FIG. 4 MODULATED LIGHT BEAM SYSTEM OF 
RECORDING VARIABLE DENSITY SOUND TRACK 





FIG 3 R.C.A, PHOTOPHONE SYSTEM OF RECORDING 
VARIABLE AREA SOUND TRACK . 


LIGHT STOP 
SPHERICAL LENS 


LIGHT SOURCE 
LOOP OF WIRE (е) 
QV 

CYLINDRICAL LENS 


SCALE SPHERICAL LENS 
20209 
(ес 


MICROSCOPE OBJECTIVE LENS SYSTEM 









RECORDING 
AMPLIFIER 


















RECORDING 
AMPLIFIER 


ENLARGED VIEW OF 
SLT ASSEMBLY 
QUARTZ BRSE 


QUARTZ GLASS 


Heo aad 





ола DDD 








MAGNETIC FIELO PRODUCED BY MAGNET, 








NOISELESS RECORDING SYSTEM 






LIGHT PASSES THROUGH OPENING 
To EXPOSE FILM 
PERMANENT MAGNET 










FIG. 6 PRINTING MACHINE 
LM 








START OF PICTURE 
Ao toes 
ARMATURE COIL AHEAD oF PIC 










SHUTTER VIBRATES— MODULATING LENGHT 
OF LIGHT BEAM. 





FIG. 7 DEVELOPING “TANKS 





O O SHUTTERS 














REPRODUCTION 
IKE. RECORDING 

REPRODUCTION 

RECORDING. 






MIKE Г 






sw. 
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М.А. м S 
MICROPHONE) i ж. 
TRANSFORMER © Хх 
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o 410E. 
^ А.С. 
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COMPLETE WIRING CIRCUIT OF AMPLIFIER AND RECORDING 
APPARATUS NEEDED FOR INSTANTANEOUS SOUND RECORDING. 


MICROPHONE CURRENT READINGS FOR EACH BUTTON ARE OBTAINED BY REVERSING THE 
POSITION OF THE PLUG OF THE THREE-CONDUCTOR CORD. THE SPEAKER AND CUTTING- 
HEAD MUST HAVE THE SAME IMPEDANCE. THIS IMPEDANCE MUST MATCH THE IM- 
PEDANCE OF THE SECONDARY OF THE OUTPUT TRANSFORMER. THE PHONOGRAPH 
PICK-UP MUST BE A HIGH IMPEDANCE TYPE. THE VERY THOROUGH BY ~ PASSING 
MAKES THE OPERATION OF THIS AMPLIFIER VERY STABLE. IT CAN 8E BUILT 
INTO A PORTABLE CABINET. THE “®” SUPPLY MUST BE SHIELDED FROM THE AMPLIFIER. 
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CONSTRUCTION OF PHOTO- ELECTRIC CELL RELAY 
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INSTRUCTIONS 





Photo Cell Relay Assembly 


Read complete instructions first before any work is started. 
When the instructions refer to any particular part, examine 
that part very closely so as to become familiar with each part 
and to enable you to use the proper size drill for various 
holes. 

Remove transformer coil and laminations from case. Pull 
out one lamination at a time until all are removed from coil, 
being careful not to damage the windings. Then cut the 
laminations with tin snips as indicated in Fig. 3. Replace 
laminations in coil with cut-out section of éach facing in the 
same direction as shown in Fig. 1. 

Form mounting brackets next. If laminations have mount- 
ing holes, use one as a template to mark position of holes in 
brackets. If laminations do not have holes, placé laminations 
between rear brackets in proper position and clamp in vise 
in such a way that one hole can be drilled through brackets 
and core with one drilling. Place screw through hole and 
draw nut down before removing from vise. Then drill 
other hole and insert bolt in same manner. Mount front 
brackets next, following same procedure used on rear 
brackets. 

Measure distance “A” (thickness of core). The width 
of armature after it has been shaped must be about 1/16 inch 
less than distance “A.” The armature must be free to move 
without touching brackets. Measure distance B" and make 
length of armature JZ inch longer. Cut a piece of cardboard 
(furnished with kit) correct size to fit over end of core 
marked “Р” апа glue in place. Next place armature over 
laminations with front end of armature even with front end 
of laminations marked “K.” This will enable you to locate 
position of armature pin hole in one bracket, which must be 
as near to the back edge of brackets as possible. Mark height 

of hole which must be in middle of armature lift. Now re- 
move both brackets, mark where you wish to drill hole with 
center punch on the one bracket, place in vise, being careful 
to have holes in both brackets exactly opposite, then drill 
armature pin holes with one drilling, keeping drill at right 
angles to brackets. Replace brackets and armature over pole 
faces, with front end of armature even with front end of 
laminations. Hold armature tightly against pole faces while 
a scratch awl is passed through armature pin holes in brack- 
ets to mark their position on both sides of armature. These 
holes should now be drilled, the cardboard spacer over pole 
face "P" removed and the armature temporarily mounted 
by passing armature pin through all pin holes. This pin may 
be left long enough to be bent over on the ends for perma- 
nent mounting of armature. 

The armature spring contacts and insulators should be 
assembled next and placed on end of armature so that end 
of contact lever is one-half inch from front end of armature. 
Mark position of hole ^L" in armature. This hole should 
fall between the center pole face and front end pole face 
“К” so that a brass nut on the mounting screw will not come 
in contact with either pole face. The armature should be 
removed while this hole and the hole “S” in the rear of 
armature are drilled. Mount armature spring contact on 
armature and remount armature permanently. 


Cut out mounting brackets for stationary contacts, mak- 
ing each leg of bracket much longer than required. "The 
right angle bend in leg "C" should be made next. Deter- 
mine position of bend by holding stationary spring contacts 
on leg “D.” "Then hold bracket against bracket “Z” until 
stationary contacts line up with armature spring contact. 


This gives a rough height of bend in leg "C," but the holes 


in each leg can now be drilled in such a position that the 
contacts will line up properly. To find position of holes, re- 
move screw passing through “G” and place leg “C” flat 
against bracket "Z." Place stationary spring contacts on 
leg “D” and shift position until contacts line up with each 
other as shown in Fig. 2. Hold firmly while position of 
hole *E" is marked. Drill this hole and mount stationary 
contacts on leg "D." To locate position of slot “F,” replace 
leg “C” as before, in such a position that the switch contacts 
line up again as shown in Fig. 2. Pass a thin nail through 
hole “G” to mark leg “C.” Drill two holes — one above 
and one below the scratch mark, close together, and file out 
wall between the two holes to make slot “F.” This ‘gives 
a slot which will permit the raising or lowering of the 
bracket so that the stationary contacts can be shifted to give 
proper movement of armature. Cut off each leg to proper 
length. Cut and drill holes in insulating terminal strip and 
then mount bracket and terminal strip by passing screw 
through holes “H,” “G” and slot “F.” Remove screw in 
hole “I,” swing terminal strip until holes “I” and “J” line 
up, then insert screw and tighten nut. 

Extreme care should now be used to get switch contacts 
in proper alignment. This is done by adjusting nut over 
slot “F” and also nut on screw passing through armature 
hole "L" to just the right tightness so that when contacts 
and brackets are removed, they will remain in new posi- 
tion. The mounting brackets for the stationary contacts 
should now be raised until there is a clearance of about .001 
of an inch between pole face “K” and armature. The arma- 
ture will be raised when the spring “M” makes contact with 
spring “N.” Be sure that all spring contact points line up 
with each other and meet properly when the armature is 
moved up and down and that the armature never comes in 
contact with the pole face “К.” 

The armature tension spring should now be assembled 
as shown in Fig. 2. The armature adjusting screw is at- 
tached to the tension spring by screwing the spring over 
the threads. 

If both the primary and secondary windings are good, they 
may be used by connecting the two in series. The polarity 
of the two windings must be such that they aid each other. 
This can be checked by connecting them together tempo- 
rarily until the relay is put into service. “Then reverse con- 
nections to one winding, not both, only until you find the 
connection that will catise the armature to pull down with 
the maximum resistance in the cathode circuit. Either one 
of the windings may be used individually. 

The flexible wire leading from the armature spring con- 
tact must be sufficiently loose so that it does not interfere 
with the free movement of the armature. 
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This photo-relay provides & sustaining and & stick circuit with relay contacts, capable of carrying 1500.watts, Four 
different devices may be controlled at one time. An electric lamp bulb should be plugged into the different outlets, one 
at a time, while checking for proper operation. 

CAUTION: The metal housing which protects the relay must always be in place while wiring and testing this unit. Extreme 

caution must be used when wiring the heater circuit. A single mistake in this circuit may cause the heaters to burn out. 
Never prod the wires or parts with your finger or any kind of insulated or metal tool while the power is on. Never catch 
hold of the two tubes at the same time while the power is on. Be sure to get the test chart checked before plugging into 
the power socket. 
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"ELECTRIC EYE" BURGLAR ALARMS 


The author tells how the use of photoelectric equipment for industrial appli- 

cations is a “natural” for the radio Serviceman. A practical application 

which Servicemen should find to be a money-maker is described, and the 
necessary construction details are supplied. 





dealer is constantly seeking additional 
products to merchandise. Knocking at 
his door is a comparatively unexplored 
market. This new market is the use of photo- 
electric equipment in industrial applications. 

This type of equipment, operating upon 
the electronic principle, is in theory not un- 
like the operation of radio receivers or am- 
plifiers. It is a “natural” for the radio 
Serviceman, who should find it easy to un- 
derstand the principles of operation. 

By far the greatest application of photo- 
electric cell equipment is its use in burglar 
alarm systems. In this application the 
scheme essentially comprises a beam of in- 
visible infra-red light whose continuity from 
light-sensitive cell to alarm relay must re- 
main unbroken if the alarm is not to be 
given, When this invisible barrier is broken 
by sn intruder, electrical apparatus is set 
into motion to give an audible or visible 
alarm in any chosen place continuously until 
reset. This beam should be invisible even in 
the dark, thus giving ample protection to the 
property which is covered by the device. 


Ts progressive radio Serviceman and 





Schematic diagram 


otocell-operated vacuum: 
tube relay. This is a pu AC-DC. circuit which 
may be used for experimenting. 


A commercial type of 
photocell equipment suit- 
able for use in electronic 
burglar alarm systems. 
Left, photocell equip- 
ment in its housing; right, 
the exciter (light source). 


Photos—Worner Products Co, 


"BLACK LIGHT" 

Let us consider the essential equipment 
in greater detail. A light source of the prop- 
er type is first required. Usually this takes 
the form of a low-voltage incandescent bulb 
of the automobile headlight type. The low 
voltage may be obtaired from an A.C. source 
by means of a step-down transformer of 
the type carried by all radio supply houses. 
It should have a 6.3-volt output and suf- 
ficient carrying capacity for whatever type 
lamp you may use. Àn A.C.-D.C. type of 
light source merely is a small 115-V. pro- 
jection lamp. 

In an opening in the side of a light-tight 
box is.a lens whose focal length is equal 
to the distance from the bulb to the mount- 
ing position of the lens. This will produce 
a nearly parallel beam of light. In back of 
this lens is placed a filter designed to absorb 
all light wavelengths below 7,200 Au. (Ang- 
stroms), allowing only infra-red or “black” 
light to pass. 

The light source is placed so that the 
beam of light will pass by doors, windows 
and other points whose protection is re- 
quired For full protection around corners, 
mirrors are used. The sketch indicates the 
protection that may be obtained by the prop- 
er placement of mirrors. Obviously each in- 
stallation requires ingenuity of thought, de- 
pending upon the circumstances. 


"ELECTRIC EYE" 

At the other end of the beam is a photo- 
cell relay unit, also housed in a light-tight 
box, and with the lens mounted in an open- 
ing en one side. The purpose of this lens 
is to concentrate the beam of light on to 
the “electric eye” itself, excluding all other 
light. 

The photocell relay unit contains a caesi- 
um-coated photocell a vacuum-tube grid- 
controlled rectifier with appropriate re- 
sistors and condensers, and the relay. The 
operation of the photocell unit is explained 
later on. In its simplest. form the switching 
part of the relav is connected in series with 


2 or 3 drycells and a bell which may be 
mounted anywhere. 

The light beam on the photocell main- 
tains the relay in an open position; and 
when the beam is.interrupted, the relay 
contacts close, ringing the bell. In actual 
application, however, a drop-out type of 


relay is used so that when the beam of light . 


is interrupted, the bell continues to ring 
even though the intruder may step out of 
the beam of light. 

Additional features are also incorporated 
which protect the user against power fail- 
ure, prevent outsiders from tampering with 
the equipment, and allow other equipment to 
be added, such as an external alarm system. 


CONTROL BOX 

Where complete protection is required and 
Jarge areas are to be covered, there are 
systems which incorporate a special con- 
trol box. To the control box may be con- 
nected one or several photocell systems, 
almost any amount of external alarm sys- 
tems and other indicators; and, also, the 
closed-circuit type of burglar alarm protec- 
tion. 

You have probably seen many. store win- 
dows with strips of tin-foil applied. all 
around the glass and about 6 inches from 
the edge. This is part of a “closed-circuit 
system.” The tin-foil strips are connected 
in series, and included in the circuit are 
switches on the doors, windows, etc., which 
open up when the doors or windows are 
opened. The circuit is then wired in series 
with a battery source and a high-resistance 
relay, and actuates an alarm when the cir- 
cuit is broken. A high-resistance, sensitive 
relay drains very little current, and battery 
life is quite high. 


INSTALLATION 

Actual installation is much simpler than 
you would imagine. The only consideration 
required is that the beam of fight should 
protect entrances to the building. 


M- MIRROR 





Plan of a photoelectric installation, requiring a 
number of mirrors but only one light source (exciter) 
and photocell unit, in a burglar alarm system. 
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Television Definitions 


Television - The transmission of moving images either by wire or radio 


Field of View — The total area that is in view of the television camera at the 
transmitter. 


Scanning at the Transmitter - The process of breaking up the field of view into 
thousands of small sections or elements in a systematic order, permitting analysis 
of the light values of each element. Scanning is accomplished in the same way 
that a person reads a book. He reads a page of printed matter by reading from 
left to right one word at a time starting with the top line and progressing down 
one line at a time until the bottom line is read. Television cameras read much 


faster. They scan the field of view several times per second. 


Picture Signal —- The electrical impulses corresponding to the light values of the 
picture elements obtained when scanning the field of view. 


Scanning at the Receiver – Тһе process by which the observer receives visual in- 
formation on the screen from one element at a time in the same systematic order 
used to break up the field of view at the transmitter. This is similar to a 
person typing on paper. The typewriter records one letter or one element ata 
time in a systematic order. 


Seanning Line - A single continuous narrow strip which is determined by the 
process of scanning. 


Line Frequency - Тһе number of scanning lines produced per second. 
Frame Frequency - The number of complete pictures transmitted per seond. 


Interlaced or Fractional Scanning ~ А process of scanning in which the vertical 
Sweep must be repeated to completely cover one frame. 


Field Frequency - The number of times the vertical sweep is repeated per second. 


Aspect Ratio = Width of field of view 
Height of field of view 
Negative Transmission ~— A type of modulation in which a dark element causes an 
increase in the amplitude of the carrier wave. 
Black 







| NEGATIVE 
MODULATION 


White 


Positive Transmission - А type of modulation in which a light element causes an 
increase in the amplitude of the carrier wave. 


ct Me sal 
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MODULATION 


Black 








В.М.А. Television Standards - Specifications recommended by Radio Manufacturers 
Association, which is the present accepted standard for the United States: (A) 
441 line picture (B) 30 frames per second (C) 60 fields per second (D) aspect 
ratio - 4/5 (E) negative transmission. 

Synchronization - That function of the television system by which the trans- 
mitting and receiving ends of the system are held together in proper time rela- 
tionship. 

Horizontal Blanking Pulse - А pulse produced at the end of each line for the 
purpose of blanking out the horizontal retrace of the electron beam. 


Vertical Blanking Pulse - A pulse produced at the end of each field for the pur- 
pose of blanking out the vertical retrace of the electron beam. 


Horizontal Synchronizing Pulse - A pulse produced at the end of each line for the 
purpose of starting each scanning line at the receiver. 


Vertical Synchronizing Pulse — A pulse produced during part of the vertical 
blanking pulse for the purpose of maintaining horizontal synchronization during 
-this period. 


Video Signal — Pertaining to all voltages resulting from television scanning. 


Side-Bands ~ One on either side of the carrier frequency produced by the process 
of modulation. 


R.M.A. Standard Television Signal - Modulates the carrier wave. 
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Vestigal Side-Band Transmitter — One in which one side-band and a portion of the 
other are intentionally transmitted. 
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TRANSMITTER CIRCUITS. 
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SOUND AND MODULATION 


Sound Wave (Audio Frequency): Frequen- 

cies range from 16 to 15,000 cycles de- 

pending on the pitch of the note. Value 
depends on the loudness of the sound. 


J 1 HA ШІ Radio Frequency Carrier Wave:  Frequen- 
ШШШ! HHI cies range from 550 К.с. to 1700 k.c.. 
ТИШИН ИЛИНҮҮ in the broadcast band. Frequencies 
| above are employed in the Short Wave 
Band. 


Amplitude Modulation 
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An Amplitude Modulated (A.M.) carrier has its frequency held constant at a speci- 
fied value and its amplitude is зш in accordance with the audio frequencies 


impressed on it. 
Frequency Modulation 
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A Frequency Modulated (F.M.) carrier has its frequency varied in accordance with 

the audio frequencies impressed on it and the amplitude of the carrier is held 


constant. 






Oscillator E.G. — I.P. Characteristic curve 





Plate current 
in M.A. 






Plate 
Current 
Potential 






Detector 








Radio Transmission and Transmitters | 469 
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BUTTON CURRENT RHEOSTAT 
+6 فن‎ 400R. 
12 E. 
Installation and Operation. 


Connect the output terminals of the mixing panel to the 200 ohm input terminals 
of the amplifier. Connect battery supply only when carbon microphones are to 
be used. The input terminals for the three mixing channels are designated as 
A, B, and C. 


When carbon microphones are used, connect the button terminals of the microphone 
to the two outer terminals of the mixer marked B and the frame of the microphone 
to the center terminal marked GROUND. 


When condenser type transmitters are used, connect the output of the condenser 
transmitter to the two outer terminals marked B. 


In the case of carbon microphones, an individual button current switch is asso- 
ciated with each channel and current measuring jacks are provided for obtaining 
the proper microphone current. This current should be adjusted to approximately 
20 milliamperes in each button circuit by means of the rheostat marked INCREASE. 
The output switch can now be turned on and the level adjusted as desired by 
means of the mixing control. 


When condenser transmitters are used, the button current switch ERG be left 
in the OFF position at all times. 
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TYPE "C" MONITOR PANEL 
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OPERATION 


Connect the high impedance monitoring speaker to the output terminals. Turn on 
the battery switch and adjust the filament current to 1.6 amperes and by means of 
the C-bias adjust the plate current to a value between 20 M.A. and 25 M.A. 


VOLUME INDICATOR PANEL 





INPUT 


000000000000000000000 


P-45 





GND 12€ -435E 
OPERATION 


After turning battery switch to the ON position, adjust the filament current to 
„98 amp. The meter reading is now adjusted to the first red line by means of the 
C-bias control. After these adjustments have been made, the volume indicator is 
now ready for operation. After turning on the input switch, adjust the volume 
indicator switch, until the peak of the program level just causes the meter to 
read one scale division past center. 
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INSTALLATION AND OPERATION OF TYPE "C" AMPLIFIER 


This class "A" amplifier will amplify audio frequencies from about 50 to 6000 cycles. It should be mounted in & 
vertical position, preferably on a standard mounting bay. The input terminals should be connected to a 200 ohm 
input source and the transformer output connected to a 500 ohm load (tube output terminals are provided for a 6000 
ohm load.) Close the 12 volt battery switch, adjust filament "1" (102-D) to .98 amperes and filaments "2" and "3" 
(two €05-D tubes in Series) to 1.6 amperes. Before closing the $50 volt battery switch, be certain that the 
MAXIMUM bias battery is in the circuit. The 350 volt switch can now be closed. Plate current #1 should be between 
# and 12 M.A. The C-bias on the second amplifier should now be adjusted to give approximately 12 M.A. The C-bias 
of the third amplifier should be adjusted to give between 20 and 25 M.A. The gain of the amplifier should not be 
increased to a point above which there is any noticeable fluctuation of current in the plate circuit of the last 
amplifier. During operation, this should be checked occasionally to make sure that the plate current of this tube 
is perfectly steady. The switch marked HIGH and LOW introduces a loss of approximately 20 D.B. in the amplifier 
when in the low position. 
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Fig. C indicates a voltage step down arrangment and 


Radio Transmission and Transmitters f _ 473 


DYNAMOTORS. 





VOLTAGE CHANGING | 
In the A.C. circuit, changing the voltage from one value to 
another is readily accomplished by means of a transformer. 
In the D.C. circuit, no such simple method of stepping up 
or stepping down a D.C. voltage is available. Whenever a 
D.C. voltage of a specified value is needed, a D.C. gen- 
erator, driven by a prime mover such as is shown in Fig. A 
is usually employed. 


VOLTAGE STEP UP 

Fig. B indicates how a D.C. voltage may be raised by the 
use of a motor generator set. A 110 volt motor is used 
to drive a 220 volt generator; in this way the voltage 

is stepped up from 110 to 220 volts. Note that such an. 
arrangement does not result in any increase in power, for 
the power output of the generator must always be less 
than the power input to the motor. Іп small uhits, the 
overall efficiency of such & voltage conversion device 
may be below 50%. 











VOLTAGE STEP DOWN 





Shows how several different voltages may be obtained. 

In this case, three separate generators, each having 

a different voltage rating, are operated from the same 
driving unit. The obvious disadvantage of this assembly 
is the space requirement and the cost. 

















THE DYNAMOTOR 
The disadvantages of cost, space re- 
quirement, and duplication of machines 
has been overcome in the unit shown in 
Fig. D. Separate machines have been 
replaced by separate windings and 
comutators. The heavy winding shown 
at the left receives energy from the 
battery and operates the unit as a 
motor, the other windings, moving in 
the same magnetic field, generate 
voltages that are collected from the 
separate commutators. Note that it 
is possible to have the input 
voltage stepped up and stepped 
down in the same machine; how- 
ever, such a combination is. 
unusual. It is important to 
observe that there is no elec- 
trical connection between the 
separate windings for this 
machine is really. three sepa- 
rate units that use the same 
magnetic field. 





The principal troubles encount- 
ered with dynamotors is as- 
sociated with commutator, 
brushes, bearings, and loose 
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TRANSMITTER: TONE-CW.- VOICE. 















Y“-Oscille/or. Са Anf е condenser 
Ka -Power amplifier Crs” leutrohzing condenser 
H & ha Closs 8 modotators. Св о Cyg Imc. Coupling condensers. 


%- Speech orp & audio osc. 
C; to Co me. By-pass Condensers. 
Cso & Cp Cx орел Те? Сол. 

C Ca ening condensers. - 


¥ C/o 





Z- Closs B“ modulation trorstormer AFE 
72 — tronstermer trom speech amp AF 
% ^о 


0000 


-icrophone transformer AF 
os L,- Osc. tank coil L37 Ant couplin cor. 
LRE Enp. Ye сой Да Ant Же” coil 
(N Z L-f?-feoresific suppressor. fig Volbage drop. 


Py- Grid bhocht bias. Po- Py & Ra Crid bios. 
Re“ Volume corto fy- fey chek Resistor 


A- Speech атте ес 

B- Oscillator: 

C- RE отр. 

D - Modulator 

£E- š 

F- Ant RE meter 

G- Variable anf- La 

H-Ant etrevit- switch, 

i- Sigral Selector: 7-сии-и 
J- 1» meter 

I~ Ep on- off switch. 

L- Er Vol-meter: 

In “Ep Switch. 

N - Ant series condenser Gq 
0 -0sc. tuning condenser Сул 
ж ورم‎ 4 t Суз 
Q-Band chonge sits, 
ж? - Coupling бо onf 

S -Ant positions. 
*femoveble toning unif L3. 














WARNING: 


Operation of transmitting equipment involves the use of high 
voltages which are dangerous to life. Operating personnel must at all 
times observe safety rules and regulations. Do not change tubes, or 
make adjustments inside equipment with high voltage on. Do not com- 
plete or maintain any connections between transmitter and dynamotor 
unit unless all duplicate unused sockets on the transmitter are cover- 
ed with socket caps with catches properly snapped in place, 


Under no condition should any of the switches on the transmitter 
or tuning units be changed while the key or microphone button is de- 
pressed, Failure to observe this precaution will cause undue REE 
‘at the switch; it may cause tube failure. 5 


PROCEDURE: 


CW OPERATION 
elect tuning unit for desired freauency. 

2. Place signal switch on CW. 

2. From calibration chart on panel, set band switch, master os- 
cillator tuning control, and power amplifier tuning control 
for desired frequency. 

Ц. Set antenna coupling switch to the first contact or 1, 

5. Place the off-on switch in the on position, This will start 

. *the dynamotor lighting the filaments of the master oscilla- 
tor power amplifier. 

6. Press the key. This should cause the tubes to draw plate 
current. 

7. Check power amplifier for resonance by varying the power am- 

| plifier control until minimum plate current is indicated. 
This should be approximately 80 to 110 mils. 

8. Tune the antenna to resonance, As the antenna tuning control 

is varied through resonance, the plate current on the final 
power amplifier will increase to a value somewhat higher than 
the off-resonance value in the power amplifier proper. 
With an RF meter in the antenna, assuming the marconi type 
working against ground or counter-poise, maximum RF in the 
antenna meter and maximum plate current in the power ampli- 
fier will occur at the same time. 


VOICE OPERATION 
or voice operation, the above procedure must be carried out. 

2. Place the signal switch in the voice position. 

2. Adjust modulator bias in tube compartment until total site 
current with the microphone switch depressed is about 20 
mils higher than for CW, 

lh. Because the modulators are biased for class "B" operation, 
the plate current will increase to about 300 mils when the 
microphone switch is depressed and the voice energy applied 
at sustained normal level. 


TONE OPERATION 
1. ace signal switch on the tone position and the transmitter 
is then keyed for telegraph tone signal. The plate current 
for the transmitter will be between 300 and 350 mils. 
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LIST OF ABBREVIATIONS USED IN RADIOTELEGRAPHY. 
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’ DISTRESS CALL ---— — —--- 


ATTENTION CALL — - —- — 
FROM (DE) —-- - 

GO AHEAD 

QUESTION MARK --—— -- 

WAIT -—--- 

RECEIVED OK. - —— - 

POSITION REPORT — -—- 

END Of MESSAGE. -— - — - 
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International Abbreviations corrected list 


Question 


What is the name of your stn.? 
Where are you bound for and from? 
Will you indicate my exact freq? 
Does may freq vary? 

Is my tone regular? 

Are you receiving me badly? 
Are you receiving me well? 

Are you being interfered with? 
Are you troubled by static? 
Shall I send faster? 

Shall I send slower? 

Shall I stop transmission? 
Have you anything for me? 

Are you ready? 

Must I wait? 

By whom am I being called? 
Must I advise -– that you аге 
calling him? 

Must I increase power? 

Must I decrease power? 

Are you busy? 


Answer 


Name of stin. is 

I am bound for -—— from ——— 

Your exact freq is ——— 

Your freq varies. 

Your tone varies. 

Cannot receive you. Sigs. are weak. 

I am receiving well. : 

I am being interfered with. 

I am troubled by static. 

Transmit faster &t speed of — per min. 
Transmit al a speed of —- per min. 
Stop transmission. 

I have nothing for you. 

I &m ready. 

Please wait I will call you at ——--— 
You are being called by 
Please advise —- that I am calling 
him on ——- KC (or meters) 

Increase power. 

Decrease power. 

I am busy. Please do not interfere. 
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OPERATING 
« » 
LEARNING THE CODE 

DOT LETTERS DASH LETTERS LETTERS ENTIRELY DISSIMILAR 
Ee T = C ө = ө 
Lee М w = Z w =e e° 
Seee O w j @ w an am 
Нееее 
LETTERS THAT ARE OPPOSITE NUMBERS 
À ° = N we O w w = = = 
Чое «в D mee | © om m s Су з oe me 
V ee o m B mooo 
We == G w e Coe mane 0 аә еә °° 
Feeme L eoo Jo o o æm 7] weee 
Ро wa = e° X we o° آ-ه‎ 
Y mom æ Q = we = Доо е о = 6-999 
Кеө К «ә © m» Бөөөөө 


First learn to distinguish the different letters and figures by their sound rather 
than by the number of dots and dashes contained in them. 


This means that the particular letter or signal should be thought of the same as 
if it were a spoken word. 


The procedure is something like learning a new set of ABC's, and can be considered 
from that angle. 


The art of learning the sounds of the individual letters, etc., is a mental 
process, and when such intelligence is conveyed to a sheet of paper, the mind and 
the hand MUST work together, which calls for concentration. 


Learning the letters by groups as indicated in the chart helps to relieve the 
monotony somewhat, the accomplishment of being able to master a job in steps is 
encouraging in itself, and after one group is learned the rest should follow much 
easier. 


The initial learning of the letters must be accomplished by the individual alone, 
after that, copying from another person or tape machine is most beneficial. In 
this case, it requires the individual to do two things, namely, think of the 
letter, and copy it down on paper. 


When copying from another person try and practice reading a little behind the 
sending, (never ahead). Do not anticipate what the letter or word is going to be, 
because when under conditions of a test, (which may consist of most any type of 
material) such a letter or word may not materialize which causes the person copy- 
ing to become disturbed and probably miss several other words or groups. 


DO NOT SEND FASTER THAN YOU CAN RECEIVE. This practice does not accomplish any- 
thing other than to convey to the person you are working with that you are a 
speed artist, but when he returns the compliment, the picture is changed somewhat, 
and YOU will have to request a slower speed. 


Using a BUG is to be discouraged until you have mastered the code entirely, to a 
point, where you can send on a straight key at least 20 words per minute intelli- 
gently without errors. ALL GOVERNMENT SENDING TESTS ARE CARRTED ОПТ ON ©тәлтпит 








SUPERHETRODYNE RECEIVER WITH BEAT FREQUENCY OS CILLATOR. 
FOR C.W. RECEPTION. 






PENTAGRID f I.F. AMPLIFIER DIODE DETECTOR, AN.C., POWER 
CONVERTER INPUT TYPE 6SK7 OUTPUT AUDIO AMPLIFIER AMPLIFIER 
TYPE 6SA7 LF TRANS. I.F TRANS. ТҮРЕ 6587 ТҮРЕ 6V6 0005 ПЕ 











Я -FREG - OSC 
RIMMER 


Condenser Crs 






RECEIVER PARTS FOR B.F.O. 






С] & C2 = gauged tuning cond. R, &11 - 50 Mn 

C3 = .00005 mfd. : Re = 250 М Vol. Control C15 - .0005 mfd. Padder RC AE 
ej s 205 T p R6 = 10 Meg... Сіз < 0005 mfd. cond. 

C5 & Cg = 200025 " Ву = 250 M -n C4, -.01 " г рг 
C7 & Cg = ‘1 " 2 «= SOOM n 15 - 1° of twisted 

Cg = .01 ane " Rio =250n 1% insulated hook-up 

Cio = .025  " " All Resistors exoept wire 

01: = .005 " и Rio are 1/2 watt Ly - 120 turns of 

L 7 ANT. coil T z output transformer #30 E.C. Wire 

Ry = 20 Mn F.C. = field coil lo - 2] turns of 

Ro 2250 n V.C. * voice coil . 50 Е.С. Wire 


R; 2 Meg. l1 -4& Prong Socket 
I 1 a n " Cone 


m ansa sinesin ú: nlp HALCCIMeIIDIL ADR” 
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LONGITUDE AND ПМЕ. 


NORTH POLE 


WEST LONG. , 


A point on any plane can be located by 
two measures taken from two intersecting 
lines. 


Measurements are made from equator and 
Prime Meridian in degrees, minutes, and 
Seconds. 


Longitude is the distance east or west 
of the Prime Meridian. 


The earth rotates on its axis from west 
to east. Motion of the earth causes the 
sun to appear to move from east to west. 
Earlier time west; later time east. When 
it is noon on any Meridian it will be 
one o'clock P.M. 15° east of that Me- 
ridian, and ll o'clock A.M. 159 west of 
it. 

Since the earth turns on iis axis once 
in every 24 hours, every point on the 
earth's surface passes under the sun's 
rays every 24 hrs. 






SOUTH POL 


oer EAST LONG. 






Е 
Consequently 360° of the earth's surface 
pass under the sun's rays in 24 hours. 


Therefore; : 

$609 of Long. — 24 hours of time. 

1° of Long. - 1/360 of 24 hr. - 4 min. 
1' or Long. - 1/60 of 4 min. - 4 sec. . 
1" or Long. - 1/60 of 4 sec. - 1/15 sec. 


Consequently the difference in Long. 
equals fifteen times the difference in 
time. The motion of the sun is only 
apparent. 


The Prime Meridian passes thru. Wash- 
ington D.C. for U.S.A., thru. Greenwich 
for England, and thru. Paris for France. 


In reckoning time in Canada and U.S.A. 
Longitude is usually measured from the 
Meridian of Greenwich. 








WINDCHARGER. 







TOP VIEW A 





^ PROPELER — | 


SIDE VIEW 


PIPE FLANGE- GENERATOR 


CHANNEL IRON, | 
/ 


=== 1 











BRUSH 1 
SHIELD CAN— 


COUPLING TO PREVENT 
WIRE FROM TWISTING 


VOLTAGE GENERATED BY REVOLVING CONDUCTOR. | 
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When a conductor moves in a magnetic field 
the voltage induced in it depends upon: 
l. The strength of the field 
2. The speed of the conductor 
3. The direction of motion of 
the conductor with respect 
to the field. 
In all diagrams on this sheet, the conduc- 
tor is assumed to move at a constant angu- 
lar velocity. In diagram A the condustor 
is moving parallel tothe field; therefore, 
no voltage is generated. 


In diagram B the conductor is moving thru 
the flux at an angle and the rate of cut- 
ting of linəs of force has increased. 
Sketch Bj shows the effect of the changing 
direction of conductor motion. 


In Figure © the conductor is moving across 
the flux at a different angle and, as can 
readily be seen by referring to Fig. Cj 
the number of lines of force cut per degree 
of angular motion has increased. 


In Figure D the conductor is moving at 
right angles to the flux and is therefore 
cutting lines of force at the maximm 
rate. The induced voltage at this point 
in the rotation is therefore maximum. 


In Fig. E the angle at which the conductor 
is moving with respect to the lines of 
force is diminishing. The rate of cutting 
of lines of force is therefore reduced, 
and the generated voltage is less than in 
Fig. D. The manner in which the voltage 
varies from point to point as the conduc- 
tor rotates is shown on the opposite side 
of the sheet. 




















DEVELOPMENT OF THE SINE CURVE. 


210° 240° 270° 300° 330° 
90° 120° 150° 


LENGTHS OF VERTICAL LINES SHOW 8 
INSTANTANEOUS VALUES CORRESPONDING TO 
SIMILARLY NUMBERED POSITIONS OF THE 

ROTATING CONDUCTOR. 


These values are based on the assumption that the 


conductor moves at constant angular velocity thru 
a magnetic field of uniform strength. 


و 4 
720 720 720 


ТАҒ IN FRACTIONS OF A SECOND ber 
ONE CYCLE AT 60 CYCLE FREQUENCY. 


The smooth curve above shows the manner in which 
the generated voltage varies from instant to in- 
stant. The distance of the curve from the base 
line at any point is a measure of the voltage 
generated at that instant. 


{нн 
VALUE. 7 


р 2 2 EFFECTIVE VALUE = 0.707 TIMES THE MAX. VALUE. 
"их 
í N MAXIMUM VALUE = 1.414 TIMES THE EFFECTIVE VALUE. 


AVERAGE VALUE= 0.636 TIMES THE MAX. VALUE. 
MAXIMUM VALUE: 1.57 TIMES THE AVERAGE VALUE. 


The meter values of the A. C. volt and the A. C. к= 

ampere are values that represent equivalent D. C. 

values. An A. C. current that will produce the 

same heating effect as a D. C. current of one ampere is said to 
have an effective value of one A. C. ampere. Note that the curve 
of effective values is somewhat lower than the curve of maximum 
values, and slightly higher than the curve of average values. 
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.. VOLTAGE DISTRIBUTION IN THE D.C. CIRCUIT. 


To determine the difference 
in electrical pressure be- 
tween two points in a cir- 
cuit, it is first of all 
necessary to establish a 
reference point. 


Unless otherwise specified, 12.2 Volt Botlery. 
the negative terminal of any 
D.C. source is regarded as 
the reference point, and the 
difference in pressure be- 
tween this terminal and any 5 Jo oes Fore 
other point in the circuit ; reference Point 
is called the voltage of : 
that point. ~ C 


LA 


+ en 2_~ an. 











Wi 
If the point in question has Y 
a voltage that is higher V < 
than the reference point it - - z = 
is marked (+), if lower it M Reference Point a. bo tages Below ^ 
is marked (-). Thus point Reference Arn 


"а" in Fig. A is marked -8.2 
whereas point "h" in Fig. C 
is marked —-7.5 volts, for 
the last figure indicates 
that point "h" has a pres- 
sure that is 7.5 volts below 


the reference point "e" 


which is used in Fig. C. 


In Fig. A and B, in which 
the negative terminal of the 
battery or point "a" is used 
as the reference, it is 
evident that the voltage 
rises through the battery 
and falls through each re- 
sistance until the reference 
value is reached. 





o™ Reference bif c. e 


In Fig. C the reference 
point has been changed from 
ла" to "e". With respect 
to this new reference point, 
the voltages of the various //2-2 Vort Ва#егу. 
points will be different 
from those indicated in Fig. 
B. Note that points f, g, 
h, j, and a have pressures 
below the reference value, 
and points b, c, and d have 
voltages above the reference 
point "e", 


n 


It is usual to regard the 
pressure at the reference 
point as zero. All points 
above this. value are marked 
(+), all below are marked 














Figure D shows a more complex circuit in which several batteries 
are employed, and graphs E, F, and G indicate the voltages at 
different points in this circuit. R,= R425 OHMS. 


к= 0.5 
Ез: 2.0 
rly AND fy REPRESENT THE INTERNAL A 
RESISTANCES OF THE BATTERIES. n= 056 


As the positive terminal 

of a source of supply is 

at a higher electrical pres- 
sure than the negative, it 
follows that, in passing Е; Ezz 2.2 E. 
through a battery from neg. 9 | Ер: 13.6 E. 
to pos., the pressure rises. L-M=.25 OHMS. 
Jhen passing through the IAI M-A= п 


battery from pos» to nege 
the pressure falls. 


VOLTAGES ABOVE 

As all batteries have inter- REFERENCE POINT. 
nal resistance, the terminal 

voltage of the battery is 

diminished by the IR drop 

caused by current flowing 

through this internal resis- 

tance. This explains why 


the open circuit voltage of | 

р g VOLTAGES BELOW 
a cell is higher than the 
closed circuit voltage. REFERENCE POINT. 


In graph E is shown the man- - 
ner in which the voltage of 
the different points changes. 
As F is used as the reference 
point, and as a11 points in 
the circuit have e lower pres- 
sure then this point, all 
values are plotted below the 
reference line. 


In graph F the reference ! 

point has been moved to E, + 

As this is the point of lowest? 

pressure in the circuit, all 

other points have their voltage \ REFERENCE POINT 
higher and are plotted above 

the reference line. 


In Graph G the point chosen as 

the reference has a voltage that 

is approximately midway between G 
the other two (electrically) 

therefore, there are some , REFERENCE POINT A 
points that are higher in 

pressure than point A and 

some that are lower: 


If one terminal of a sensitive 

voltmeter with a center zeru 

were connected to the reference, the 

reading of the instrument would correspond 

to the velues indicated on the various graphs. 





A potentiometer has three 
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CIRCUIT TRACING AND TESTING ON BATTERY RECEIVERS 


Determine Filament Polarities by the following facts: 


- Grid return of all R.F. tubes always connect to "A" negative, "C" negative or 


contact arm of a potentiometer. 


- Grid return of detector tube usually connects to "A" positive. 
— Grid return of all A. F. tubes always connect to "A" negative or "C" negative. 
- "СО! positive always connects to "A" negative. 


MEMOD ON- CONTROLLING VOLUNE «5521002000 “te 9600000" ohne 


contacts and should not variable resistor in 

be less than 175 ohms, E | Series with the plate 
and is used to control 3 circuit is used to con- 
volume by varying the trol volume by varying 
grid voltage. the plate voltage. 

A rheostat is used to Note: Any one receiver 
control volume by varying | utilizes one method of 
the filament voltage. A- At В+ control 





After taking short tests and before 
taking continuity tests, short "A" 
pos. and "A" neg. posts on receiver. 


l 

! 

! 

| 

| 

То obtain second reading on grid 1 
circuit of detector, short grid cond. | 
! 

| 

| 

і 

| 

' 

i 


To obtain second reading on plate of 


last A.F. tube, short out the head- 
phone terminals. 


еч 


о н 
1 


TABLE FOR SHORT TEST 


Before taking any tests be sure that the 
switch and rheostats are closed. 


"A" pos. and 
"A" neg. 


TEST LEADS 





I 
! 
l 
l 
І 
і 
і "В" ров. 90 {о 
| 
| 
| 
l 
| 


—_ — í— — — — — -- ж. «> سے س‎ -- -- -- ---- 
í— — — — — — — — — — — — — — — — — — -- -- — — 


TABLE FOR CONTINUITY TEST 


Location|F Pos.to 
of 
Tube 





I LOCALIZING TROUBLE 

Test for battery voltage with headphones. 

Listen for click when phones are plugged into the plate circuit of the last 

А.Е. tube. 

With the phones connected in the plate circuit of the last A.F. tube, touch the 

detector grid terminal. If a click or buzz is heard, the trouble is in the R.F. 

Amplifier. If no click or buzz is heard the trouble is in the A.F. Amplifier. 
TROUBLES IN R. F. AMPLIFIER 

With phones connected in last A.F. plate circuit, disconnect the antenna lead- 

in wire and touch it to plate terminal of last R.F. tube and try to tume in a 

station.’ If signal is heard, repeat this test on next to last R.F. tube. 
TROUBLES IN A. F. AMPLIFIER 

Connect the phone cord tips across the primary or secondary of the first A.F. 

transformer. Touch detector grid terminal and listen for click or buzz. If 

response is heard repeat this test on the second A.F. transformer and so on 

until the defective circuit is located. 








VOLT OHM MILLIAMMETER. 


+ Position. « #2 Position. 
1500 E. D.C. 300 É. OC. 


Upper би. 
Lower Switch, 


\ 
\ Copper Oxide стег 


(OQ € 
\ 


#2 Fe sition. 


#3 Position. Ohms x (Оо. 
30 E Oc: ИЕ. Ве его. 


f 


Rn ts the resistance of the 
meter or 233 ойтз +27. 
2 Ron fsz ond з are meter 
KS Position. shunts. | #6 Position. 
Ohms. /б,-/23.7 ойлтв. ибо M.A. DC. 
fsz =35:6 " 
Rs3=0.66 
№, = 30,000 
A: 2 = @7дооо 
ғ. з = 600,000 
+7 Position. Fy = боооооо . *8 Position. 
ISE. AG. Rs = 14,550 ISOE. A.C. 


ес ес fig =/3 8200 
№, = 250,000 


Из =47 20 
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RESISTOR COMBINATIONS. 


495 








Serves /Pes/sfons. Peratleal Fesistors. 
Tp = Ft Paths 2... „= 
# / #6 
Tp =250n. 
#2 #7 
/7- 7238 n. 
ж, =\5/77-а- 


avr] 


f= 





ñz 
{= 
îs NP- = 20238. 
*/0 f= 
` Cond 2.005 /77fe. 
fre” 
fi, =300n_ 
37 
. Аз 
Solder = correctiors. Do тоз wist P 
wires TO о? ether when soldering. 7 Re x z€ 
` > А Фф = 14/166 2 
eleg, е^ and mefer WMISTTUCTOr 


Lr chec. "e. Lach Ses must be checked am opprored. 
Job card wil be punched wher aff fo Jobs баке beer 
opprored 4y Hee swnstructrer. 

When measured wth = o4mmeter (OC) wher effect or ^. Goes 


the cCorrcdenser hare? 1 








RESISTANCE TEST OF RECEIVER CIRCUITS. 





V 58 57 

JS em > == 5 
> д П ы 

Sac = : Се) š 

2a Str ۵ = А ^ 

cx KO > X X Т 




















= 25,000R. = 450R 
SPEAKER FIELD 
5000000 0000000 
2508. 1500R. 
Fig. 1 
LINE сз = 
COMPLETE 
RADIO CIRCUIT 
RECEIVER SHOULD NOT BE TURNED ON WHEN MAKING RESISTANCE TESTS. LOW 


RESISTANCE CIRCUITS SHOULD BE TESTED WITH THE METER'S LOW OHMMETER RANGE 
FOR MORE ACCURATE RESULTS. HIGH RESISTANCE CIRCUITS SHOULD BE TESTED WITH 
THE METER'S HIGH OHMMETER RANGE. POLARITIES OF ELECTROLYTIC CONDENSERS 
MUST BE OBSERVED. THE POSITIVE LEAD OF THE OHMMETER CONNECTS TO THE 
POSITIVE TERMINAL OF THE COND. AND THE NEGATIVE LEAD TO THE NEG. TERMINAL. 


NORMAL READING 41,750R. 
WITH OHMMETER CONNECTED 
AS SHOWN. 


RESISTANCE READING WITH 
C, SHORTEO I$ O OHMS 
Ca СЕУ “ 250 и 
C3 5 " 1750 " 


Fig.2 






SHORTED CONDENSER ZERO OHMS 


OPEN CONDENSER NO READING 

> LEAKY CONDENSER GIVES A READING 

RESISTANCE FROM PLATE TO DEPENDING ON THE AMOUNT OF LEAKAGE 
PLATE APPROX. 250 OHMS . GOOD COND. GENERALLY GIVES A MONEN- 
RESISTANCE FROM PLATE. TO TARY DEFLECTION ON THE OHMMETER. 
GROUND APPROX. 125 OHMS. WHEN TESTING VARIABLE CONDENSERS 


ROTATE THE ROTOR OR ADJUST TRIMMERS. 


NOTE:- IF THE RESISTANCE OF A RESISTOR IS NOT WITHIN TEN PERCENT 
PLUS OR MINUS (10%+*) OF ITS RATED VALUE ONE END SHOULD BE 


DISCONNECTED AND ANOTHER TEST MADE. COYNE 
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RESISTANCE TEST OF RECEIVER CIRCUITS CONTINUED 











TESTING THE PLATE CIRCUIT. RESISTANCE 
READINGS SHOULD BE 1752 OHMS. NO 
READING INDICATES AN OPEN CIRCUIT. 


TESTING THE 3.6. CIRCUIT. RESISTANCE 
READINGS SHOULD BE 21,750 OHMS. 


` NO READING INDICATES AN OPEN CIRCUIT. 







15,000R. 













15,000R. 
RESISTANCE TEST 

| | |: OF ANT. COIL. 

|  W.C,. TO THE RIGHT READING IS 20 R. 
| V.C. TO THE LEFT READING IS ZERO R. 


RES. TEST OF CATHODE CIR.WITH М.С. 

V.C. TO THE LEFT READING IS 15175 R, 
V.C. TO THE RIGHT READING IS 175 R. 
COND. C5 SHORTED THE READING I5 ZERO R. 





RESISTANCE TEST OF CATHODE CIRCUIT 
NORMAL READING IS 25,000 OHMS. 
OPEN RESISTOR IS NO READING. 

SHORTED CONDENSER IS ZERO OHMS. 


RESISTANCE. TEST OF TUNED CIRCUIT 
NORMAL READING IS 4 OHMS. 
OPEN TRANSFORMER IS NO READING. 
SHORTED CONDENSER IS ZERO OHMS. 


20,000R. 





RESISTANCE TEST FROM PLATE. To GRO. 


| NORMAL READING IS 40,000 OHMS. NORMAL READING 20,0008 
| NO READING INDICATES AN OPEN CIR. NO UNE RESISTOR IS OPEN 
| 2. READING COND. C3 IS SHORTED. ee °. 


rm aaa è ë Amam 
| JA AANA D DRAMU? ^ 


RES, TEST FROM 5.6. TO GROUND. 








КЕСЕМЕН RESISTANCE ANALYSIS 


27 R.F. CHORE 
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RESISTANCE CHART 
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R.M.A. COLOR CODE FOR RESISTORS AND CONDENSERS. 


COLOR 
Black . . . . 
°` Brom . . + 2 «© « 
Веа......ъ. 
Orange. . . 
Yellow. .. 
Green . . . 
Blue. . . . 
Violet. . . 
Graye >» e è > o 
White . . . . + « 


. 
© 


. . ° . 
. 
ее еее 


«o O0 -3 O» € iS Q1 70 = 


% 


7 






NS 





a EI 





FIGURE 






хеш 
Вапа А Вапа В Band C 
Green- Black- Black- 
Red- Green- Brown- 
Green- Black- Yellow- 
Orange- Green- Green- 
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Color A gives first figure of resistance value. 
Color B gives second figure of value. 


Color C gives number of ciphers following the first 
| two figures. 


Color D Gold band indicates 5$ tolerance. 
Silver band, 10$ tolerance. 
No band 20% tolerance. 


METHOD #1 


Color bands A, B, & C give resistance value. 

Color band D, usually omitted, indicates tolerance. 
Black background uninsulated. 

Brown background insulated. 





EXAMPLE #1 
Band D Background Value 
None- Black 50 ohms-20% Uninsulated. 
Silver- Brown 250 Ohms-10% Insulated. 
None- Black 500M ohms-20$ Uninsulated. 
Gold- Brown 5.5 Meg.-5% Insualted. 
METHOD #2 


Body color A, end color B, and dot or band C gives 
value. Gold or silver band D, usually omitted, 
indicates per cent of tolerance. 





EXAMPLE #2 
Body A End B Dot or band © Value 
Green- Black- Black- 50 ohms 
Red- Green- Brown- 250 ohms 
Green- Black- Yellow- 500,000 (500M) 
Orange- Green- Green- 3,500,000 (3.5 meg) 


EXAMPLES OF MICA CONDENSERS 


lst Dot 
Green- 
Brown- 
Red- 

Green- 





2nd Dot 3rd Dot Condenser value 
Black- Black- 50 mmfd (.00005 mfd) 
` Black- Brow- 100 таға (.0001 пға) 
Green- Brown- 250 паға (.00025 пҒа) 
Black- Red- 5000 mmfd (.005 mfd) 








| CONDENSER TESTING. 


Use Power Pack to Obtain OC Hoge. 
(See preceding poze) 


Beste Circuit for Trouble Testing on рег & Nica Cond 


+ 


T B - | Troubles. — 
Condenser beg teste. /- Open- Lamp Hoes por Hash. 


2- Shorted - Continuous glow en samp. 

3- Leaky — flicker. Lamp will flash less 
than once per second or e good 
condenser: 


{leon lamp 


Circuit for measuring leakoge on Electrolytic Condensers. 


Cavton- Test for shorts wilh en chmmefer before leokage testis made. 
+ Do то” test shorted condensers Yor leakage or meter ж” бе 


| | Sern d 
Corect polarity +{* <° Note. — Leokage should be less Mon 


250 E. DC. Electrolyte {Т.Я рег IMEI wi aso rolls 
Condenser. applied on o condenser rated 
of 450 кой. 


Condenser Tes’ Chork 


£; lectrolytre Conclersers. 
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} Cordifrorr. | S/ze э CU 
Rok Ilo rif 
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CONDENSER CAPACITY TEST. | 










Coo. š 








Adding the vo/ өте drop OCrFOSS Же resistor (Ep) ж Же voltage drop across 
fe condenser (Ec) wil! ref give o role eqvo/ fo the с pled vol-age - 
becouse Жезе Awo vollage “rope ore то” > phase with each offer. 
Jo Arnd Же гөзе/ ол rof ose е жесе ба must be oded Mus 


£, = IZ, + 2 
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SOUND RADIATING CONE 






MAGNETIC TYPE 
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CENTERING 
3 wb ЎСА, EW 


O C£ 
COIL 


ELECTRO-DYNAMIC TYPE 





ADJUSTING SCREW 





OUND 
BALANCED ARMATURE TYPE AMA 


COME 






IF GROUND (GENERALLY THE CHASSIS) 


NUMBERS 3, 6 AND 45 WILL NOT APPLY. 
ON THE RIGHT SIDE OF CHART. 
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TROUBLE SHOOTING WITH AN ANALYZER 


THIS CHART APPLIES TO TESTS MADE USING THE CATHODE 


6A AND 15A 


OR FILAMENT AS A COMMON. 
i$ USED AS A COMMON, 


USE 3A, 


2 °|9| |= 
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ALIGNING SUPERHETERODYNE RECEIVERS, 


Hwee AAR Gene eS oe E EE Aye 
. . 7 


, 
,Аэт. рет. 
(MIRER) 


ЗЕ | 


veleno. R A.N.C. 


Connect the output meter to the receiver in the 
conventional manner. Adjust the signal generator 
to the required I. F. of the receiver, connecting 
it to the input grid of the mixer tube, generally 
allowing the grid lead disconnected. Adjust the 
I. F. condensers to the maximum reading of the 
output meter. If the signal does not go thru, - 
connect the signal generator to the input grid of 
the last I.F. tube, then connect the signal gen- 
erator to the preceding stages. 


Transfer the signal generator connections to the antenna and ground of the receiver. 


Tune the receiver to band #1 (generally the broadcast band). If the receiver has a 
‘wave trap, the trimmer (g) is adjusted to minimum reading of the output meter, when 
the signal generator is tuned to the I. F. and the tuning condensers are tuned to ` 
the low frequency end of the broadcast band. 


Adjust the signal generator and the receiver to 1400 k.c. Adjust the high frequency 
trimmers (a) to maximum reading of the output meter. 


Adjust the signal generator and the receiver to 600 k.c. Adjust the low frequency 
trimmer (e) to maximum reading of the output meter. 


Tune the receiver to band #2 (generally the first short wave band) 


Adjust the signal generator and the receiver to the required frequency of band #2. 
Adjust the high frequency trimmers (b) to the maximum reading of the output meter. 


Adjust the signal generator and the receiver to the required low frequency and ad- 
just the low frequency trimmer to the maximum reading of the output meter. 


The same procedure is followed with bands #3 and #4, the high frequency trimmers 
(c) and (d) are adjusted for maximum reading of the output meter in their respective 
bands. 


NOTE: Keep output of the signal generator low in value, allowing just enough signal 
to give a readable induction on the output meter. Above frequencies do not apply to 
all receivers, check with manufacturers aligning data. 
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жн METHODS ОҒ CONNEGTING OUTPUT METERS 


SINGLE AF, TUBE PUSHPULL А.Р. TUBES 


“ғ 








TUSE 


e+ 





The drawings above show seven of the most popular methods of connecting an output 
meter to a single A.F. or push-pull A.F. stage. Only one of the above methods is 
necessary for an aligning indicator. The condenser "C" may be any capacity from 
.1 mfd. on up, with a voltage rating of 400 volts or more. Meters used as output 
meters, in above connections, may be conventional output meters or A.C. meters 
having a range of O to 5 milliamperes or less. ; 


POWER DETECTOR D.C, MILLIAMMETER GRID LEAK DETECTOR D.C. MILLIAMMETER 


о-н; ‚01 МЕР. „7.0001 MED 
„аз AF 
IET Мк 
= 


TF 








A.F. 
TUBE 






000253 MFO 





250,000 owns 8+ 
= 400,000 OWMg = 





A.D.C. milliammeter may also be used as an output meter by connecting it in series 
with the plate circuit of the detector stages. In the power detector, the milli- 
ammeter is adjusted for the highest reading, and in the grid leak detector to the 
lowest reading, when adjusting the trimmer condensers of the I.F., oscillator, 
mixer, and R.F. stages, (with the exception of the wave trap.) If this connection 
18 used, it is important to keep meter leads short to prevent unstable readings. 


DIODE DETECTOR Š OUTPUT METER 
. FD. 
ч 2 А О.С. MILLIAMMETER USING A 
COPPER OXIDE RECTIFIER 
== A.F. 
TUBE. 





$00,000 


OHMS = == + 


Circuits that employ A.V.C. can have a high resistance D.C. voltmeter connected 
across the load resistor of the diode detector. The positive side of the volt- 
meter is connected to the grounded end of the resistor and the negative to the 
negative end of the load resistor. The meter connections at the top of the sheet 
may also be used. ° 


OSCILLOGRAPH 
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VERTICAL DEFLECTING PLATES HORIZONTAL DEFLECTING PLATES 
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` END VIEW 
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DETERMINING THE GAIN 
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OSCILLOGRAPH CONNECTIONS TO THE DEMODULATOR 
TUBE WHEN ALIGNING A_ RECEIVER 


GRID LEAK DETECTOR 00025 MF °. 
ж—,0001 MPD. 


POWER 


DETECTOR 









= 30000— = B+ 


In case of a power detector and a grid leak detector, the binding posts of the ver- 
tical deflecting plates (V.D.P.) are connected to plate and ground. The ungrounded 
post to the plate and the remaining post to ground. Sets, employing transformer 

or impedance coupling between the detector and the first A.F. tube, should have the 
reactive unit disconnected from the plate and connect a 25,000 ohm resistor in place 
of it as shown. The purpose of this change is to prevent distortion of the wave- 
form. Then connect a .1 mfd. condenser between the plate and grid to couple the 

two circuits. 


HALF WAVE DIODE DETECTOR FULL WAVE DODE OETECTOR 
.01 MFD. 





-\ 8+ 
250000 -^ 


500,000 A- 
оло RESISTOR 00025 aa 













500,000 -^— 


250000 —^- 
LOAD RESISTOR 


Receivers employing diode detection must have the V.D.P. of the oscillograph con- 
nected across the load resistor of the diode detector. Connect the ungrounded V.D.P. 
to the negative or ungrounded end of the load resistor and the grounded V.D.P. to 
ground. 


THREE ELEMENT TUBE USED AS A DIODE DETECTOR nrg, AUTOMATIC FREQUENCY CONTROL 
.0001MFD. 
А.Е, DISCRIMINATOR TO A.F.C, 


PA 





250,000 ~ 


In A.F.C. circuits the V.D.P. binding posts of the oscillograph are connected across 
the load resistor that connects to a ground. The connections of the V.D.P. to the 
load resistor are the same as mentioned above. To obtain the discriminator curve, 
connect the V.D.P. across both load resistors or from cathode to cathode of the dis- 


- = з же EE وی‎ 


EMERGENCY METHOD OF ALIGNING A RECEIVER WITHOUT A SIGNAL GENERATOR: 


Although a signal generator is ordinarily required for the alignment of a receiver, 
it is not absolutely essential. When & situation arises in which such an instru- 
ment is not available, the procedure outlined below may be employed. The ultimate 
alignment will not be as good as that obtained with a signal generator, but the 
Set will work, and satisfactory reception will be possible. The possibility of 
such an emergency makes a knowledge of the subsequent materiel of vital importance. 


A. Substitutes for a Signal Generator 


1. 
2. 


5. 
4. 


5. 


Any broadeast or short wave station. 

Any modulated radio signal such as may be obtained from portable or station- 
&ry transmitters. 

Disturbance signal introduced by tapping the grid of the mixer tube with a 
moistened finger. 

Any other source of modulated RF energy ‘such as may be produced by ignition 
systems, X-ray apparatus, vibrating spark coils, etc., 

If an unmodulated RF signal is available, it may be modulated by introduc- 
ing into an appropriate grid on the receiver an audio rate variation pro- 
duced by a microphone, headset, phonograph pick-up, or a low voltage (10 
volts or less) 60 cycle A.C. supply. 


„ОЕ МЕР. ° 







OUTPUT 


PENTAGRID 
CONVERTER INPUT = 
TYPE 6SA7 IF TRANS. Y 





HEADSET OR 
ANY OTHER 
SOURCE OF 

MODULATING 

SIGNAL 






HI-FREG@- 
TRIMMER 


В. Procedure if Signal or Station can be Tuned in 


1. 
Re 
5. 


4. 


Turn tuning condenser plates until maximum volume is obtained. 
Adjust I.F. trimmers to maximum signal. 
If the frequency of the received signal is known, check the dial reading. 
Turn tuning dial toward correct frequency while adjusting the high fre- 
quency trimmers and padder for maximum volume. 
If tuning diai cannot be adjusted to correct frequency, adjust the I.F. 
trimmers to maximum volume while dial is being turned towards the correct 
frequency. 
а. І.Е. trimmer condensers should be fairly tight for correct adjustment. 
b. If medium reception is obtained with the I.F. trimmer condenser screws 
turned almost all the way out, it indicates that the I.F. circuits are 
resonant to the harmonic of the correct I.F. Reception will not be at 
its best. Tighten trimmers and repeat B. 
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Procedure if Signal Cannot be Heard. 


1. 
Re 


5. 


Turn all I.F., trimmer condensers down fairly tight. 

Tap the R.F. input grid of the mixer tube with finger to produce a dis- 
turbance. Readjust I.F. trimmers to obtain maximum disturbance. 

Adjust high frequency trimmers and padder for maximum noise level. 


4. Tune in a signal or station and repeat all steps in procedure "B" 


After the Above Aligning Procedure is Completed. 


1. 


2. 


Tune in a station of known frequency at the high frequency end of the dial 
and readjust high frequency trimmers to maximum volume at correct dial 
reading. 

Tune in a station of known frequency at the low frequency end of the dial 
and readjust padder for maximum volume at correct dial reading. 


Always use an Insulated Screw Driver to Adjust Trimmers and Padder. 


1. 
2. 
5. 
4. 


One quarter inch diameter bakelite rod at least six inches long. 
One quarter inch diameter fibre rod at least six inches long. 
One quarter inch diameter hard maple wood rod. 

Any other similarly shaped piece of insulating material. 


METHOD OF CHECKING THE CALIBRATION OF A SIGNAL GENERATOR 


Tune in a station of known frequency on any radio receiver. . 

Feed signal from signal generator into the receiver antenna circuit, and 
set signal generator dial the same frequency as the received station. 

Turn selector switch on signal generator to unmodulated R.F. 

Rotate signal generator dial slowly back and forth across the correct fre- 
quency calibration. 


1. Whistle should be heard when the dial is turned to each side of the 
correct frequency. The pitch of the whistle should decrease as the 
dial approaches the correct frequency and disappear entirely when the 
dial is set accurately on the correct frequency. This indicates that 
the dial is calibrated accurately at this position. The calibration 
may be checked at any position where a station of known frequency may 
be tuned in on the receiver. | 


NOTE - The whistle referred to above is caused by the heterodyning of the re- 


ceived carrier with the signal produced by the signal generator. The 
pitch (frequency) of the whistle depends upon the difference between 
the two frequencies. When the signal generator produces & signal fre- 
quency equal to the carrier frequency, the difference is zero; there- 
fore, a whistle will not exist. Adjusting the signal generator to a 
lower pitch until the whistle disappears is referred to as, "adjusting 
Signal generator to zero beat note". 


2. A check on signal generator frequencies below the broadcast frequency, 
such as are used for aligning the IF, may be obtained by using the 
first harmonic of the IF frequency. For example, if IF is 500 Ke, lst 
harmonic is 1000 Kc. 





ANALYZING — METER CONNECTIONS 


USING CATHODE AS COMMON AS SHOWN IN DRAWINGS 
OR GROUND MAY BE USED AS COMMON FOR VOLTAGE ANALYSIS. 


THREE ELEMENT FILAMENT TWREE ELEMENT HEATER SCREEN GRID HEATER 
TYPE TUBE -26, 45 ETC. TYPE TUSE - 27, S6 ETC. TYPE TUBE -24-35 ETC. 


PENTODE FILAMENT TYPE PENTODE HEATER TYPE RECTIFIER FILAMENT 
TUBE - 47,33 ЕТС. TUBE -57, 58 ETC. ТҮРЕ - 80,523 ЕТС. 


SYMBOLS 
Ip. — Plate current 
Ip. grid test-Plate current 
when making the grid test. 
Ep. - Plate volts. , 
Esg. Screen grid volts. 
E sup. G. — Supressor grid. 
volts. 
Eg. - Grid volts. 
Ecg.- Control grid volts. 
Ек. - Cathode volts. 
Ef. - Filament volts. 
GRID TEST Eh. - Heater volts. 


The grid test is made by changing the grid bias, thereby obtaining an indica- 
tion of the amplifying ability of the tube. Depressing P makes contact at A 
and B, and connects the battery in series with the grid circuit — with the 
negative usually attached to the grid. The variation in plate current, pro- 
duced by inserting and then disconnecting the battery, indicates the tubes 
amplifying merit. Tubes of the same type may give slightly different read- 
ings due to unavoidable variations involved in the manufacturing process. 
COYNE 
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after the circuit has been wired according to the diagram, and the connections have 
been carefully checked: 


Trace diagram, filament circuit in black, plate circuit in red 
Make resistance test and fill in resistance test chart. 
Insert $-prong plug and apply power to the test board. 


Read Eg. Vary rheostat and note change in filament voltage. Turn rheostat 
full on; filament voltage should then be 6 volts. 


With voltmeter connected from B plus side of MA to F minus, set Ер аф 150 volts 
by adjusting the potentionmeter Pot. If necessary, change Pot. to a different 
position on voltage divider. CAUTION - Never connect Pot. across more than one 
resistor in the voltage divider. 


Place tube in socket and note change in Eg. Readjust to 150 volts, Ep to 6 
volts and tabulate filament voltage (Er) against plate current (Ip) as indi- 
cated in data table. 

Reduce Ep by 1 volt steps, readjust Ep to 150 volts and compete table. 


Using values from table plot Ep - I, curve. 


р 
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CHARACTERISTICS 


TUBE 


PROCEDURE: 
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Adjust Ep to 5E, to 45E and Ед to values specified in section 1 on chart 


1. 


Read and mark in section 1 and Ip for each value of Egl 


2. 


Adjust Ep to 90E and fill in section 2 


5. 


Adjust Ep to 150E and fill section 5 


4. 


2, ала 5 


Fill in section 4, 5 and 6 as instructed in 1, 


5. 


Adjust Ep to SE. 


Plot all six curves on chart below 


6. 


- 
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TUBE CHARACTERISTICS. 


Job С. 


When the grid voltage and the filament voltage applied to a three element tube 

are held at a constant value, the plate current will vary directly with the plate 
voltage. As the plate voltage is raised, the plate current will increase; as the 
plate voltage is reduced, the plate current will decrease. If the plate voltage 
is raised sufficiently to attract all the electrons emitted (saturation — а 


further increase in plate voltage will not increase the plate current. 


This experiment is designed to show how the plate current is affected by changes 


in plate voltage. 
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| TUBE CHARACTERISTICS. _ | 





PROCEDURE: 


1. Adjust Ep to 5 voits, Egi to ЖӨЕ; and then vary Ер through the ЕВ 
indicated on the chart. Read and record Ip for each value of Ер. 

2. Change Egi to -6 volts and repeat #1 procedure. 

5. Change Egi to -9 volts and repeat procedure #1. 


4. Plot curves in different colors for each group of data on the graph below. 
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TUBE CHARACTERISTICS. 
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TUBE CHARACTERISTICS. 


PROCEDURE: 


i. Insulate all high voltage transformer secondary leads. 


`2. Wire circuit according to diagram. 


5. Insert 3-prong plug, adjust Ер о 155Е, Ер to 5E, E ү to 4 1⁄2 E and, with no 
AC signal applied, record Ip in Section 1 of data chart for Ry, values indicated. 


CAUTION - Always pull out 3-prong plug when setting Ry with an ohmmeter to the 
value specified, and readjust voltages to correct values before proceeding. 


4. Apply 6.5 E AC signal to grid and fill in Section 2.| 7-ace signal voltage 
curves in red, Plate 


5. Apply 11.3 E AC to grid and fill in Section 3. сереге adf uc 


6. Plot &ll average Ip and plate signal curves on graph below. 
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PHILCO DYNAMIC TESTER 


MODEL 030 


The Philco Dynamic Tester is extremely useful in locating defects in any type of 
radio with a minimum of time and effort. it operates on the principle of amplifying 
and reproducing a signal taken from any circuit of a radio in which a signal is nor- 
mally present. It is easy to use, requiring no tuning to amplify signals of any frequency 
(radio, intermediate or audio frequency). 

The Deme Tester not only indicates the presence of a signal but gives a com- 
parative idea of its intensity. It can also be used to test public address amplifiers, 
microphone circuits and phonograph pickup circuits. The tester is designed to operate 
on a [15 Volt, 50 to 60 cycle A. C. power supply. 


TUBE COMPLEMENT 


The tester contains four tubes. Three of the tubes (types 7C7, 7A5 and 7Y4) are 
mounted in the tester case, and a 6F5GT tube in the test prod assembly. 

The complete test prod assembly including the tube it encloses can be removed 
from the socket at the end of the cable, The tube can be removed from the shield by 
grasping one of the base pins or locating pin with a pair of pliers. In replacing this 
tube in the shield, it is necessary to remove the switch from the end of the shield to 
connect the grid clip to the control grid cap of the tube. 


Connecting for Operation 


1. Connect the dynamic tester to a 115 volt, 50 or 60 cycle power supply. 
Turn the attenuator control to the right until the power switch is in the 
"ON" position. 

2. Connect the ground wire clip to the radio chassis. In the case of an 

A.C.-D.C. set, it might be necessary to reverse the power plug to either 

the dynamic tester or the radio under test or both for a minimum of hum 

pe in the dynamic tester. 

urn the radio "ON," and tune in a strong local station. If the radio is 
inoperative, turn the dial to the setting for a local station. If a strong 
local station is not on the air, connect a signal generator and fune in any 
audio modulated R.F. signal in the broadcast or short-wave band. The 
following procedure should be used in testing the radio and other special 


apparatus. 
TEST PROCEDURE 


Beginning with the input terminal (antenna or loop) touch the test prod to the 
various points at which a signal should be present, particularly the grid and plate of 
each amplifier tube. These various test points are indicated in the "Testing Signal 
Circuits" procedure and schematic diagram on the following pages. 

At the R.F. end of the set, the signal level switch on the test prod assembly should 
be kept in the "High" position toward the tip. The attenuator should be turned all 
the way on when testing in the R.F. sections of the set and gradually retarded as the 
audio amplifier circuit is approached. As the test prod is moved from the test points 
in the R.F. section toward the audio circuit the signal should increase in volume. When 
testing the audio amplifier, the switch on the prod assembly should be turned to the 
"LOW" position. 

When it is impossible to obtain a normal signal at some particular amplifier 
stage, testing for the exact location of the trouble can be completed by touching the 
test prod to the adjacent parts of the circuit. 
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TESTING SIGNAL CIRCUITS 


. ANTENNA CIRCUIT TEST 


a. Place test prod at point “A”; with the attenuator on full, the signal should be 
heard weakly. The band switch should be tested in broadcast and S.W. 
positions, with a signal tuned in for each position. 


. R. F. CIRCUIT TEST 


a. Apply test prod at point "B" (plate of R.F. Tube); an increase in signal 
strength should be noted. When testing the S.W. band a signal should be 
tuned in above the middle of the tuning range (tuning condenser at least 
half meshed). 


. CONVERTER CIRCUIT (Ist Detector Stage] 

a. Connect test prod to point "D" (grid signal should have same signal strength 
os point "B". 

b. Attach to point "E" (plate). The signal should increase greatly over 
point "DF (arid 


. OSCILLATOR CIRCUIT 


a. Touch test prod to oscillator grid or plate "G." Momentarilly short circuit the 
plate of oscillator section of gang with metallic instrument or wire. A click 
should be heard in the speaker of the tester when the short is applied and also 
when it is removed. 


. LF. CIRCUIT 


o. Connect prod to point “H” (grid LF.J. Signal shold be approximately the 
same as at point “к” 

b. Apply prod to point "J," (plate of I.F. tube}. Signal should increase in strength 
over point "Н" grid. 


. 2nd DETECTOR—A.V.C. 


a. Attach prod to diode plate, point "L." Signal should be heard. 


b. Apply test prod to points "M" and "U." A signal should NOT be heard ct 
either of these points. If signal is heard there is a possibility of the A.V.C. 
by-poss condenser being open. 


. FIRST AUDIO STAGE 


a. Apply test prod to high end of volume control point "N'—push switch on 
test prod to "LOW" position. A weak audio signal should be heard. 

b. Apply test prod to point "O" (volume control}. Volume control of radio in 
maximum position, signal should be heard with equal strength of point "N." 

c. AHach test prod to point "P" (plate of audio tube). Signal will greatly in- 
crease in strength if tube and associated circuit preceding are normal. 

3. While the illustrative diagram shows the 2nd detector A.V.C. and Ist audio 
stages in one tube, the same test as given above is used when these circuits 
are in separate tubes. 


and the signal strength noted. The signal should have greater gain than when 
tested ot ist audio stage. 


8. AUDIO OUTPUT CIRCUITS 


a. Connect test prod to point "Q" (grid). Signal should have some gain as was 
noted at point "P." : 

b. Attach prod to point "R." Signal should have tremendous gain over the 
input point "Q." 

c. Apply test prod to point "S." Signal should be lower in volume than at point 
“R,” depending upon ratio of transformer. 


ADDITIONAL USES AND SPECIAL TESTS 


While the tester is primarily intended to indicate the presence of a signal in a 


circuit where it should normally be, it can also be used to detect signals in circuits in 
which the signals are supposed to be excluded through the action of by-pass con- 
densers. In addition, it will be found useful in checking any special apparatus which 
develops an R.F. or audio signal. 


2. 


OPEN BY-PASS CONDENSERS 


a. Automatic Volume Control (A.V.C.] Circuit 
By applying the test prod to points "M” and "U" the filtering condition of 
the A.V.C. circuit can be checked. A signal SHOULD NOT be heard at 
either of these points. If a signai is heard it will indicate trouble in the filter 
condensers or resistors of the A.V.C. circuit. 

b. Screen grid circuits. 
Application of the test prod to any screen grid tube contact will indicate the 
filtering action of the by-pass condensers. Under normal operation a signol 
should NOT be present. If the signal appears in these circuits it will indicate 
trouble in the by-pass condensers (being open or partially open). 


HUM (HUM FILTER CONDENSERS) 


a. Abnormal hum can be located with the tester by applying the test prod to 
points "O" апа "Т" in the audio filter circuit. If abnormal hum is heard at 
any of these points it will indicate trouble in the filter resistors or by-pass 
condensers. Hum comparison tests can be made in any circuit with the tester. 


LEAKY COUPLING CONDENSERS (Between Audio Stages) 


The Dynamic tester will also be found helpful in locating leaky coupling con- 
` densers (noisy) in audio circuits such as the condenser between points "P" and 
"Q." E this condenser is leaky the signal will be noisy or weak at puint "О." 
If the condenser is shorted no signal will be heard at "Q." This test also is 
useful in testing coupling condensers in the R.F. such as at points "B" and "D." 


PHONOGRAPH CIRCUITS 


The dynamic tester will also test phonograph pickup circuits. The test prod is 
applied to the various connections in the phonograph circuit beginning at the 
pickup and working back through the audio amplifier stage to the speaker. 


MICROPHONE CIRCUITS 


The Dynamic tester works equally well in testing microphone circuits. The pro- 
cedure being the same as phonograph circuits, beginning, however, with the 
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OPERATION AND CONSTRUCTION OF INTERFERENCE LOCATOR 


This receiver must be self-contained, nothing except the loop should be out- 
side the case. The cabinet must be completely shielded, top, bottom, and sides, with 
no joints or openings at any point. All voltages and specifications should be fol- 
lowed very closely for efficient operation and good results. This receiver being a 
loop operated unit, the following instructions are very important to insure proper 
operation. 


If the loop is turned so that it is pointed edgewise toward the transmitting 
station, radio waves from that station will travel the greatest distance between the 
two sides of the loop thus setting up the greatest voltage and consequently the sig- 
nals will be strongest. When the loop is turned so that its flat surface is toward 
the transmitting station, the signal strength will be least. In the latter instance, 
the advancing radio waves strike both sides of the loop at the same instant, gener- 
ating exactly equal and opposite voltages which balance each other out completely 
leaving no signal for the receiver, except that due to loop capacity. 


Due to this directional effect of the loop aerial it is possible to partially 
tune out an undesired station by turning the loop broadside to it. Pointing the loop 
will greatly increase the signal strength from a distant station. This is one of the 
advantages of the loop. 


In using the loop it will be found that the signal strength from a near-by sta- 
tion remains approximately the same until the loop is turned almost at right angles 
to the station. The signal strength will then show a sudden and decided decrease 
during the last few degrees of loop movement as in Figure 2-A. 


On the other hand, the signal strength from a distant station will show a very 
gradual increase as the edges of the loop are brought into line with the direction 
of the radio waves; but during the final few degrees of loop movement, which brings 
the loop directly in line witb the station, a decided and sudden increase in signal 
strength will be noticed, as shown in Figure 2-В. 


When used as a direction finder the operating principles are practically the 
same. A direction finder consists essentielly of a receiver mounted in a completely 
shielded cabinet and equipped with the directional loop also. Due to the shielding 
the receiver will not be affected by radio waves or signals except those coming 
through the loop. By turning the loop it is possible to tell from which direction 
the interference signal is coming. A transmitting station or interfering device as 
in "A" in Figure 2-C may be located with the aid of such a receiver, by tuning in the 
signal from two or more positions and noting the bearing of the loop in each case. 

At the intersection of the bearings or lines such as those taken from B, C and D, in 
Figure £-C, the location of the transmitter or interfering device may be determined. 


Shielding is the most important factor in the construction of this receiver. It 
is especially important that the coils and all units are completely shielded, in many 
instances the receiver is built into a portable typewriter case (these cases can be 
purchased very reasonably). The parts used are those of an ordinary battery get, 
using reguler broadcast coils and condensers. The values marked in the diagram should 
be used to insure best results. The two-volt tubes are most practical because of the 
low current drain. The source of supply for the filaments consists of 2 dry cells. 
The "B" supply is furnished by small 45-volt batteries especially designed for por- 
table use. The "C" bies is obteined from three 7.5 volt C-batteries. 








.We will now consider the design and construction of the loop as it is one of 
the essential parts. In building the loop for the receiver, the safest method is to 
use an excess length of wire to begin with. A loop antenna usually consists of a 
rectengular or circuler coil of from 10 to 15, or 20 turns of insuleted wire (bell 
wire, or #20 D.C.C. enameled) on a supporting framework. The framework may range from 
one to three feet in diameter, this being a matter of choice. A small area is not as 
sensitive and a large loop may be a little too bulky. A loop approximately two feet 
in diameter is recommended for this particular receiver. After the loop is wound, a 
high wave-length or low frequency broadcasting station should be tuned in. If the 
dial setting of the loop tuning condenser is much too low, that is, if too little of 
the condenser is used for this wave-length, wire should be removed from the loop. 
Take off one turn at a time. The loop should be retuned after each alteration and 
wire should be removed until the dial setting is correct from the station being re- 
ceived. 


When used as a radio compass: A radio compass consists essentially of a re- 
ceiver mounted in a completely shielded cabinet and equipped with a directional loop. 
The receiver is not affected by radio waves or signals except those coming through 
the loop. By turning the loop it is possible to tell from which direction of the com- 
pass the signal is coming. A transmitting station as at "S" in Figure 3 may be lo- 
cated to position with the aid of such a receiver. The receiver is tuned in on the 
station from two or more positions and the bearing of the loop is noted in each case. 
At the intersection of the bearings, such as those taken from position A & B in the 
Figure, the location of the transmitter may be determined. | 


For use on ship board, the radio compass is in the form of & large loop carried 
usualiy above the pilot house of the ship. Compass signals are transmitted from two 
or more stations. These signals are distinguished from each other as received by the 
ship. The location of the shore station is known to the navigators and the ships po- 
sition with reference to the shore stations may be determined by triangulation. Such 
a position finding method is illustrated in Figure 4, the ship's compass being desig- 
nated as "C" and the shore stations as X and Y. 


LIST OF PARTS NEEDED IN CONSTRUCTING INTERFERENCE LOCATOR 


One Set of R.F. coils, L2 апа 15. 

One two-gang condenser, 350 mmf., C2 and C3. 
One single condenser, 550 mmf., Cl. 

Two midget transformers (A.F.), T3 and T4. 
One D.P.S.T. switch, Sw. l. 

One variable resistor, 2 meg., Rl. 

One wire wound resistor, 2.5 ohms, Re. 

One carbon resistor, 2 meg., 1.5 watts, R$. 
Four condensers, .1 mfd., 350 volt rating, C$. 
One mica condenser, 250 mmf., C4. 

One mica condenser, .001 mfd., C5. 

Two type 34 tubes. 

Two type 50 tubes. 

One type 31 tube. 

One special case with loop antenna (L1) in cover. 
Two #6 dry cells (A battery) 

Three C batteries, 7.5 volts. 

Three B batteries, (45 volts, portable size). 
One bakelite strip with five four prong sockets. 
One 5 inch magnetic speaker. 

Knobs, wire, hardware, etc. 


Е | | 3 
fated L I | 


R 1---10,000 Ohms 


R 2---10,000 C 4 and C 2 (Electrolytic) 8 Mfd. eaca. 


R 3---10,000 € 3--- 0.5 Mfd. 


R 4---150,000 € 4---0.4 " 
R S----1,6$0 © 5---0.06925 т?4. 
“ each side of center tap. С 6---0,00026 “ 
А 7---10,000 = е 7---0.1 “ 
Я O---t megohm с 9---0.% ” 
R9---4 " | с 9---0.1 
А10---25,000 ohms | C10--.0.5 — ^" 
д14- -.20,000 " €11---0.4 e 
АфФ----440 " 


Line voltage 170. Vol. Control soet at Maximum. 


Operating Voltages. 
Plate M.A. 
3.0 
3.0 
39.0 
33.0 
45.0% 


9 МӨТЕІ- INDICATES TOTAL PLATE CURRENT. 
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VOLTAGE | RESISTANCE  VOLTAQE 2 RESISTANCE VOLTAGE 3 REBSTANCE VOLTAGE 4 RESISTANCE VOLTAGE 5 RESISTANCE VOLTAGE © RESISTANCE VOLTAGE 7 перам VOLTAGE Š & 9 RESISTANCE VOLTAGE IO resistance. 
Lo Lo t0 Lo Lo to to Lo to фо Lo Lo to 10 Lo Lo to 1 OPEN 
20 DB £o 20 GON 20 2.0 OGON t° 20 го 20 20 2.0 OQN £ows £0 £0 20 20 2. 240 2 нЕ $ 
30 D зо 3. 295 3. м 515 С) С) ЗАР 6 50 зо 3-5 $.1M£E9 3.0 O O 3.0 aco 3. 10MEG «3. 825 зш + 30 3. OPEN 
40 Q G) 4ieweo 4. ЮБ е O 4.107 № 4200 «Ры 40 4 м + 40 40 40 4 INF 40 40 4. 230 4, МР % 4.23040 4. HOO" 
50 ® 5O: s- + ÁO) Oj & 26m 5-6 t 5. 26M 5.0 50 &-5 S. IMEG 5.0 С) Су з не 8.55 5 #€ 50 5. 400M 5.0 5. OPEN. 

в юв “(УФ «мж «0 (9) eo $. 225 (D G $. Е № 605 €& WF * 60 6. OPEN 4465 ® 6. INF «о €. OPEN зо 5. 300М 6.23046 в. ноо» 
7 $346 то 7. 63 АС to T6346 ro 7 $346 то T esac 70 7. 6340 то 7 63546 T9 7 €3A6 то то Т. ОРЕН 
9.170 LN % во emy 80 80 8.220 e.w + 8.0 6.0 ao зо ao во 9.12 8. 270 6. 740 в мг % 
+= VOLTAGE READING WILL VARY WITH I BOTTOM VIEW OF SOCKETS LINE VOLTAGE * IIO. 
SENSITIVITY OF METER. RECTIFIER FILAMENT VOLTAGE SV.AG, 
3 ~ RESISTANCE WILL DEPEND ON CONDITION MEASURED FROM Piw £ TO PIN 8 OF 
OF ELECTROLYTIC CONDENSER. зоскет бо. 
! 2 3 3 ene ебат е Vo 
взк? 68А7 6256т esk? ® NA Шаты 6У66 мош e 
R. F. AMP. я CONVERTER OSCILLATOR 1. F. AMP. 25. ише (2) S POWER-  vrLLOW, RED & 
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CS “т TO EXTERNAL АНТЕННА 





—— ] TELEV.-PHONO, SPEAKER 
4A6K | FIELD 
FO Ө |з клет INTERMEDIATE FREQUENCY 455 КС 
سک س سا‎ eo 
wass mM س سس اا ا ا ا ااا ااا‎ NT w Y 
" ANTE: 
DISCONNECTED WHEN USED SPEC. SERY. ANT. COIL — LESS THAN IV | S.W.PLATE CON. tess man ге 
ss R.P. GRID COIL 12“ В"ОСАЗТ 05С. » 65% 
= osc, . 12” puTPUT SEC. e woe - 
wo PLATE . LESS THAN IY PRI, 
е ЗМ АМТЕНМА = m. m. a мелшер rou Pm 33 70% 
NOTE ®: ABOVE CIRCUIT VARIATION APPLIES TO $WRFGRID +. . OF EACH OUTPUT TUBE. 
COMBINATION MODELS ONLY. POWER TRANS. C.T. H.V. "see. то PLATE 42 186% PLATE 6° б 


Schematic C4-1 and C4-2 
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VOLTAGE. | RESISTANCE уоылбЕ 2 
T3 10 „о 

2.0 2. oac 

3.0 3205 + 

4 4м607 4.100 + 

5.0 8. -5У 

&iw X 60 

To ЖЕУ 

в. № ж 80 





$ = VOLTAGE READING WILL VARY WITH 
SENSITIVITY OF METER. 

3€ - RESISTANCE WILL DEPEND ON CONDITION 
OF ELECTROLYTIC CONDENSER. 
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¥ = RECTIFIER FILAMENT VOLTAGE 
SVOLT A.C. PIN 2 TO PIN в. 


BOTTOM VIEW OF SOCKETS 





RESISTANCE youtage 6 RESISTANCE VOLTAGE 
. о t o LO Lo 
2.0 2.0 2.10MEG^ 2. QAC 
3. 500M" 3.0 3.0 3.408 + 
40 4.0 4.22MEO" 4.205 f 
5. 50008" 5.0 5.32MEG" 5.0 
$. OPEN 6. 55 / 6. 800М 6. ОРЕМ 
7.0 7. САС то 7. 6ЗАС 
8.0 Ө. 63AC в.о 6. 9 + 

5 6 
6H6 6507 
DETECTOR IST AUDIO - A. V.C, 
Sant 
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JUMPER CONNECTS 


THESE TERMINALS T 


"BILT- IN- TENNA", 
DISCONNECTED WHEN USED 
WITH EXTERNAL ANTENNA. 


Surenswoth 


кезі 


WHEN SET IS USED WITH Eun cle e AL Len —— س سے سمت سے ست‎ 
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COMBINATION MODEL AK-76 ONLY 


Schematic C3-1 and C3-2. 
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1: ABOVE CIRCUIT VARIATION APPLIES TO 








FIELO 


LOOP ANTENNA 
SPEC .SERV. ANT. COIL 
$.S.R.F. GRID COIL 


* a PLATE u 
SW.ANTENNA + 
SW.RFGRID = 


1 МЕЗ" (6) 





T RESISTANCE VOLTAGE 8 RESISTANCE 
L o 1 І, 





‚0 
2.0 2. 208 tt ON EIN + 
X NF 3X 3. OPEN 3. OPEN 
4.iNF 3 4.20046 [О 4. 12505 
5. 500М% Б. ОРЕМ 5. OPEN 
6. ОРЕН 6. 2ООАС 6 i250" 
7. ess THAN 7. ОРЕН T OPEN 
8. 260% 8. 205 +* бнк # 
7 
6У66 
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260% 005 
ё00У 
GUU ui Н 00 
کے‎ 
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RECTIFIER 
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47 
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Se ON VOLUME 
CONTROL 


INTERMEDIATE FREQUENCY 455 KC 


D.C. RESISTANCES 


S.W. OSC, COIL = 

S.W. PLATE COIL LESS THAN i“ 
BROADCAST OSC.COIL — 8,5" 
SPEAKER FIELD — 900'^ COLD 
OUTPUT PRI. 550", SEG. !V 

IT 1F. PRI, 14% SEC. 14” 

Q** LE, « w, n ox 


POWER TRANS. C.T.H,V. SEC. TO PLATE 4»i85* PLATE 6«175 
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SWITCH MOUNTED 
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VOLTAGE RESISTANCE VOLTAGE RESISTANCE VOLTAGE RESISTANCE VOLTAGE RESISTANCE VOLTAGE RESISTANCE VOLTAGE RESISTANCE VOLTAGE RESISTANCE 
о 3 ° 





го 1 1 INF t 2 10 t 1NF ко 4 1 INF 1 INF ' 1 INF ' t INF 
2 Irac ваш 2 ПАС 2 2 INF 20 2 NF 2 0м” 2 2 INF 2 2 INF 
30 50 3 85 3 ° зо зо 3 ° 3 JINE # 3 30 
40 t j/0ON. 4 5 MEG" — 4 55 4 3 м” 4 0 4 0 4 S meow 4 ore 4 * wr 
5 24 ° Oy s Iso 5 0 5 o 5 -4 5 50044 5 35 MEG 5 5 боом“ 5 5 INF © 
s 95. JO O, s INF ¢ 6 75 6 we во во “ iE ж 6 $0 6 6 INF% 
Т 23.5АС О О, 7 INF 7 ПАС 7 INF Т 62АС 7 INF 7 INF T 7 INF 7 T INF 
8 85 o an> 8 24 в INF $0 во ° INF в 6 160% . . ғ. 
САР -6 SMEG 
ی‎ Less 
3 ME z 
f VOLTAGE READING WILL VARY WITH BOTTOM VIEW OF SOCKETS AAA. ТЕМУ.) NOTE" CONNECTION #1 ON ALL SOCKETS 
SENSITIVITY OF METER. JACK 3 CONNECTED TO CHASSIS. 
Е RESISTANCE WILL ОЕРЕМО ON CONDITION e € том " | f2-coNNECTION P2 ON SOCKET 4 1S REFERENCE 
OF ELECTROLYTIC CONDENSER. гбоу POINT FOR A.C. FILAMENT VOLTAGES. 
i 
K. ALS ie eas vce aed 3 
NOTE 4: ABOVE CIRCUIT CHANGE APPLIES TO “COMBINATION + 
MODELS AK-56 & AK-89 WHEN STAMPEO (2) 
EXTERNAL 1 2 з 2% : 5 6 
ANTENHA 6SK7 6A8GT 6SK7 6H6 6507 191 25166Т 
UA 6) R.F. AMP, €3 CONVERTER @ I. F. AMP. DET.& A.V.C. ter AUD. 400V  POWER- OUTPUT 
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EXTERNAL 
ун 
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INTERMEDIATE FREQUENCY 455 KC 





D.C. RESISTANCE 


PRIMARY OF 24D LF, M“ 
SECONDARY " "= * м“ 


———— ii {i سس‎ 


GANG CONDENSER 


LOOP ANTENNA 1“ 
S.W, ANTENNA COIL LESS THAN I" 
8.W.R.F.GRID GOIL м 
BROADCAST.OSG.COIL 5.5% 
8.М.086. COIL Ы 
PLATE COIL LESS THAN 1 
050. COIL TO BUTTON [-7.25” 
с С 2-74 
“ " “ я 347% 4 
. .2.  4-575% t 
* + e $-$75=# 
SPEAKER FIELO 1004 GOLD | oW VOLUME. CONTROL 
PRIMARY OF OUTPUT 150” i 
VOICE COIL 4“ i ; a 6) 250407 
PRIMARY OF IST I.F. м“ | Û Д [7] 
SECONDARY » « = “” 











NOTE: 3-ABOVE CIRCUIT CHANGE APPLIES TO 
COMBINATION MOOELS AK-58 & AK-59 ONLY. 


Schematic C2-1, C2-2, C2-3 and C2-4 
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SERVICE NOTES RLCS-648W 
GENERAL @ ELECTRIC 


SIX-TUBE, SINGLE BAND 
AUTOMATIC PHONOGRAPH COMBINATION 


MODEL LC-648W 
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SERVICE NOTES RLS-916 
GENERAL @ ELECTRIC 


Nine-tube Superheterodyne 
MODELS L915W & L916 
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Fig. 1. Schematic Diagram 





GENERAL Q9 ELECTRIC 


SELF-CHARGING PORTABLE RADIO 
MODEL LB-530X 








SPRING GROUND 
BETWEEN CHAS: = 
ANO BATTERY BOX 


POWER SELECTOR SWITCH ا‎ 
. OPERATION [Te 
POSITION — CONTACIS CONNECTED ! | 
“OFF” ALL CONTACTS OPEN | { 
“BATTERY” #1 to #2; #4 to #5, #7* (о #8 L у 
"АС" j1tof2to 73; #400 #5, #8 to #9 9 ure 
“CHARGE” — #2 to #3, #8 to #9 


* #7 terminal is not connected to circuit 





SWITCH VIEWED FROM 
REAR IN “OFF” POSITION 





GENERAL @ ELECTRIC 
Nine-tube Superheterodyne 


MODEL L-915 

















is Fig. 1. Schematic Diagram 











WHITE - BLACK 


NO.227  MINALS TO CHASSIS, DIAL AT 1000 KC. & NO SIGNAL. 
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GENERAL @ ELECTRIC 


BATTERY OPERATED PORTABLE 
SUPERHETERODYNE RADIO 


MODEL LB-412 





1T4 155 154 
IF DET.-A.V.C.-A.F POWER 
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130) 














TO $25. у © o ТО 2-1у V. 
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| LS LEST NIE ia | 
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NOTE;- NUMBERS SHOWN IN PARENTHESIS A+ a- 
ARE ILLUSTRATION NUMBERS 


VOLTAGE TABLE BOTTOM VIEW OF CHASSIS 









1600 KC. OSC. 
TRIMMER 
TOP SECT. 


1400 КС. АМТ. 
TRIMMER 
BOTTOM SECT. 

















TRIMMERS 
455 KC. 





(BOTTOM ‘VIEW OF CHASSIS) 
ABOVE VOLTAGES ARE MEASURED FROM SOCKET TER 









BROADCAST AC-DC RECEIVERS 
MODELS L-540, L-541, L-542, L-543, L-542M, L-543M, L-580 


125к7 BL 12507 50L66T gi 





125А7 8 







Riz 










1 7 7 

і. Рог 50-60 cycle receivers connect X to Y and short out R11. 250 сок 
For 25 cycle receivers connect X to Z and include R11, as 
shown in schematic. 

2. Models L-340, L-512 and L-542M have B minus grounded to 
chassis omitting R1 and C2, and using a jumper in place of Cl. 
Models L-541, L-543, L-543M and L-580 have a separately 
wired B minus system which is not wired to the chassis except 
through R1 and C2. 
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пачти осгутос viagrams ana vata 


GENERAL @ ELECTRIC 
SEVEN-TUBE, THREE-BAND 
PHONOGRAPH COMBINATION 

" MODEL LC-758 

















6 Tube AC Superheterodyne 
RADIO-PHONO COMBINATION AUTOMATIC RECORD CHANGER 
Frequency Hange 540-1630 Kilocycles 
MODEL LC-608 


Қу отаны. аз 6507 GSK7 скест 
IS DET-OSC. AMP _ 8F AUD. OUTPUT | 


PHONO. T s: 


5Y3G J: RE 
RECTIFIER 0% RADIO d 
e | о ] 


BOTTOM VIEW 
OF SOCKET 


6SQ7GT 
DET-AVC-AF 


65к76Т 
. LE AMP 


65076Т SA 


ANT. RECER R.F АМР 


INPUT CAPACITY 
25 МЫҒ ТО 250MMF 


a) 


!.Е.= 262 КС 


FREQ. RANGE 


15 MEG. 44) 


VOL. CONT. 
65) © 





un) 







545 КС ТО 1600 КС toten 
5 Б © xX TOFI. 
FILTER LEAD assem. @ © % NO 44 
و‎ š Š 3 q T 
1 FILTER CHOKE ` š: Š "< choke зә | vie choke 
i | à NC 
! RK ' Р : 
i res t T T T CONT. Л (42) 





А 
» +8 я Г 
a > PAN 
3 VIBRATOR[ _ _ |] 
2 (46) 
я 
ә 
4 i 
8“ 
fw OSC. COIL 
8 (BRACKET view) DESCRIPTION 


ANTENNA COIL & SHIELD ASSEMBLY 
R.F. COIL & SHIELD ASSEMBLY 


X 
A INPUT x OSC. COIL & LEADS ASSEVELY 
I.F. COIL & SHIELD ASSEMBLY 
DIODE COIL & SHIELD ASSEMELY 
NOTE: POWER TRANSFORMER 


ALL VOLTAGES MEASURED ON A 1000 OHM 
PER VOLT VOLTMETER 


VOLTAGE CHART 


аа 
[TO амр | TO GNO. SND 


3059 OUTPUT TRANSFORMER 

VISRATOR CHOKE 

"A" CHOKE & RRACKET 

SPEAKER (6" ӘЕСТО) 

TUNING UNIT, GANG & PULLFY ASSEVOLY 
OSC. PADOER + BRACKET (9-39 MFD. ) 
TRIMMER + BRACKET (6 ANFO. NOM. ) 
COMPENSATING CONDENSER 

ELECT. сомо. (30-20/200V.-20/25v.) 
TUBULAR GONDENSER (.5-100v.) 
TURULAR CONOENSER (.li-100v. ) 
TURULAR OONOENSCR (.1-200v.) 
TUBULAR CONDENSER (.05-200v.) 
TUBULAR CONDENSER (.05-100v.) 
TUBULAR CONDENSER (.05-100v.) 
TUBULAR CONDENSER ( 03-100.) 

60 TUBULAR CONDENSER (.02-400v.) 
TUBULAR CONDENSER {.02-1,00v.) 
TUBULAR CONDENSER (.01-/00v.} 
TUBULAR CONDENSER {.005~G00v.) 










6U6GT 
PWR. AMP 


(24 
. O2 MEO 


(26) 
.005IMFD 


(0) 
„ SPEAKER 
(6" ELECTRO) 





Model 43-H 


ФБ ЫБЕБЕББЕБШЕМЕ EUNES YS SS 


1000 1138) 


4n Sekn. FLO. 


2186500 

2186500 

21423110 
686159 
686159 
686150 
68620 


606012 


686212 
68621,0 
686181, 
606010 
665550 








OUTPUT 
TRANS. 


BARE 


209 







DESCRIPTION 


MOLDED MICA COND. (500 MWFD.) 208 
MOLDED MICA COND. (500 MWFD.) 20% 
CERAMIC MICA COND. (300 WFD.) 5% 
CARBON RESISTOR (1.0 MEG=1/3-20) INS. 
CARBON RESISTOR {1.0 MEG=1/3=20) INS. 
CARBON RESISTOR (170, 000-1/3-20) INS, 
CARBON RESISTOR (220, 000-1/3-20) INS. 
CARBON RESISTOR (33,000-1/2-20) INS. 


CARBON RESISTOR (22,000-1//3-20) INS. 
CARSON RESISTOR {2200-1/3-20) INS. 
CARBON RESISTOR (1000-1-20) Net. 
CARBON RESISTOR (330~1/2-20) INS. 
CARBON RESISTOR (150-1-10) INS. 
CARBON RESISTOR (50-1/2-20) N. 1, 
CARBON RESISTOR (50-1/2-20) N.1. 
CARDON RESISTOR (27-1/3%10) INS. 
CARBON RESISTOR (10-1/310) INS. 
VOL. OONT., SWITOM à GEAR (.5 MEG.) 
VIBRATOR 

BULB (BLUE BEAD) Йі 

FUSE (15 AMP.) мд 

FILTER LEAD ASSEMBLY 

FUSE LEAD ASSOMELY 

PUSH SWITG1 (TONE CONTROL) 


=} е( рие swesbeig ad!Asag o1pey 
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65076Т SSA7GT 6SK7GT 6SQ7GT 6U6GT 


ANT RESER oity R.E AMP OSC MOD. LE AMP DET-AVC-AF : PWR. AMP 


25 MMF TO 250 MMF 
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006МҒ0. a 
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a es - wl ($1) 
ا چ‎ 
MED & о © 5 
айз E (18) | х 234 Q oo 5 
MF 71 4 E s 3 O 5 | 5 
ҚА 4 z R. £ И еу. zt e 
L j И m 1 3300. Г] | | voce > 
---------- / 
ant “wr 1 سل ا ا‎ А Г, Q о 
/ / .5 MEG. 4% (40) "IN 
2-...за бы au 1-4 f о меб 
au 
FREQ. RANGE 
545KC TO I600KC Тит 
w = ғу 
š _ 8 r xX TOF. GAN 
T CJ 
FILTER LEAD ASSEM. £ Š g оз 
$ (8 (6 КЕТО) 
г тала CHOKE | = сою ОКЕ (48-2) | VIB. CHOKE t — вк 
! ' © 62 
' ! н и 2 
! к PKR. FLO. 
i 
Ult Weare ___ C 
U! 
[вед se 
(49) 
i 
« 
2 
ш 
82 Model 42-8 
“3 DIAG. РА DIAG. — PART 
= NO. NO. OCSCRIPTION м. ю.. DESCRIPTION 
123107 ANTENNA COIL & SHIELD ASSOVELY 27 2186500  WOLDCO MICA COND. (500 MMF.) 20% 
8 1525099 R.F. COIL & HIELD ASSEMBLY 98 21В6500 MOLOEO MICA COND. (500 MAFO.) 20% 
"A'INPUT 24423058 OSCILLATOR COIL 29 21493110. CERAMIC MICA CONO. (300 WFO) S% 
1525096 1.F. COIL & SHIELD ASSEVALY ж 696159 CARBON RESISTOR (1.0 MEG» 1/5-20) ING. 


1 
2 
i 
2 1X2309, O10DE COIL & SHIELD ASSEMALY 
7 
в 


3 686159 CARBON RESISTOR (1.0 MEG~ 1/320) INS. 
NOTE: 25803103 POWER TRANSFORMER зг 686160 — CATBON RESISTOR (170, 000~ 1/320) INS. 
ALL VOLTAGES MEASURED ON A 1000 OMM 25423099 OUTPUT TRANSFORMER 33 68620, CARBON RESISTOR (220, 000-1/3-20) INS, 
PER VOLT VOLT METER 214417910 VIBRATOR CHOKE بلا‎ 606012 CARBON RESISTOR (33, 000- 1/2.20) INS. 
9 21025092 "А" CHOKE & BRACKET » 686309 — CARECN RESISTOR (73,000-1/3-20) INS. 
10 606238, speaker (6-1/2" ELECTRO) x 606212 — CARBON RESISTOR (22,000-1//5-20) INS. 
и 152606 TUNING UNIT, GANG & PULLEY ASSEMBLY 7 6962140 CARBON RESISTOR (2200-1/320) INS. 
12 20А231%5 OSC. PADOCR & BAKT., (9-39 WFD.) 8 ФӨбібі) | САҒӘОМ RESISTOR (1000-1-20) N.1. 
13 20417237. TRIMMER & BRACKET (6 MMFO.~ NOM.) » 686010 — CARDON RESISTOR (330-1/2-20) INS. 
1 — 2OA2382] COMPENSATING CONDENSER ю 606330 CARBON RESISTOR (150-1-10) INS. 
15 23022738 ELECT. COND. (30-20/200V.-20/25v.) ы 686005 — CARDON RESISTOR (50-1/2-20) N. 1. 
16 8419133. TUBULAR CONDENSER (.5=100V.) 12 686005 — CARBON RESISTOR (50-1/2-20) Net. 
7 8A411O95 TUBULAR CCNOENSER ( «l= 1 OOV. ) 43 68633) © CARBON RESISTOR (27-1/35-10) INS. 
1е 843310 ТОРДАН СОЮЕМ5ЕН (.1-200У.) bb 686332 CARBON RESISTOR (10-1/3-10) INS. 
19 842316 TUBULAR CONDENSER (.05-200v. ) 5 1842657 VOL. CONTROL & зттон (.5 мес.) 
20 BAI35th TUBALAR CONDENSER (.05-100V.) 16 1045067 VIBRATOR 
г. 8413516 TUBULAR CONDENSER (,05-100v.) T — 6x5 (WHITE BEAD) #5! 
22 BA22760 TUBULAR CONDENSER (.02-600v.) 18 — 65x65 (15 АМР.) 340 
23 5423053 TUBULAR CONDENSER (.01-200v.) 19 12715 FILTER LEAD ASSEMBLY 
24 8A2209 TUBULAR CONDENSER (.007-600V.) 50 tx1817 FUSE LEAD ASSEMBLY - 
51 10424606 MIDGET TONE SwITOs (3 POINT) 





25 BA2209  TUBULAR CONDENSER (.007-600v.) 
26 BAL529 TUBULAR CONDENSER (.006-100V.) 

































6SK7GT . 6SA7GT 6SK7GT 6SQ7GT 6066Т 
JANT RECEP ry R.F AMP OSC. MOD. LF AMP DET-AVC-AF PWR. AMP 
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e$t 
FREQ RANGE 29 
. n 
PILOT адь 8 = 
545 KC TO I600KC ugar (65 ос Зе > š 
в @ х ТОРИ, eo Seis $ бан 
FILTER Leap assem È È y Y NOS 9 © (э) 
) жез . SPEAKER ED 3n 
£ š 3.06 (7) . (67. ELECTRO) EP VC. 
% * 8 Ксноке (42-3) Vi8 CHOKE к. > ®к 
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15 AMP FUSE 
(46) 
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° 
x 
ш 
ә 
т 
45 
о 
gs 
ш 
a 
w OSC. CO. 
2 (BRACKET VIEW) 
(2) 
A` INPUT 


CURRENT ORAIN:-6.25 АМР. АТ 6.9 V. 


MAX. PWR. OUTPUT:-4 WATTS, 


ОТЕ: 
ALL VOLTAGE S MEASURED ONA 1000 OHM 
PER VOLT VOLTMETER 





VOLTAGE CHART 


0000 09 у 


SW. ON 
VOL. TONE (39) 
CONT. ол 

















Models 36C-2 


DESCRIPTION 


ANTENNA COIL & SHIELD ASSD/BLY 
OSCILLATOR COIL 

J.F. COIL & SHITLD ASSEMBLY 
DIODE COIL & SHIELO ASSOMMER Y 
OUTPUT TRANSFORMER 


TUNING UNIT, GANG & PULLEY ASSEMBLY (2 GANG) 
TRIMMER & BRACKET. (6 WMFD NOU. ) 
COMPENSATING CONDENSER 

FLECTADLYTIC CONDENSER (20-30/200y, 20/25v) 
TURK. AR CONDENSER (.5-100v) 

TUPULAR CONDENSER { .1,-100v) 

TUBULAR CONOENSER {.1-200v) 

TUBULAR CONDENSER (.05- 100v) 

TUBULAR CONDENSER (.02-G00v) 

TUBULAR CONDENSER (.01-200v) 

TUBULAR CONDENSER { .007-G00v) 


MOLOED MICA COND. (500 FD) 20K 
WOLOED MICA CONO. (500 MuFD) 20K 


25 


4М565959 





à SPKR.FLD. 


Е Y. O сн 


MODEL 362 SOHOMATIC DIAGRAM PARTS LIST 


DESCRIPTION 


MOLOCD MICA CONO, (200 MFD) 20% 
CERAMIC COND. (50 FD) 

CARBON RESISTOR (1 MEQ-1/3-20)1NS. 
CARBON RESISTOR (I ¥EG-1/3-20) INS, 
CARBON RESISTOR (1:70, 000-1/3-20) INS. 
CARBON RESISTOR (220, 000-1 ) INS. 
CARBON RESISTOR (100, 000-1/3-20) INS. 
CARBON RESISTOR ( 39, 000-1 ) INS. 
CARBON RESISTOR (33,000-1/3-20) INS. 
CARBON RESISTOR (8,200-1/3-20) INS, 
CARBON RESISTOR (1,000-1-20)N. !. 
CARBON RESISTOR (330-1/2-20) NS. 
CARDON RESISTOR (170-1-10) (NS, 
CARBON RESISTOR (50-1/2-20)N. 1. 
CARDON RESISTOR (50-1/2-20)N. 1. 
CARBON, RESISTOR (22-1/3-10) INS. 
CARDON RESISTOR (10-1/3-10) INS. 
VOL. TONE CONTROL & SWITCH (.5 MEG) 
VIBRATOR 


3 TUBE SHICLO 
BULB, (WHITE BEAD) $! 


FUSE (15 ANP) 3AG 
FILTER LOAD ASSOMELY 
FUSE LEAD ASSEMBLY 


ejeq pue sweabelg 291A13S OJpey 


ens 


ANT RECER 
INPUT CAPACITY 
2%ШМҒ TO ?50MMF 


ESOL EOE SEES 
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N FILTER CHOKE | 


SOOMMF (27) 
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х © 
с ш 
< 3 
% 7 








1$ AMP FUSE 
(46) 
> 
a 
з 
% 
л 
< 
* о 
я 
PX 
oa 
бы OSC. соц. 
5 (BRACKET VIEW) 
В (3) 
“A' INPUT 
NOTE: 


ALL VOLTAGE S MEASURED ON A 1000 OHM: 
PER ЧОТ VOLTMETER 





[verre нә”  — 
лән reens тоно тооно 


ТУ 


lesorer]ar awe] чау | rv] 9 | cyanent трут: 7 AMP AT 6.3. 


MAX. PW'R. OUTPUT:- 4.0 WATTS 


unt 47? 
45 x TOFIL. 
F NOSI 
(9) {8} 
"K CHOKE (45-3) vi8 CHOKE 
0000 ж Ü DU 
SW. ON 
VOL. & TONE 
CONT. 50 п (42) 


= 
4%3 

5 ү] BRIN 
VIBRATORÍ | 


(46) 


BOTTOM VIEW OF CHASSIS 












د ت -[- Sesh‏ 


6SQ7GT 
DET-AVC-AF 






Saf 
NOM. 
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(35) 
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6U6GT 
PWR. AMP 







(24) 


1000 n138) 





WH 






00) 
SPEAKER š A 


(6" ELECTRO) LC. 
OLK, کلف‎ 
| 4n SPKR.FLD. 
Y с 
Models 36C-1 
MODEL. 1 SCHEMATIC DIAGRAM PARTS LIST 
DIAG. PART 

DESCRIPTION NO. NO. DESCRIPTION 
ANTENNA COIL & SHIELD ASSEVBLY әт 2106500 MOLDED MICA COND. (500 MD 205 
R.F. COIL & SHIELD ASSDOLY 28 2186500 MOLDED MICA COND. (500 AFD G0 
OSC. COIL & MTG, STRIP 29 21425110 CERAMIC MICA COND, (300 MD 5C 
IF. & SHIELD ASSDBLY 30 686159 CARBON RESISTOR (1 MEG.~1/3-20)INS. 
01006 соң, % SHIELD ASSEMBLY Е] 66659 CARBON RESISTOR (1 MEG.-1/3-20) ENS. 
POWER TRANSFORMER 32 606160 CARBON RESISTOR (170, 000-1 толи: 
OUTPUT TRANSFORMER z бабе, CARBON RESISTOR (220, 000-1 07185. 
VIBRATOR CHOKE k. €e6012 CARBON RESISTOR (33,000-i ое: 
"A" QWOKE & BRACKET 35 CARBON RESISTOR (33,000-1/3-20 }1м6. 
SPEAKER (6" ELECTRO) 36 бег CARBON RESISTOR (22,000=1 JINS. 
TUNING UNIT, GANG & PULLEY ASSBY, 37 eo CA RESISTOR (2,200-1/3-10)0 NS. 
OSCILLATOR PADCCR & BRACKET (9-30 FD.) 38 ве CARBON RESISTOR (100=1-20)N,!. 
TRIMMER & BRACKET (6 MMFD. NOM.) 39 686010 CARBON RESISTOR (330-1 /2-20)INS o 
COMPENSATING CONDENSER 10 686350 CARBON RESISTOR (150-1-10)0. 5, 
ELECTROLYTIC COND. (30-200/200y.-20/25v.) l 686005 CARBON RESISTOR (50=1/2-20)N.1. 
TUBULAR CONDENSiR t -100y ) 42 686005 CARBON RESISTOR (50-1/2-20)N.!. 
TUBULAR CONDENSER (.h-100v) 15 606331 CARBON RESISTOR (27-1 /3~10)INS. 
TUBULAR CONDENSER (.1-200v) № 686352 CARBON RESISTOR (10-1 /3u10)INS« 
TUBULAR CONDENSER (,05-200v) 15 + ав2л 06 VOL. TONE CONTROL & SWITCH (.5MEG) 
TUBULAR CONDENSER (,05=100V 6 (445067 VIBRATOR 
TUBULAR CONDENSER (.05<100¥ 07 65Xhi5! BAB (WHITE GEAD) #51 
TUBULAR CONDENSER (.02<600y) М Gs FUSE (15 АмР,) ЗАЗ 
TUBULAR CONDENSER (.02-200y) 19 121468 FILTER, LEAD ASSEMBLY 
TUBULAR CONDENSER (.007-600y ) 50 1523406 FUSE LEAD ASSEMBLY 
TUBULAR CONDENSER (.007~600v } 51 26011760 BANTAM TUBE SHIELD 


TUBULAR CONDENSER (.02-100v) 






6SK7GT 6SA7GT 6Q7GT 66 
AMT RECER тт RE AMP OSC MOD. DET-A/G-AF PWR.AMP 
(23) 
£5MMF TO fSOMMF š o 








[reg ITEM 
















| j$ ы? 
I | > (VA = 
I с > 
! © ° 
' o 
| 
1 
! x: CONT. 
г 45 с 2 On $145-2) 
i 00 5 Os9Oo-Music 
| о = ° 
' м - d VOKE 
cO Я p qam er 
i wig | BESSA с ол. | 
/ 1 
hace دک ن‎ S 4 = 
" 
№.51 
-OSİMFO 215!) = 
Ie o 
a LIGHTS с 
£ š 2 x TOFIL. е 
гв NOS! < 
5 >. 
{ ^ — eur (ty. | visco FREQUENCY RANGE uo) 9 
o 0000 545 КС ТО 1600 КС SPEAKER 
E À (6" ELECTRO) ) © 
s VOL. @ TONE “ = 
CONT. S50 A (42) GR ча 
(отта - 
беф Š 
#2 ® 9 m 
š | Model 398-2 з 
š VIBRATOR MODEL 39-82 somatie DIAGRAM PARTS LIST, 
4 ““ 0140. PART 040. — PART e 
5 шм. DESCRIPTION ю._ DESCRIPTION m 
sŠ Í 126720 ANTONA COIL & SHIELD ASSEMBLY 2186500 MOLDED MICA COND. (500 MFO; w 
аз 2 126717 8.9. COIL x LEADS ASSDALY 21417117 ССААМІС MICA COND. (175 MAD. 
в osc. COIL 3 196715 056. COIL & LEADS ASSEMBLY 686199 — CARBON RESISTOR (1.0 MCD 1/3-20) INS. 
$ (BRACKET VIEW) В 1618 i.f. COIL & 510.0 ASSOMLY 560699 САМОН МЕМ 5708 (1.0 МЕ0-1/3-20) INS. 
* (3) 5 1667113 ою Сон А 54160 А55ӘМҚ Үү 686160 CARBON RESISTOR (470, 000-1/3-20) 118. 
6 25086708 OBER TRANSFORMER CARBON RESISTOR (220, 000-1/3-20) Ins. 
7 OUTPUT TRANSFOFMER 
4 17362 VIBRATOR CHOKE 


/A'NPUT — CURRENT. INPUT:-7T ANP. AT €,.3 V. 
MAX. PW'R. OUTPUT:-4.8 WATTS 


10 50026710 PENER (6° LCTO) 





CARBON AES! STOR а "в. 
CARBON RESISTOR (22, 000-1 ш. 


more: " 1326736. QAO & PULLEY. ASSCUBL Y 606184 сам SR ay id. 
i 12 90417153. OOURLE TRIMER k BAKT, 606010 САМЮН NES! 1/2-20) + 
ALL VOLTAGE S MEASURED ON A 1000 OMM 22 (Таззыта - 6 МИКО. МОМ.) 606330 слон REBISTOR (150-110) INS. 
PER VOLT VOLTMETER (Равеся- анас: 30-110 MFO) 606005 CARBON SESISTOR (50-1, ] Wate 
CARBON RESISTOR (50-1/2-30) Nete 
2 COMPENSATING 44533)! CAMION FCSISTOR (27-1/5-10) INS, 
15 ELECTI. COND. (30- е 686532. CARBON RESISTOR (10-1/3-19) INS. 
16 8419155 TUBULAR. GONDENSER. (.5- 100v.) t VOL., TONE CONT. & SWITOH (5 MEG.) 
7 v TUBULAR GENDENSER TE 1840067 VIBRATOR 
48 843310 — TUBULAR CONEENSER (.1-200v. eae n Tuer. d 
ex FUSE (15 AP.) 300 
20 85155 TUBULAR CONDENSER (.05-100V.} 1x95 “A LEAD 
1400) FUSE LEAD ASSEMBLY 
22  BA22760 TUBAAR OUMDDSER (.02-600V.) 65415: | BULB (WHITE BEAD) #51 
25 82055 TUBULAR COMMENSER (.02-200v.) 65151 BULB (MITE ВЕЛО) #5! 
2,  BA2269  TUBALAR GÉNDENSER (.007-600v. ) ` 
25 8А2209 — TURULAR MDONSER (.007-600v. ) 
26 81697  TUBULAR GUNDENSER (.00- 100N.) 








SOCKET TERMINAL VIEW OF 
CHASSIS 


Shs 





ANT RECER: 65976 Т. 6SA7G T 6SK7GT 6R7GT 6V6GT 


INPUT CAPACITY a R.F. AMP. OSC.MOD. I.F. AMP. DET-AV.C- A.F. POWER AMP. 
MMF. 
250 MMF. 
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59 
20 „2 6 кыш . 4 TO FILAMENTS 





^ & SPKR. FIELO 
Е ed e» ң 200 МҒО. 
SPRING CLIP BATTERY LEAD ASSEMBLY (60) ie 
87 
% TRIMMER ON GANG ' 
VIB. 
(а) (55) 


Mottola 


Model 398-1 


(1) و‎ 
MOOG, N SHOOTS DIAG PARTS LIST “ X 5000 Ше ЕЗ 
DIAG. РААТ SWITCH VIB. CHOKE BN 
WT ION №. MW QERCRIPT ION ON TONE & ( 2) С..-2 
VOL.CONTROL 








ом. ғын 
ю. №... 1 

1 1575 ANTENNA COIL 6 IMICLO АҮ ў BAL985 © TUBULAR CONDENSER (QUAL..0008- 000V) 

° Pe оа 0102 меми N 2965 TUS, COND. а STIUP. (,05- 1000.) 

i пази bere mir à MOD nay. x 2106500 MOLDED MICA сомо. 500 srs} ж 

t ann В або, вер cA cono. (20 Wb) 2of VOLTAGE CHART 

Т 25417103 FILTER OKE 37 2186505 MOLDED MICA COND. (5O MWO) 208 

8 un oot 36 — 69635] — CARBOM RERISTOR (1.0 MEG-1/3-10). INS. SOCKET VIEW OF CHASSIS 

9 50090 . & OUTPUT д 686357 — CARBOM REBISTOR (1.0 MEO-1/3-10) ING. 

10 900206002 OPENER (8" DLCCTID) 696598 «CARBON RESISTOR (170,000-1/3-10) 1м. 

" Qu OLY ш CARBON RESISTOR (150, 000- INS. 

2 361 VIBRATOR CHOKE № — 686012 CARBON RESISTOR (33, O00-1/2-20) 1NB. 

i3 ANUS "A" CHOKE 9 CARBON RES18TOR (27,000-1/3-20) ING. 

1 1297 TUNING UNIT, GANG è ALLEY ASSEMBLY 6869,1 CARBON RESISTOR (22, 000-110) INS, 

15 20417153 06С. ТтІМЕЙ, РАООЕА à . М CARBON RESISTOR (10,000-1/3-20) INB. 

6 TING 686 CARBON RESISTOR (1500-1 ) INe, 

17 8234:7190 ЕШССТ. сомо. (00-15 ИРОДИО v.) W 66 CARBON RESISTOR (910~1/3~10) IMB. 

8 TUBULAR CONDEMOER (5-100, м 6% CARBON RESISTOR 1 e 

19 8419155 ТИАДАЯ ООНООМЕЯ (.5-100У. 1 баб CAAION RESISTOR (390-1/3=10) INS. 
20 13166 TUBULAR CONDDWER (.1 . 50 — 6860i0  CARBON RESISTOR |, d INS. 
a m TUBULAR CONDENSER (12 100¥. 5) CARBON RESISTOR 1/310) INS. 
Q — wATuT96— TUBXLARCONCONGER. (f е е 606005 CARBON RESISTOR Ес Nels 
z ^ ТОХА СООНГА . 53 Е CARBON RESISTOR (50-1/2-20) No.1. 
5 TL алля ожсо зом. 2 дее VER e "то ша) CURRENT DRAIN 9.5 AMPS AT 6.3 У. 

TUBULAR CONDENSER (. . 1 
ң м махал АЙ соол лоо, z ЕШ эла Ex ==) £ MAXIMUM POWER OUTPUT IO WATTS. 
cdit, 476 

қ TUBULAR СОСОМЕЛ моу.) > 27 "ис (2 жез) 2а ! ALL VOLTAGES MEASURED ON A 

30 9130165. TUBULAR. CONCENGER. (,003-1009y, 6© 10268 BATTERY LEAD ASSDIRLY 1000 OHMS PER VOLT VOLTMETER. 

61 68612. — CARBON REBISTOR (22,000-1/3-20) INS. 
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6 K6-GT 


POWER AUP 


6K7-GT 


6SA7-GT 


6K7-GT 


6Q7-GT 
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I.F FREQUENCY 455 5 С. 





TUNING ЯАМСЕ 595 К.С-3550К.С. 
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Af Aum 
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“Motorota 


Madal элле т 








WANE. SWITCH SHOWN эм =S 
COUNTER соска! PUSH DUTTON 


LF.: 455 KC. 


warang mom nean 
3MAUÉD RHEE 15 AT FRONT OF SWITCH WAFER. 
MOULD BING 19 AT REAR OF gerree маған. 


| . ^ SIGNAL GENERÁTOR 7 RECEIVER 
Та а аа. 


Aerial Connection Е Vol 
Range with Brdcat. 
дайы С “Connection | 225 mmta. | 
Aerial ee 
Receiver š 
E [wom] wwe | ume | naaa n 






Opera- 
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Саве стаг 








22A 2 
Osc., R. E, aerial 
6B,6A,2B — 
















Vol. Max. 
Range Switch Brdcst. 









Osc., R. Ant. 
ie 19A, 13A 2A 
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PART LOCATIONS, UNDERSIDE OF CHASSIS 
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SCHEMATIC DIAGRAM — PT-42, PT-44 

















Q 


T 


Ш 
K 


= 


a 


бо) (ш) (ж) 


(2) 
(ә) | (2) (м) | в) |0) © 


Models PT-30, PT-42, PT-44, РТ-49 


Modein PT-30, PT-42, P*T-44, and РТ-40 ure five (5) tube A. C. 
or D. C. operated Super heterodyne compact radios employing 
a built-in loop aerial. These Models are similar with the ex- 
ception of the cabinets, chassis and speaker size. 

n addition each Model includes a tuning band from 510 to 
1600 K. C, Automatic Volume Control; beam power. pentode 
audio output stage and Philco Loktal tubes. 


INTERMEDIATE FREQUENCY: 455 К. С. 
POWER SUPPLY: 115 Volts, A. C. or D. C. 


PHILCO TUBES: 7A8, converter; 7B7, I. F. Amplifier; 7C6, 2nd 
detector, A. V. C., lat audio; 50L6GT, beam power audio out- 
put and a 3hZ3, rectifier. 


AERIAL AND GROUND: Under ordinary operating conditions 

an outside aerial or ground is not required. In some loca- 
tions, however, such as steel reinforced buildings and other 
shielded areas, an outside aeria! should be used for maxi- 
mum performance. For this purpose an outside aerial con- 
nection is located on the rear lower left corner of the chassis. 
Simply remove the lug from under the screw and attach the 
aerial lead to the lug. 
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STEWART-WARNER 11-5V CHASSIS (RECEIVER MODEL 11-5V9) 










Roxio al eA bse 12SK7 | sala SQ ле. 50,697 


POINTS MARKED V, ARE 
CONNECTED TOGETHER TO 
FORM THE B- CIRCUIT. THE 
AXMFD. CONDENSER DIAG. 
NQ 24 CONNECTS FROM 


12507 125А7 125К7 501.60Т кы 
THIS CIRCUIT TO CHASSIS. 





Stewart-Warner Cor rperation | TONE & PHONO SWITCH POSITIONS 


The radio-phonograph switch and the tone control are com- 
bined in one switch. This table shows the various positions. 


SOCKET VOLTAG 
Volume on full with no signal. Dial tuned to 540 KC. 


VOLTAGES MEASURED 
BETWEEN SOCKET 
TERMINALS ANO B- LUG 


VOLTAGE ACROSS 
TM | F FELD 








Use a Voltmeter of 1000 ohms per volt, 


eieq рие swesbelg ad1A4ag O1pey 
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WESTINGHOUSE CUB 





0000 





Spr: Socket 








Blue - Antenna 
Black- Ground 





x 
юм 
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Voltages at points in circuit (10007. meter 250V.5c) 
а-5 №4 e-7 t- 200 

b-/80 te 200 f-35 J- 180-200 

с- 60 о 150 9-48 м. В. 2 voltages indicate 

a- Q h-400 Aa volume and Full volume. __ 













Circuit # 537 


HO Y. 60" A.C. 
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Diagram 
Ret. No. Part No. Description 


RESISTORS 
25M ohm—X w. : ; 
` BOTTOM VIEW OF CHASSIS 


25M оһт-% w. i а 
1 megohm—!⁄4 w. voutace 
% HIMSELF dp venen 


30239 250 ohm—% w. 2 і ° . 
М оше + T. 8 e 6SQ7 6SQ7 09 CA« wo« BEMCASUREO wiTH VOLTMETER 
3932 25M ohm w. | fh ve worn ac. rina tae 
6M ohm—2 watt C34 . 
BE130319 10M ohm—2 watt 4 3 Tune (HE VO TAGES AY SET 
1 megohm in tuning С36 Қ * сно Qf CABLE 
indicator cable ВЕ!2938 ; . ica | sco d 
ВЕ13013 1100 ohm—3$ w. | 1000125 mi once 
10M ohm—¥% w. : ⁄ ° . аен азм 
1500 ohm—% w. C3 * og s — 
2М оһт-% w. C15, Ci7 and C21 in same unit 
2M ohm x 
megohm—J4 w. 
SOOM ohm—-4 ж. PARTS 
250 ohm—2 watt BE111197_ Loop Antenna Assembly . ит лс 345 Kl 
BEi11195 B.C. Antenna Coil ю ° 
l BE111190 9 mc. Antenna Coil trac заь 
120M ohm—4 w. BEIM $ mc. Antenna Coil 
500M ohm volume control 11119] 12 mc. Antenna Coil EAM | sy 36° 


500M ohm—% w. BE111392 15 mc. Antenna Cc't 
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The need of simple but accurate definitions of commonly used 
Radio and Electrical terms has existed as long as the Industries 
themselves. The Coyne Electrical School has made this Dictionary 
a part of the Coyne Electrical Trouble Shooting Manual for two 
very good reasons. 


FIRST: A knowledge of the exact meaning of an expression 
or term will help a beginner, whether he be a, student, an 
experimenter or any one else interested in the field to speed 
his progress and broaden his knowledge. 


SECOND: The "old timer" also has need of an authoritative 
dictionary to serve as a. reference guide on the precise 
meaning of many new Electrical and Radio terms. It enables 
him to be the authority in his plant. 


This section contains over 1100 easy to understand definitions, 
abbreviations and terms most likely to be encountered in Radio 
or Electrical work. It also includes schematic symbols, tips on 
reading circuit diagrams and other useful information. 


Whether you are a "beginner" or an "old timer" this Dic- 
tionary will be at your side whenever you need it. Get to learn 
the language of Electricity and Radio better by referring con- 
stantly to this section of your Trouble Shooting Manual. 


We especially thank the Allied Radio Corporation, of Chicago, 
for their cooperation in helping us to prepare this valuable 
Electrical and Radio Dictionary. 
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A DICTIONARY OF ELECTRICAL, RADIO AND 


—. (A negative or A minus.) Symbol 
used to designate the point in a circuit 


to which the negative terminal of the 
filament supply is to be connected. 


A+. (A positive or A plus.) Symbol used 
to designate the point in a circuit to 
which the positive terminal of the fila- 
ment supply is to be connected. 

A BATTERY. The battery (often a sin- 
gle dry cell) used for supplying heating 
current to the filaments of radio tubes. 

AB POWER PACK. A combination of 
batteries or devices in a single hous- 
ing, used to supply potentials for re- 
ceivers, especially portable sets. 

A.C. Alternating current. 

ACOUSTIC. Pertaining to sound. 


ACOUSTIC FEEDBACK. Transfer of 
sound waves from a loudspeaker to 
any previous part, such as a micro- 
phone, in the same amplifying or 
broadcasting system. It can cause 
howling and overloading of tubes. 

A.C.-D.C. RECEIVER. A receiver which 
will operate either from an a.c. or d.c. 
power source. It does not have a power 
transformer. 


A.C. RECEIVER. A receiver designed 
to operate only from an a.c. power 
source. Power packs of these sets in- 
variably employ a power transformer 
for stepping the a.c. line voltage up and 
down. 

ACTIVE LINES. Periods during which 
the electron beam exists or is active 
in a television camera tube or picture 
tube, and is either scanning or else 
reproducing the lights and shades of 
the picture. 


ADAPTER. Any device used for chang- 
ing temporarily or permanently the 
terminal connections of a circuit or 
part. 

ADJUSTABLE SPEED MOTOR. A 
motor whose speed may be varied 
gradually over a considerable range, 
and which then remains practically un- 
affected by changes in load. 


ADMEDIUM LAMPHOLDER. A 
lampholder having a nominal screw 
diameter of 1 1/16 inch. 


ADMITTANCE. The measure of ease 


with which an alternating current flows' 





in a circuit. The reciprocal of imped- 
ance. Measured in micromhos (mhos.). 

AERIAL. An antenna. 

A.F. Audio frequency. 

AIR-CELL A BATTERY. А поп- 
rechargeable wet-cell battery which 
usually is built to deliver 2 volts, for 


use chiefly in battery-operated home. 


radio’ receivers. Its carbon’ electrodes 
are porous and absorb oxygen from 
the air during use. Rated life in normal 
radio use is 500 to 1500 hours, depend- 
ing upon battery size and current drain. 

AIR CORE. A term used to describe 
coils or transformers which have no 
iron in their magnetic circuits, Air-core 
construction is used chiefly in r.f. cir- 
cuits. 

AIR GAP. A path for electrical or mag- 
netic energy through air between two 
objects, such as between the electrodes 
of a spark gap or between core sec- 
tions of an iron-core transformer. 


AIRPLANE DIAL. Popular name for 
а circular-shaped radio receiver dial 
with a rotating pointer, resembling the 
dials and pointers of airplane instru- 
ments. 
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Non-Metallic Screwdriver 
TYPE OF ALIGNING TOOLS 


ALIGNING TOOL. An essentially non- 
metallic screwdriver or socket wrench 
used for adjusting the trimmer con- 
densers and adjustable coils which are 
provided in radio receivers for aligning 
purposes or for pre-setting push-button 
tuners. 


ALKALI-TYPE BATTERY. A storage 
battery using an alkaline or non-acid 
liquid electrolyte; an Edison battery. 


ALLIGATOR CLIP. A L 
long-nose clip with 
spring- controlled mesh- 
ing jaws used on test leads for making 
quick temporary connections. 
ALL-METAL TYPE TUBE. A vacuum 
tube having a metal envelope instead 
of a glass envelope. Electrode connec- 
tions are made through glass beads 


fused into the top and bottom of the 
metal envelope. The octal bakelite base 


is designed to take eight equally spaced 


TYPES OF ALL-WAVE ANTENNAS 


ELECTRONIC TERMS 


terminal prongs, but some of the 
prongs are omitted on tubes having 
less than eight terminals. 

ALLOY. A mixture of two or more 
metals. 

ALL-WAVE ANTENNA. A receiving 
antenna designed to pick up stations 
reasonably well over a wide range of 
carrier frequencies including short- 

` wave bands as well as the broadcast 
band. It may be a single doublet an- 
tenna or a combination of two or more 
doublets. 


ALL-WAVE RECEIVER. A receiver 
capable of receiving stations on all of 
the commonly used wavelengths in 
short-wave bands as well as the broad- 
cast. band. 


ALTERNATING CURRENT. An elec- 
tric current which reverses its direction 
of flow at regular intervals many times 
per second. 

ALTERNATION. One-half of a cycle 
of alternating current, during which 
the current rises from zero to maxi- 
mum value and returns to zero. 

ALTERNATOR. A generator which 
produces alternating current. 

A.M. Amplitude modulation. Also written 
as a-m or AM. I 

AMALGAMATE. To combine mercury 
with another metal, as on the surface 
of battery electrodes or plates. 


AMATEUR. Any person who operates 
and experiments with short-wave trans- 
mitters as a hobby rather than for 
profit. 


AMATEUR BANDS. Bands of frequen- 
cies assigned exclusively to radio ama- 
tetrs by the Federal Communications 
Commission. Amateur band limits are: 


1,715 to 2,000 kc. 28,000 to 30,000 kc. 
3, 500 to 4,000 ke. 56,000 to 30,000 kc. 
7,000 to 7, 300 kc. 112,000 to 116,000 kc.. 
14,000 to 14, ‚000 ke. 224,000 to 230,000 ke. 


Amateurs may_ also operate on any frequency 
above 300,000 ke. 


AMATEUR OPERATOR. A person 
holding a valid license issued by the 
F.C.C. authorizing him to operate 
licensed amateur stations. 


AMATEUR STATION. A radio station 
used by an amateur for personal com- 
munication with other amateurs. 


AMATEUR STATION CALL LET- 
TERS. Identifying call signal assigned 
to a licensed amateur operator to 
identify his station. Amateur calls in 
a given country begin with a one or 
two-letter prefix (W or N for U.S, 
and K for U.S. possessions), followed 
by a location-indicating numeral and 
two or more additional letters. 

AMERICAN MORSE CODE. A dot- 
and-dash code which is commonly used 
for telegraphic communication over 
wires. It differs considerably from the 
International Morse Code which is 
used in radio. 

AMMETER. An instrument used for 
measuring the current flow in amperes 
in a circuit. 

AMP. Ampere. 


AMPERE. The practical unit of electric 
current flow. The movement of 6,280,- 
000,000,000,000,000 electrons past a. given 
point in a circuit in one second cor- 





responds to a current of one ampere. 
When a one ohm resistance is con- 
nected to a one volt source, one ampere 
will flow. 

AMPERE-HOUR. A current of one 
ampere flowing for one hour. This 
unit is used chiefly to indicate the 
amount of electrical energy a storage 
battery can deliver before it needs re- 
charging. 

AMPERE-TURN. A unit of magnetiz- 
ing force, equal to the number of am- 
peres of current multiplied by the 
number of turns of a winding in which 
it flows. 

AMPLIFICATION. The process of in- 
creasing the strength (current, voltage 
or power) of a signal. Amplification 
can be provided by transformers and 
tuned circuits as well as vacuum tubes. 

AMPLIFICATION FACTOR. A vac- 
uum tube rating indicating the theo- 
retical maximum increase in signal 
strength which can be provided by a 
given tube. 

AMPLIFIER. A device consisting of 
one or more vacuum tubes and asso- 
ciated parts, used to increase the 
strength of a signal. 

AMPLIFY. To increase in strength. 

AMPLITUDE MODULATION. The 
common®*system of radio broadcasting, 
in which the deviation in frequency 
above and below the assigned carrier 
frequency value is equal to the fre- 
quency of the sound wave being trans- 
mitted, and the amplitude of the 
transmitted signal varies in accordance 
with the instantaneous amplitude of 
the sound wave being transmitted. 
Abbreviated as a.m., or a-m or AM. 

ANALYZER. A test instrument used 
for checking radio parts and circuits. 
It sometimes includes a special plug- 
in system which can be inserted in a 
tube socket to extend the socket termi- 
nal to the instrument for convenience 
in making measurements. 


ANODE. The radio tube electrode to 
which the main electron stream flows. 
The anode is also called the plate, and 
is usually placed at a high positive 
potential with respect to the cathode. 
It is usually identified on diagrams by 
the letter P. : 

ANT. Antenna. 


ANTENNA. A metallic structure or an 
arrangement of conducting wires or 
rods used for picking up or radiating 


radio waves. Also known as an aerial. 


ANTENNA COIL. That coil in a radio 
receiver through which the antenna 
current flows. This coil is usually di- 
rectly connected to the antenna and 
ground terminals inside the set. 


APPARENT POWER. The product of 
volts and amperes in an alternating- 
current circuit whose voltage and cur- 
rent are not in phase, in a circuit 
containing inductance, capacitance or 
both. Measured in volt-amperes. 

APPLIANCE. Stationary or portable 
power-consuming equipment such as 
heating devices, cooking devices, and 
small motor-driven equipment. 

ARMATURE. Usually the movable por- 


tion of a magnetic circuit, such as the 


rotating section of a generator or 
motor, the pivoted iron portion of a 
magnetic loudspeaker, or the spring- 
mownted iron portion of a buzzer or 
relay. 


ARTIFICIAL GROUND. A grounding 
electrode consisting of a metal plate, 
pipe or rod buried in the earth. 


ARTIFICIAL MAGNET. A magnet 
made of iron or steel which has been 
magnetized, as distinct from a lode- 
stone or natural magnet. 


ASPECT RATIO. In television, a nu- 
merical ratio equal to picture width 
divided by picture height. 

ATMOSPHERIC INTERFERENCE. 
Crackling and hissing noises repro- 
duced in the radio loudspeaker due to 
electrical disturbances occurring in the 
atmosphere surrounding the earth; 
these disturbances radiate electro-mag- 
netic waves which are picked up by 
antenna systems of receivers. Also 
called static interference, and particu- 
larly noticeable during thunderstorms. 


ATOM. One of the elemental particles 
into which all matter is divided. An 
atom has a nucleus consisting of elec- 
trons and protons, with additional 
electrons revolving around the nucleus. 
Each of the 93 known elements has a 
different number and arrangement of 
electrons and protons in its atoms. 


ATTENUATION. Reduction in 
strength of an electrical impulse. 


AUDIBLE. Capable of being heard by 
the human ear. 


AUDIO AMPLIFIER. A vacuum tube 
device which increases the voltage and 
power of an audio frequency signal. It 
may be a separate piece of equipment 
or a section in a radio receiver. 

AUDIO FREQUENCY. A frequency 
corresponding to an audible sound 
wave. The extreme limits of audio fre- 
quencies vary with the individual and 
are from about 20 cvcles to about 
20.000 cvcles per second. 

AUDIO TRANSFORMER. An iron- 
core transformer used for the dual 
purpose of coupling together two audio 
amplifier circuits and changing the 
value of an audio signal. 

AUDIO OSCILLATOR. An oscillator 
which generates audio frequency volt- 
ages. 

AUTOMATIC BASS COMPENSA- 
TION. A special resistor and conden- 
ser circuit used in some radio receivers 
to make low audio frequency notes 
sound more natural at low volume 
control settings. The circuit automati- 
cally compensates for the poor re- 
sponse of. the human ear to weak low- 
freauency sounds. 

AUTOMATIC BRIGHTNESS CON- 
TROL. A circuit which automatically 
keeps the average brightness of the 
reproduced image constant in a tele- 
vision receiver. 

AUTOMATIC FREQUENCY CON- 
TROL. A special radio circuit which 
.keeps а superheterodyne receiver 
tuned accurately to a given station. It 
is found chiefly on push-button tuned 


the 
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receivers, where it corrects slight in- 
accuracies in the operation of the 
automatic tuning system. 


AUTOMATIC RECORD CHANGER. 
An electric phonograph which auto- 
matical- 
ly plays 
a num- 
ber of 
records § 
one aft- 
er an- 
other. қ 
S o m.e B 
types play only one side of each record, 
while others are arranged to turn each 
record over and play both sides. 


AUTOMATIC TUNING. An electrical, 
electro-mechanical or ‘mechanical sys- 
tem which tunes a radio receiver auto- 
matically to a predetermined station 
when a button or lever is pushed. 


AUTOMATIC VOLUME CONTROL. 
A radio circuit which automatically 
maintains the output value of a radio 
receiver constant within limits while 
the carrier signal picked up by the 
antenna is varying in amplitude over a 
wide range. It is used in practically 
all modern receivers, for it minimizes 
annoying fading of distant stations and 
prevents blasting when tuning sud- 
denly from a weak station to a strong 
station. 


AUTOMATIC VOLUME EXPAN. 
SION. A special audio circuit which 
increases the volume range of a radio 
program or phonograph record by mak- 
ing the weak passages weaker and 
making loud passages louder. 


A.V.C. Automatic volume control. 


AVERAGE VALUE. A voltage or cur- 
rent found by adding together a large 
number of instantaneous values and di- 
viding by the number of values. In an 
alternation of sine wave form the aver- 
age value is 0.636 times the maximum 
value. 


AVIATION CHANNELS. Frequency 
bands assigned to aviation service for 
radio communication between aircraft 
and ground stations. These bands are 
both above and below broadcast band 
frequencies. 





B—. (B negative or B minus.) Symbol 
used to designate the point in a circuit 
to which the negative terminal of the 
` plate supply is to be connected. 

B+. (B positive or B plus.) Symbol 
used to designate the point in a circuit 
to which the positive terminal of the 
plate supply is to be connected. 

BACK EMF. Same as counter emf. 


BACKGROUND NOISE. Noise heard 
along with a received radio program, 
due to atmospheric interference or to 
circuit conditions. 


BAFFLE. A wood, metal or composi- 
tion horn or flat surface used with a 
loudspeaker to increase the length of 
the air path from the front to the back 
of the loudspeaker diaphragm, thereby 
reducing interaction between sound 
waves produced simultaneously by 
front and back surfaces of the dia- 
phragm. A baffle thus serves to direct 
the sound produced by a loudspeaker 


ИЕ ИЕ: ЗМ 





and improve the fidelity of reproduc- 
tion. 

BAKELITE. A phenolic compound hav- 
ing high electrical resistance, used as 
an insulating material in the construc- 
tion of radio parts such as panels, coil 
forms, tube sockets, etc. 


BALANCED ARMATURE UNIT. An 
electro-magnetic sound-producing de- 
vice used chiefly in magnetic loud- 
speakers. It has a small moving iron 
armature which is surrounded by 
windings carrying audio currents. The 
armature is pivoted between the poles 
of a permanent magnet. Variation in 
the audio current cause corresponding 
changes in magnetism, making the 
armature rock back and forth. A dia- 
phragm coupled to the armature pro- 
duces sound waves. 

BALLAST RESISTOR. A special type 
of resistor used in radio apparatus to 
compensate for fluctuations in a.c. 
power line voltage. It is usually con- 
nected in series with the power supply 
to the receiver or amplifier. The ohmic 
value of a ballast resistor increases 
automatically with increases in current 
through it, thereby tending to maintain 
essentially constant current despite 
variations in line voltage. 

BALLAST TUBE. A ballast resistor 
mounted in an evacuated glass or 
metal envelope. This construction im- 
proves the automatic voltage regulating 
action by reducing radiation of heat 
from the resistor element. 

BAND. In radio, frequencies which are 
within two definite limits and are used 
for a definite purpose. Thus, the stand- 
ard broadcast band extends from 550 
ke. to 1600 ke. 


B. & S. GAUGE. Brown and Sharpe 
wire gauge, the standard gauge used 
in the United States to specify wire 
sizes. 


BAND SWITCH. A switch which 
simultaneously changes all tuning cir- 
cuits of a radio receiver or transmitter 
to a desired band of frequencies. 


BANDSPREAD TUNING CONTROL. 
A small variable condenser connected 
in parallel with the main tuning con- 
denser of a short-wave receiver to 
provide more accurate tuning. 

BANTAM TUBE. A compactly designed 
tube having a standard octal base but 
a considerably smaller glass . 
envelope than does a stand- 
ard glass tube. Bantam tubes 22 
are used chiefly in compact 
table model receivers and 
in battery-operated portable 
sets. 

BANTAM JR. TUBE. An 
extremely small glass vac- fs 
uum tube with a special | 
bantam jr. base, used chiefly (48 
in hearing aid units. 

BASS. Low audio frequencies. 


BASS CONTROL. A manually-adjusted 
control provided on a radio receiver 
for the purpose of emphasizing the 
loudness of the bass notes in a radio 
program. . 

BASS COMPENSATION. Any means 
of offsetting the natural drop in the 
response of the human ear to low 
audio frequencies at low volume levels. 


BASS RESPONSE. The ability of a 
loudspeaker to handle low audio notes, 










or the sensitivity of the human ear to 
low audio notes. 


BATTERY. One or more dry cells or 
storage cells connected together to 
serve as a d.c. voltage source. 

BATTERY RECEIVER. A receiver 
which uses batteries as'a power source. 


BAYONET BASE. A type of 
tube and lamp base having 
two projecting pins on op- 
posite sides of the smooth 
cylindrical base; these engage 
in corresponding slots in the 
bayonet shell socket. 


B BATTERY. A battery having many 
small cells connected in series, used 
for supplying d.c. voltages to the plate 
and screen grid electrodes of radio 
tubes used in battery-operated equip- 
ment. 


BEAM POWER AMPLIFIER TUBE. 
A special type of vacuum tube de- 
signed for use in the output stage of a 
radio receiver. Deflecting electrodes 
concentrate the electrons into beams 
to give high power output along with 
desirable operating characteristics. 


BEAT FREQUENCY. The frequency 
obtained when signals of two different 
frequencies are combined and rectified. 
The beat frequency is equal in numeri- 
cal value to the difference between the 
original frequencies. 


BEAT FREQUENCY OSCILLATOR. 
An audio frequency oscillator whose 
output is obtained by combining and 
rectifying two known higher-frequency 
signals which are generated by or ob- 
tained from separate circuits. 

B ELIMINATOR. An a.c. power pack 
which converts a.c. power line voltage 
to the pure d.c. circuits of radio tubes, 
thereby eliminating the need for B 
batteries. 

BELL WIRE. A common term for the 
cotton-covered B. & S. No. 18 copper 
wire used for making doorbell and 
thermostat connections in homes. 


BIAS. The fixed voltage applied between 
the control grid and cathode electrodes 
of a radio tube. Also called C bias. 

BIAS CELL. A tiny 1-volt or 
114-volt cell used singly or in 
series to provide a negative C 
bias voltage for a vacuum tube 
amplifier circuit. It will last 
indefinitely if not overloaded. 


BIPOLAR. Having two magnetic poles, 
one north and the other south. Two- 
pole. 

BLACK LEVEL. The steady level of 
television carrier current or voltage 
while not modulated by any of the sig- 
nals. The base or starting value above 
which rise the synchronizing and 
equalizing voltages of the television 
signal. 

BLANKING SIGNAL. The portion of 
a television signal that blanks or ex- 
tinguishes the electron beam in the 
picture tube of the receiver while the 
beam is being blanked in the camera 
tube at the transmitter. 

BLASTING. Overloading of an amplifier 
or loudspeaker, resulting in severe dis- 
tortion of loud sounds. 

BLEEDER CURRENT. A current 
drawn continuously from a power pack 
to improve its voltage regulation or to 
increase the voltage drop value across 
a.particular resistor. 


BLEEDER RESISTOR. A resistor 
which is used to draw a fixed bleeder 
current value from a power pack. 


BLOCKING CONDENSER. Any con- 
denser used in a radio circuit to block 
the flow of direct current while allow- 
ing a.c. signal currents to pass. 


BLOOPER. ‘Slang term applied to a 
regenerative receiver which radiates a 
signal when improperly tuned. 

BODY CAPACITY. The capacity exist- . 
ing between the human body and a 
piece of radio apparatus. 

BOND. A connection between metallic 
parts which makes them a continuous 
electrical conductor. 


BONDING. Connecting the metal hous- 
ings and shields of radio parts together 
or to the chassis with heavy wire so 
they will be at the same potential 
(usually ground potential.) 


BRANCH CIRCUIT. The portion of a 
wiring system that extends beyond the 
final overcurrent device (fuse, cutout 
or circuit breaker) that protects the 
circuit. The portion of the circuit 
leading to lamps, appliances and other 
power-consuming equipment. 

BREAKDOWN VOLTAGE. The volt- 
age at which the insulation between 
two conductors will break down and 
become conductive. 


BRIGHTNESS CONTROL. In a tele- 

' vision receiver, the control which 
varies the average illumination of the 
reproduced image. . 

BROADCAST. A radio transmission in- 
tended for reception by the general 
public. 


BROADCASTING. A general term ap- 
plying to the radiation of radio waves 
carrying programs intended for public 
interest, education, or entertainment. 

BROADCAST BAND. The band of fre- 
quencies between 550 kc. and 1600 kc., 
to which are assigned all standard 
broadcast stations operating in the 
United States. 

BROADCAST STATION. A radio sta- 
tion used for transmitting programs to 
the general public. 

BROAD TUNING. A condition wherein 
two or more stations are picked up at 
one setting of a receiver tuning dial, 
due to lack of selectivity in the tuning 
circuits, 


BRUSH. A stationary conductor held 
in contact with a moving conductor 
or conductors to allow flow of current 
between stationary and moving parts 
of electrical equipment. 

BUCK. To oppose. 


BUFFER. Any part or circuit used to 
reduce undesirable interaction between 
radio circuits. 

BUFFER CONDENSER. A condenser 
connected between the anode and 
cathode of a cold-cathode rectifier. tube 
to reduce voltage surges which might 

. affect following parts in the apparatus. 


BUFFER STAGE. An amplifier stage 
used to prevent feed-back of energy 
from a power stage to a preceding 
stage. i 

BUG. A semi-auto- 

‚ matic code transmit- 
ting key in which ¢ 
movement of a lever 
to one side produces 
a series of dots, and 
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movement to the other side produces 
a single dash. 

BUILT-IN AERIAL. An aerial which 
is an integral part of a radio receiver. 
It may be a loop aerial, a power line 
connection or a sheet of metal mounted 
in the receiver cabinet. 

BUSWAY. A protective enclosure for 
buses, which are conductors formed 
by bars or rods of large cross section. 


BUZZER. An electromagnetic device in 
which attraction of an armature by an 
electro-magnet interrupts the current 
flow; a spring then pulls the armature 
back, closing the circuit again so that 
the process repeats itself and creates 
a buzzing sound. 


BX. Flexible metal conduit used to pro- 
tect power line wiring in buildings and 
in high-power radio apparatus. 

BY-PASS CONDENSER. A condenser 
used to provide a low-impedance path 
for radio or audio signals around a 
resistor or between a circuit terminal 
and ground. 


С 


С. Letter used to designate а condenser, 
a grid bias voltage, or the centigrade 
temperature scale. 


С—. (С negative or C minus.) Symbol 
used to designate the point in a vacuum 
tube circuit to which the negative 
terminal of the grid bias source is to 
be connected. 

C+. (C positive or C plus.) Symbol 
used to designate the point in a vacuum 
tube circuit to which the positive 
terminal of the grid bias source is to 
be connected. 


CABINET. An enclosure for switches 
fuses and wire connections, designed 
for either surface or flush mounting 
and having a frame or trim on which 
are hung swinging doors. 

CABLE. A stranded conductor (called 
a single-conductor cable) or a com- 
bination of conductors insulated from 
one another (called a multiple-con- 
ductor cable). 

CADMIUM. A metal sometimes plated 
on a steel chassis to improve its ap- 
pearance and prevent rusting. 

CALL LETTERS. Government-assigned 
identifying letters for a radio station. 


CAM. An irregular-shaped rotating or 
sliding part used to convert rotary 
motion to. linear motion, or vice versa. 
Used extensively in mechanical push- 
button tuning systems. 


CANDELABRA LAMPHOLDER. A 
lampholder having a nominal screw 
diameter of % inch. 

CAPACITANCE. Electrostatic capacity. 


CAPACITIVE REACTANCE. The ef- 
fect of capacitance in opposing the 
flow of alternating or pulsating cur- 
rent. 


CAPACITOR. Condenser. 


CAPACITOR. A condenser or an elec- 
trostatic condenser. 


CAPACITOR MOTOR. A split-phase 
motor in which a capacitor or capac- 
itors displace part of the current in 
phase from the remainder in order that 
the motor may be self-starting on 
single-phase supply current. 





. CAPACITY. The electrical size of a 


condenser, determining the amount of 
electrical energy which can be stored 
in a condenser by a given voltage. In 
radio work, capacity is measured in 
microfarads (mfd.) and micro-micro- 
farads (mmfd.); 1 mfd. is equal to 
1,000,000 mmfd. 


CAPACITIVE COUPLING. A type of 
coupling in which a condenser pro- 
wides a direct -path for signal energy 
between two circuits. 

CAPACITIVE REACTANCE. The re- 
actance which a condenser offers to 
a.c. or pulsating d.c. It is measured in 
ohms, and decreases as frequency and 
capacity are increased. 

CARBON. An element used in the con- 
struction of radio parts such as resis- 
tors, dry celis, and microphones. 


CARBON RESISTOR. A resistor made 
of carbon particles and a ceramic 
binder molded into a cylindrical shape, 
with leads attached to opposite ends. 

CARBORUNDUM. A compound of car- 
bon and silicon used in crystal form to 
rectify or detect radio waves, as in a 
crystal detector. 

CARRIER. A current, voltage or radio 
wave having the assigned frequency 
of a radio station. When no sounds are 
being transmitted, such as during a 
pause between portions of a program, 
only the unmodulated carrier signal is 
present in the transmitting and receiv- 
ing system. 

CARRIER FREQUENCY. The fre- 
quency of the original unmodulated 
radio wave produced by a transmitter. 
In the case of a broadcast station, the 
carrier frequency must be maintained 
within a few cycles of the frequency 
value assigned to that station by the 
Federal Communications Commission. 

CARTRIDGE FUSE. A fuse enclosed 
with an insulating and protective cov- 
ering and provided with connections 
at its ends. 

CATHODE. The electron-emitting elec- 
trode of a radio tube. Thermionic 
vacuuin tubes employ heated cathodes; 
the heat is either supplied. indirectly 
by a filament located inside the cathode 
or is supplied by current flowing 
through the cathode itself. In this latter 
case, the cathode is also the filament. 


CATHODE RAY. A ray or beam of 
electrons emitted from a cathode. 


CATHODE RAY TUBE. A special 
type of vacuum tube in which a beam 
of electrons is directed at a fluorescent 
screen by an electron gun, producing 
a green or white glow on the screen 
at the point of impact. The beam 
passes between electrostatic deflecting 
plates or electromagnetic deflecting 
coils which can make it bend enough 
to produce any desired pattern or pic- 


Cathode Ray Oscilliscope. 


(I 
ü Cathode Ray Tuning Indicator. 
3) Cathode Ray Television Tube. 





ture on the screen when the proper 
varying voltages are applied to the 
deflecting system. 


CATHODE RAY TELEVISION 
TUBE. The cathode ray tube used in 
modern television receivers to repro- 
duce the scenes being transmitted. 


CATHODE RAY TUNING INDICA- 
TOR. A small cathode ray tube used 
in radio receivers to indicate when a 
Station is tuned in accurately. 


CATHODE RAY OSCILLOSCOPE. A 
test instrument using a cathode ray 
tube to make visible the wave form of 
a varying current or voltage. 


CATWHISKER. A small sharply 

- pointed wire used in crystal detector 
to make contact with a sensitive point 
on the surface of the crystal. 

C BATTERY. The battery used for sup- 
plying a negative C bias to the control 
grid of a vacuum tube. 


C BIAS. An applied voltage used to 
bake the control grid of a vacuum tube 
negative with respect to the cathode. 


CELL. A single unit capable of serving 
as a d.c. voltage source. A primary 
cell, such as a dry cell, cannot be re- 
charged when exhausted. A secondary 
cell, such as the cell of a storage bat- 
tery, can be recharged when exhausted 
by passing a current through it in the 
reverse direction. 

CENTERING CONTROL. In a televi- 
sion receiver, a control used to shift 
the entire reproduced image on the 
screen. The horizontal centering con- 
trol moves the image horizontally in 
either direction, while the vertical cen- 
tering control shifts the image up or 
down. Р 

CENTIGRADE. The European scale of 
temperature in which 0 is the tempera- 
ture of melting ice and 100 is the tem- 
perature of boiling water at sea level. 

CENTIMETER. In the metric system 
of measurements, a unit equal to one- 
hundredth of a meter, or approxi- 
mately .39 inch. There are 2.54 centi- 
meters in one inch. : 

CHAIN. In radio, a network of radio 
stations connected together by special 
telephone lines so that all can broad- 
cast simultaneously a program origina- 
ting at a key station. I 


CHANNEL. A narrow band of frequen- 
cies including the assigned carrier fre- 
quency, within which a radio station 
is required to keep its modulated car- 
rier signal in order to prevent inter- 
ference with stations on adjacent chan- 
nels. Also, one branch or path over 
which radio signals may travel; thus, 
a p.a. system may have several input 
channels, each with its own sound 
pick-up device, transmission line and 
volume control. 


CHARGE. A quantity of electrical en- 
ergy held on an insulated object. The 
electrical energy stored in a condenser. 
The act of supplying electrical energy 
to a metal object, to a condenser, or 
to a storage battery. When an object 
has more electrons than normal, it has 
a negative charge. When an object 
has less electrons than normal, it has a 
Positive charge. 


CHARGER. A device used to convert 
alternating current into a pulsating di- 


rect current which can be used for 
charging an exhausted storage battery. 


CHASSIS. The metal framework on 
which the parts of a radio receiver or 
transmitter are mounted. Also used to 
designate the completed piece. of radio 
equipment before it is mounted in a 
cabinet. 

CHOKE COIL. А coil used to limit the 

. flow of alternating current while allow- 
ing direct current to pass. R.F. choke 
coils have air or pulverized iron cores, 
while a.f. choke coils and filter chokes 
have iron cores. 





(1) A.F. Choke, 


CIRCUIT. A complete path over which 
an electric current can flow. 

CIRCUIT BREAKER. A device for au- 
tomatically opening a circuit in case 
of over-current in this or another cir- 
cuit, and sometimes for opening the 
circuit in case of under-voltage. 


CIRCUIT VOLTAGE. The greatest ef- 
fective difference of potential between 
any two conductors in the circuit 
considered. : 


CLIP. A small spring-type clamp hav- 
ing any of several different designs, 
‘used for making a readily removable 
connection to a terminal. 


CLOCKWISE. The direction in which 
the hands of a clock move. 

COAXIAL CABLE. A_ two-conductor 
cable in which one conductor is a flexi- 
ble or non-flexible metal tube and the 
other is a wire centrally supported in- 
side the tube by insulators. 

CM. Centimeter. 

CODE. A system of dot and dash sig- 
nals used in the transmission of mes- 
sages by radio or wire telegraphy. The 
International Morse Code (also called 
the Continental Code) is used every- 
where for radio telegraphy. The 
American Morse Code is used com- 
monly for wire telegraphy. 

CODE RECORDER. An instrument 
which makes a permanent record of 
code messages received by radio or 
otherwise. 

COIL. A number of turns of wire 
wound on an iron core or on a coil 
form made of insulating material. A 
coil offers considerable opposition to 
the passage of alternating current but 
very little opposition to direct current. 


COIL FORM. The tubing or solid ob- 
ject on which a coil is wound. It can 
have any shape and can be made from 
any insulating material, such as paper, 
cardboard, fiber, bakelite, a plastic or 
ceramic materials, or wood. 

COLD CATHODE. A cathode which 
does not depend upon heat for electron 
emission. The cold cathode of a photo- 
electric tube emits electrons when ex- 
posed to light, while in a type BH rec- 
tifier tube the electrons are pulled out 
of the cold cathode by a sufficiently 
high voltage applied to the pointed 
anode. 

COLLECTOR RINGS. Continuous 
metallic rings on a rotating member, 
against which bear stationary brushes 
to allow current flow between the ro- 
tating and stationary parts of the 

. equipment. 


(2) R.F. Choke. 


COLOR CODE. Any system of colors 
used to specify the electrical value of a 
о part or identify terminals and 
eads. 


COMMUNICATION RECEIVER. A 
receiver designed especially for recep- 
tion of code or voice messages trans- 
mitted by short-wave radio communica- 
tion services. 





COMMUTATION. Conversion of alter- 
nating current generated in the arma- 
ture of a direct-current machine to di- 


rect current for the external circuit. 


COMMUTATOR RIPPLE. Small pul- 
sations in the voltage and current 
taken from a direct-current generator. 

COMPOUND MAGNET. A permanent 
magnet consisting of several similarly 
shaped single magnets in close con- 
tact and with like poles together. 

CONCENTRIC CABLE. Coaxial cable. 


CONDENSER. A radio part consisting 
of two conducting surfaces separated 
from each other by an insulating ma- 
terial such as air, oil, paper, glass or 
mica. A condenser is capable of stor- 
ing electrical energy. In radio circuits, 
condensers are used to block the flow 
of direct current while allowing alter- 
nating and pulsating currents to pass. 
The electrical size or capacity of a 
condenser is specified in microfarads 
and micro-microfarads. 

CONDUCTIVITY. The ability of a ma- 
terial to carry electric current. 


CONDUCTOR. Any substance in which 
a difference of voltage between two 
points causes current to flow between 
these points. One or more wires car- 
rying a single current. 


CONDUCTOR. A wire or other metal 
structure which provides a path for 
electric current between two points. A 
conductor is thus a material which 
offers little opposition to the continu- 
ous flow of electric current. 


CONE. The conical-shaped paper or 
fiber diaphragm of a magnetic or dy- 
namic loud-speaker. 


CONNECTOR. A device for joining 
electrical conductors either by solder- 
ing or by mechanical pressure applied 
with screws, 


CONSOLE. A large radio receiver 
cabinet, designed to rest on the floor 
rather than on a table. 


CONTACT. A terminal to which a con- 
nection can be made. A joining of 
bodies to permit the flow of electrical 
current. 


CONTACTOR. A magnetically oper- 
ated switch for opening and closing 
circuits carrying large currents. 

CONTINENTAL CODE. Same as the 


International Morse Code. Used uni- 
versally for radio telegraphy. 


CONTRAST CONTROL. In a televi- 
sion receiver, a manual control which 
adjusts the range of brightness be- 
tween highlights and shadows of the 
reproduced image. 

CONTROL GRID. That electrode in a 
vacuum tube which has the most ef- 
fective control over the plate current 
passed by the tube. The control grid 
is usually the electrode nearest to the 
cathode. 

CONTROL PANEL. An exposed or 
enclosed upright panel carrying 
switches and other controlling, meas- 
uring and protective devices for elec- 
trical machinery or equipment. 

CONVERTER. That section of a super- 
heterodyne radio receiver which 
changes incoming modulated r.f. sig- 
nals to a lower frequency known as 
the i.f. value; the converter section in- 
cludes the oscillator and the first de- 
tector. Also, a device, usually rotary, 
changing electrical energy from one 
form to another, as AC to DC. 

COPPER-OXIDE RECTIFIER. A 
rectifier made up of discs of copper 
coated on one side with cuprous oxide. 
The discs allow direct current to flow 
in one direction but allow very little 
current flow in the reverse direction. 

CORE. The center of a coil. 


COUNTER-CLOCKWISE. In a direc- 
tion opposite that in which the hands 
of a clock rotate. 

COUNTER EMF. In a circuit contain- 
ing self-inductance, a voltage produced 
by changes of current and which at 
every instant opposes the change of 
current that produces the voltage. 


COUNTERSINK. To ream, drill or cut 
a conical depression around a hole for 
a flat-head screw, so that the screw 
head will be flush with the surface of 
the work. 

COUPLING. The means by which sig- 
nals are transferred from one radio 
circuit to another. Coupling can be di- 
rect through a conductor, electro-static 
through a condenser, or inductive 
through a transformer. Also, a con- 
necting device. 


COUPLING. Any means by which 
electrical energy is transferred from 
one circuit to another, with changes 
of voltage or current in one circuit 
producing corresponding changes in 
the other. 


C.R.O. Cathode ray oscilloscope. 


CRYSTAL. A piece of natural quartz or 
similar piezo-electric material which 
has been ground to a size which will 
vibrate naturally at a desired radio 
frequency and generate that frequency 
when set into vibration. A quartz crys- 
tal is used in radio transmitters to gen- 
erate with a high degree of accuracy 
the asigned carrier frequency of a sta- 
tion, and is used in crystal filters of 
radio receivers to improve the selec- 
tivity of the if. amplifier. The min- 
eral used in a crystal detector is 
known as a crystal. . 


CRYSTAL CONTROL. Use of a 
quartz crystal to maintain operation of 
a radio station at its assigned fre- 
quency within the limits prescribed by 
aw. 


CRYSTAL DETECTOR. A detector 
utilizing a crystal such as silicon or 
galena in contact with a pointed wire 





Radio Dictionary 


to rectify an incoming radio signal. 


Used in crystal receivers. 





TYPES OF CRYSTAL DETECTORS 


CRYSTAL FILTER. A highly selective 
tuning circuits employing a quartz crys- 
tal, sometimes used in the if. ampli- 
fier of a communications receiver to 
improve selectivity so as to permit re- 
ception of a desired station even when 
there is strong interference from other 
stations on nearby channels. 


CRYSTAL PICK-UP. A type of phono- 
graph pick-up in which the needle 
movements bend or twist a Rochelle 
salt crystal element and cause the 
crystal element to generate an audio 
frequency voltage corresponding to the 
recorded sound waves. 


CRYSTAL SET. 
A radio receiv- 
er which uses a 
crystal detector 
for signal recti- 
fication, and has 
no vacuum f 

` tubes. Ч 


CURRENT. The movement of electrons 
through a conductor. Current is mcas- 
ured in amperes, in milliamperes and 
in micro-amperes. 

CURRENT. Flow of electricity in con- 
ductors. The unit of current measure- 
ment is the ampere. Current is move- 


ment of free electrons along a 
conductor. 
CUTOUT BOX. А surface-mounted 


covered enclosure for cutouts. 

CUTTING HEAD. That part of a 
sound recorder which cuts or em- 
bosses on a disc, the irregular grooves 
corresponding to the wave form of the 
sounds being recorded. 


C.W. CofKinuous wave. 


CYCLE. One complete reversal of an 
alternating current, including a rise to 
a maximum in one direction, a return 
to zero, a rise to a maximum in the 
other direction, and another return to 
zero. The number of cycles occur- 
ring in one second is the frequency of 
an alternating current. The word cycle 
is commonly interpreted to mean 
cycles per second, in which case it is 
a measure of frequency. 

CYCLE. In an alternating current, the 
increases, decreases and reversals of 
direction which carry the current 
through one complete set of changes 
or one complete set of motions in op- 
posite directions. A cycle consists of 
two alternations. 


DB. Decibel. 

D.C. Direct current. 

D.C.C. Double cotton covered 
tion on wires. 

D.C. RECEIVER. A receiver designed to 
operate from a d.c. power line, such 
as from the 110-volt d.c. lines still 
being used in older sections of some 
cities. 


insula- 





Double-Button Carbon Microphone 


D'ARSONVAL METER MOVEMENT. 
The commonest movement employed 
in precision direct current measuring 
instruments. It consists essentially of 
a small coil of wire supported on Jew- 
eled bearings between the poles of a 
permanent magnet, with a spiral 
spring holding the coil and the at- 
tached indicating pointer at the zero 
position on the meter scale. When 
the current to be measured is sent 
through this coil, the magnetic fields 
of the coil and magnet interact to 
cause rotation of the coil and pointer. 


DEAD END. The ends of circuit wires 
which are attached to supports but 
which are not connected to any load. 

DEAD SPOT. A region in which sig- 
nals from certain radio stations are 
poorly received. 


DECIBEL. A unit used for comparing 
the power level of a signal to a fixed 
reference level of power. Also a 
measure of power, current or voltage 
gain. 

DELAYED A.V.C. An automatic vol- 
ume control circuit which does not be- 
gin to act until signals reach a certain 
strength. It permits reception of weak 
signals even though they are fading 
at times, whereas normal a.v.c. tends 
to make weak signals weaker. 

DEFINITION. In television, the clear- 
ness with which all detail in the scene 
are being reproduced. 

DEGENERATION. A type of feed- 
back which reduces signal strength. 
Degeneration is the opposite of regen- 
eration. 

DEMAND FACTOR. The ratio of the 
maximum demand of a system, or part 
of.a system, to the total connected 
load of the system or the part of the 
system considered. The maximum 
watts actually used at any time, di- 
vided by the total wattage of all 
equipment connected to the system. 

DEMODULATION. The process of 
rectifying or detecting a modulated 
radio signal in order to remove the 
carrier and obtain the desired audio 
or picture signal. 

DETECTOR. That stage in a receiver 
at which demodulation takes place. In 
the detector stage of a t.r.f. receiver, 
the r.f. signals are separated from the 
desired audio signal. In the second 
detector of a superheterodyne receiver, 
the if. signals are separated from the 
desired audio signal. . 

DIAL. Any means for indicating the 
value to which a control knob has been 
adjusted. Tuning dials of broadcast 
band receivers indicate the frequency 
to which the receiver is tuned, either 
in kilocycles directly or in kilocycle 
values having one zero removed; some- 
times the wavelength in meters will 
also be indicated. 


DIAL CABLE. The braided cord or 
flexible wire cable used to make a tun- 
ing knob control the position of the 
pointer or dial which indicates the fre- 
quency to which a radio receiver is 
tuned. 

DIAL LIGHT. The pilot lamp which il- 
luminates the tuning dial of a radio 
receiver. 

DIAPHRAGM. A thin, flexible metallic 
or non-metallic sheet which vibrates 
when struck by sound waves, as in a 
microphone, or which produces sound 
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waves when moved back and forth at 
an audio rate, as in a headphone or 
loudspeaker. 


DIELECTRIC. Any insulating material, 


but usually one having such exceed- 
ingly high electrical resistance as to 
effectively prevent flow of any current 
through it. A dielectric used between 
conductive plates in a condenser re- 
ceives and retains the electric charge 
of the condenser. Air, mica, glass and 
paper are common dielectrics. 


DIELECTRIC CONSTANT. The di- 
electric constant of a material is the 
ratio of the capacitance of a condenser 
using that material as its dielectric to 
the capacitance of a condenser other- 
wise similar but having air ora vacuum 
for the dielectric. The increase of 
capacitance caused by using the mate- 
rial instead of air for the dielectric. 


DIELECTRIC STRENGTH. The num- 
ber of volts required to break down 
or puncture an insulating material, and 
thus to permit flow of current through 
the material. 


DIODE. A vacum tube having two elec- 
trodes, one being the cathode and the 
other the plate or anode. A diode 
allows electrons to pass in only one 
direction, from the cathode to the 
anode. 


DIRECT COUPLING. The use of a 
conductor to connect two circuits to- 
gether and provide a direct path for 
signal currents. 


DIRECT CURRENT. An electric cur- 
rent that flows always in the same di- 
rection in its circuit. The current ma 
be steady or of constant value, or it 
may vary in strength, or there may be 
intervals of no current, but so long 
as current that does flow always 
moves in the one direction it is a direct 
current. : 


DIRECTIONAL ANTENNA. Any an- 
tena which picks up or radiates signals 
better in one direction. 


DIRECTION FINDER. A. special type 
of radio receiver employing a highly 
directional loop antenna so as to per- 
mit determining the direction from 
which radio waves are arriving. 

DISCRIMINATOR. In an F.M. re- 
ceiver, the section which converts fre- 
quency modulated signals into audio 
signals. 

DISCRIMINATOR. In a frequency 
modulated radio receiver, the tube and . 
circuit which change the frequency 
modulation into variations of voltage 
at audio frequency, serving the same 
purpose as the second detector in an 
amplitude modulated superheterodyne 
receiver. 3 

DISTORTION. Improper reproduction 
of a sound or television radio program 
due to changes occurring in the wave 
form of the intelligence signal some- 
where in the path it takes through the 
transmitting and receiving system or 
through an amplifier system. 

DISTRIBUTED CAPACITY. Capacity 
distributed between conducting  ele- 
ments such as wires, as distinguished 
from capacity concentrated in a con- 
denser. Usually used to specify the 
small capacity existing between the 
turns of wire-in a coil. 

DOUBLE-BUTTON CARBON MI- 
CROPHONE. A carbon microphone 
employing two buttons or containers 


for carbon granules, one on each side of 
the diaphragm, so as to secure a push- 
pull action which gives increased 
signal output. 


DOUBLE-POLE. Descriptive of a 
switch or other device connected in 
both sides of a circuit, or controlling 
both sides of the circuit at one time. 


DOUBLE POLE SWITCH. A switch 
which simultaneously opens or closes 
two separate circuits or both sides of 
the same circuit. 


DOUBLE THROW SWITCH. A 
switch 
which con- 
nects one 
circuit ter- 
minal to 
either of 
tw o other 
circuit ter- 
minals. 

DOUBLE ANTENNA. An antenna sys- 
tem with an insulator inserted at its 
exact center, with one lead of a two- 
wire transmission line connected to 
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each half of the antenna at this in- . 


sulator. 

D.P.D.T. Double pole, double throw. 

D.P.S.T. Double pole, single throw. 

DRAIN. A term used to indicate that 
current is being taken from a voltage 
source. 

DRIVER. A stage of amplification used 
to feed or drive a final stage of ampli- 
fication for the purpose of making the 
final stage operate at maximum effi- 
ciency. 

DROP. The voltage drop developed 
across a resistor due to current flow 
through the resistor. 


DRY CELL. A type of primary cell in 
which the electrolyte is in the form of 
a paste rather than a liquid. Dry cells 
are used extensively in radio batteries. 


DRY CELL. A primary cell having a 
zinc outer can as its negative elec- 
trode, a central carbon rod as its posi- 
tive electrode, and a liquid electrolyte 
of a small quantity of sal ammoniac 
and zinc chloride held in an absorbent 
lining and in a mass of powdered 
graphite and manganese dioxide, these 
latter two materials being the depolar- 
izer. The cell is sealed. Its voltage is 
approximately 1.5. 





DRY ELECTROLYTIC CONDEN- 
SER. An electrolytic condenser in 
which the electrolyte is a paste rather 
than a liquid, to permit using the 
condenser in any position without dan- 
ger of the electrolyte leaking out. 


D.S.C. Double silk covered insulation on 
a wire. 


DUMMY ANTENNA. A resistor or 
other device which duplicate the elec- 

- trical characteristics of a transmitting 
antenna without radiating radio waves. 
Used for testing and adjusting trans- 
mitters. 


DURALUMIN. An alloy of aluminum 
which is comparable in strength and 
hardness to soft steel. It contains 95.5 
parts aluminum, 3 parts copper, 1 part 
manganese and .5 part magnesium. 


DUSTPROOF. So constructed or pro- 
tected that an accumulation of dust 
will not interfere with satisfactory 
operation. f ` 

DUST-TIGHT. So constructed that 
dust will not enter the enclosing case. 

DX. A slang expression for distance, 
used chiefly in connection with recep- 
tion of distant radio stations. 


DYNAMIC LOUDSPEAKER. A loud- 
speaker in which the diaphragm or 
cone is attached to a small coil mount- 
ed so it can move within a constant 
magnetic field. Audio frequency cur- 
rents flowing through this coil (called 
the voice coil) make it move in and 
out, thereby causing the diaphragm to 
reproduce sound waves. The magnetic 

. field is produced by a permanent mag- 
net in p.m. dynamic loudspeakers, 
and by an electromagnet in electrody- 
namic loudspeakers, and by an electro- 
magnet in electrodynamic loudspeak- 
ers. 

DYNAMOTOR. A rotating device act- 
ing both as motor and generator, 
used to change a d.c. voltage to an 
a.c. voltage or to a higher d.c. voltage. 
It is used chiefly for portable and 
mobile operation of radio transmitters 
and P.A. amplifiers from storage bat- 
teries. 


E. Commonly used symbol for voltage. 


EDDY CURRENTS. Circulating cur- 
rents induced in conducting materials 
by varying magnetic fields. They are 
undesirable because they represent 
loss of energy and cause heating. Eddy 
curents are kept at a minimum by em- 
ploying laminated construction for the 
iron cores of transformers, a.f. 

EDISON BASE. The standard screw 
base used for ordinary electric light 
bulbs in this country. 


EFFECTIVE CURRENT. That value 
of alternating current which will cause 
the.same heating effect as a given 
value of direct current. For sine wave 
alternating currents, the effective value 
is approximately seven-tenths of the 
peak value. > 


. EFFICIENCY. The ratio of energy out- 


put to energy input, usually expressed 
as a percentage. A perfect electrical 
device would have an efficiency of 
100%. 

ELECTRALLOY. A soft iron alloy used 
for radio chassis construction. 


ELECTRICAL METALLIC TUBING. 
Thin-walled light-weight steel tubing 
used similarly to rigid conduit for 
carrying and protecting insulated elec- 
tric wires. 


ELECTRICAL TRANSCRIPTION. A 
disc recording of a complete program, 
as contrasted with a phonograph rec- 
ord which ordinarily contains only a 
single musical selection. Transcriptions 
are made to permit broadcasting of a 
particular program at any desired time 
by any number of stations. 


ELECTRIC EYE. Popular expression 
for a cathode ray tuning indicator tube 


used in modern radio receiving sets. 
Consists of a fluorescent screen with a 
dark sector which varies in direct pro- 
portion with the strength of the in- 
coming signal. Also used in connection: 
with photoelectric cells. 


ELECTRIC FIELD. A region in space 
surrounding a charged object. Lines 
drawn to represent the direction in 
which the electric field will act on other 
charged objects are called electric lines 
of force. A moving electric field, such 
as that associated with electrons in 
motion or with a radio wave, is always 
pecommpanicd by a moving magnetic 

eld. 

ELECTRICITY. A general term used 
when referring to the energy associ- 
ated with electrons at rest or in mo- 
tion. 

ELECTRODE. An essential part inside 
a vacuum tube, such as the cathode, the 
various grids and the anode. Also, the 
plates of a primary cell, secondary 
cell or electrolytic condenser. 

ELECTRODYNAMIC LOUD-SPEAK- 
ЕВ. А dynamic а 
loudspeaker іп 
which the con- 
stant magnetic 
field is produced 
by an electro- 
magnet. The coil 
of this electro- 
magnet is known 
as the field coil. 

ELECTROLYTE. 
The liquid or 
chemical paste which is used between 
the electrodes of a dry cell storage 
battery or electrolytic condenser. 






» Cardboard container 

. Wax-impregnated inner liner 

.. Pure wax filler. 

Etched aluminum foll. 

. Cellulose separator. 

. Terminal lead. 

f . insulated push-back leads. 

ELECTROLYTIC CONDENSER. A 
fixed condenser in which the dielectric 
is a thin film of gas formed on the sur- 
face of one aluminum electrode by a 
liquid or paste electrolyte. 

ELECTROMAGNET. A coil of wire, 
usually wound on an iron core, which 
produces a strong magnetic field when 
current is sent through the coil. 

ELECTROMOTIVE FORCE. Voltage. 


ELECTRON. A small active particle of 
negative electricity. Some electrons 
are closely associated with atoms of 
matter, while others, called free elec- 
trons, move readily between atoms un- 
der the influence of electric or mag- 
netic fields. It is the movement of elec- 
trons through a conductor which con- 
stitute an electric current. 


ELECTRON EMISSION. The ejection 
of electrons from the surface of a ma- 
terial into surrounding space due to 
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causes. In a thermionic vacuum tube, 
electron emission from the cathode is 
produced by heat from the filament. 


:ELECTRON GUN. In a cathode-ray 
tube or television picture tube, the 
cathode, the control grid and the first 
and second anodes; these being the 
parts that produce the electron beam 
and direct it against the fluorescent 
Screen. 


ELECTRONIC CONTROL. The con- 
trol of a machine or device by apparatus 
employing electron tubes. 


ELECTRONICS. A broad field of elec- 
tricity covering work with all types of 
apparatus employing electron tubes for 
industrial applications. Radio and tele- 
vision are major branches of the elec- 
tronic field. 


ELECTRON TUBE. Any partly-evacu- 
ated, completely-evacuated or gas-filled 
tube used to control the flow of elec- 
trons in.a circuit. Vacuum tubes, pho- 
totubes, mercury vapor rectifier tubes 
cathode ray tubes are all electron 
tubes. : 

ELECTROPHORUS. An insulating 
disc and a metallic plate which, when 
placed together and the disc electri- 
fied by friction, produce opposite elec- 
tric charges on the two elements when 
separated. 


ELECTROSCOPE. An instrument for 
detecting the presence of an electric 
charge, or for determining the polarity 
of electric charges. 


ELECTROSTATIC CAPACITY. The 
ability to receive and retain an electric 
charge. The capacity of a condenser, 
measured in microfarads or farads. 
Capacitance or permittance. The sym- 
bol is C. 

ELEMENT. One of the ninety-three 
known basic forms of matter which 
make up the universe. The term is also 
used to refer to the important parts 
of a device; thus, the cathode, grid and 
plate would be called the elements of a 
triode vacuum tube. 


E.M.F. Electromotive force or voltage." 


ENAMELED WIRE. Wire coated with 
an insulating layer of baked enamel. 
ENERGY. The ability to do work, or 
to cause movement against an oppos- 
ing force when utilized in suitable 
equipment. Energy exists in bodies 
that are in motion, in bodies such as 
springs that are in a strained position, 
in electromotive force, in chemicals, 
and in heat. Energy existing in one 
form may be changed to energy exist- 
ing in other forms; as when chemical 
energy in a battery changes to electro- 

motive force. 
ENVELOPE. The glass or metal hous- 
ing of a radio tube. 


EQUALIZING SIGNAL. The portion 
of a television signal that insures that 
the two fields making up one frame 
start at the correct positions on the 
picture area of the picture tube at the 
receiver. 

ESCUTCHEON. The ornamental wood, 
metal or plastic framework for a radio 
dial, tuning indicator or other panel- 
mounted part in a radio receiver or 
amplifier. 


ETHER. The medium which is sup- 
posed to fill all space, and through 
which radio, ħeat, and light waves are 


supposed to travel. Its existence has 
not yet been definitely proved. 


EXCITER. A small generator for sup- 
plying direct current to the field wind- 
ings of an alternator. Sometimes re- 
fers to an oscillator. 


EXPLOSION-PROOF. Enclosed in a 
case which is capable of withstanding 
an explosion of a specified gas or 
vapor within it, and of preventing the 
ignition by sparks, flashes or explo- 
sions of that gas or vapor surrounding 
the enclosure. 


F. Frequency. 


F. Fahrenheit. Scale of temperature. 


FACSIMILE. A system of radio com- 
munication in which photographs, 
drawings, handwriting, and printed 


matter of any kind are transmitted to 
receivers which feed into facsimile re- 
corders. 

FACSIMILE RECORDER. An instru- 
ment which reproduces on paper the 
illustration, writing or printed matter 
being transmitted by a facsimile sys- 
tem. ` 

FADING. An essentially regular rise 
and fall due to variations in transmis- 
sion conditions along the path taken by 
the radio waves from the transmitting 
station to the receiver. 


FAHRENSTOCK CLIP. A spring-type 
terminal to which a temporary connec- 
tion can readily be made. 

FAHRENHEIT. The temperature- 
measuring system generally used in the 
United States, in which 32 degrees is 
the temperature of melting ice and 212 
is the temperature of boiling water at 
sea level. 

FARAD. The basic unit of capacity, but 
too large for practical use. The micro- 
farad, equal to one millionth of a farad, 
is a more practical unit for radio work. 
An even smaller unit, the micro-micro- 
farad, is also used in radio; it is equal 
to one millionth of a microfarad. 

F.C.C. Federal Communications Com- 
mission. A commission appointed by 
the President of the United States and 
given licensing and regulating author- 
ity on matters dealing with wire and 
radio communication in the United 
States and its possessions. 


FEEDBACK. Transfer of energy from 
one point in an electrical system to a 
preceding point, such as from the out- 
put back to the input. 

FEEDER. Any conductors of a wiring 
system between the service equipment, 
or the generator switchboard of an 
isolated plant, and the overcurrent de- 
vices that protect branch circuits. 


FIDELITY. The faithfulness with which 
part or all of an electrical system de- 

. livers an exact reproduction of the in- 
put signal wave form. 

FIELD. The effect produced in sur- 
rounding space by an electrically 
charged object, by electrons in motion, 
or by a magnet. š 


FIELD. 1. Magnetic or electromagnetic 
field; the space in which appear the 
magnetic lines of force around a mag- 
net or an electromagnet. 2. Electro- 
static field; the space between two 
opposite electric charges, in which ap- 


pear electrostatic lines of force. 3. Tel- 
evision field; one travel of thé scan- 
ning beam over the picture image area 
in the television camera. There are 
two fields per frame. 

FIELD COIL. In an electrodynamic 
loudspeaker, the coil which produces 
the constant-strength magnetic field. 


FIELD FREQUENCY. In television 
systems employing interlaced scanning, 
this term refers to the number of times 
per second the frame area is fraction- 
ally scanned. 


FIELD MAGNET. The permanent 
magnet or electromagnet which sup- 
plies a magnetic field in a generator, 
motor or other electrical equipment. 

FILAMENT. The resistance wire 
through which filament current is sent 
in a vacuum tube to produce the heat 
required for electron emission. When 
electron emission is from the surface 
of the filament wire itself, the filament 
is also serving as the cathode. When 
the filament merely supplies heat to a 
separate cathode electrode, we have a 
heater-type or indirectly-heated tube. 


FILAMENT CIRCUIT. The complete 
circut over which filament current flows 
from the A battery, filament winding 
or other filament voltage source to the 
filaments of radio tubes and pilot 
lamps. 


FILAMENT CURRENT. The current 
supplied to the filament of a vacuum 
tube for heating purposes. 

FILAMENT VOLTAGE, The voltage 
value which must be applied to the fila- 
ment terminals of a vacuum tube in 
order to provide the rated value of fila- 
ment current. 

FILAMENT WINDING. A separate 
secondary winding provided on the 
power transformer of a radio receiver 
or other a.c.-operated apparatus for use 
as a filament voltage source. 

FILTER. A resistor, coil, condenser. or 
any combination of these parts which 
is used to block or attenuate alternat- 
ing currents at certain frequencies while 
allowing essentially unimpeded flow of 
currents at other frequencies or of di- 
rect current. Thus, the filter in a radio 
power pack is a coil, condenser and re- 
sistor combination. which receives a 





pulsating direct current having many 

a.c. components, but delivers an essen- 

tially pure and constant direct current. 

FILTER CHOKE. A coil used in a fil- 
ter system to pass low 5 
frequency currents or di- > 
rect current while limit- 
ing т текне the flow 
of higher-frequency al- Р 
ternating or pulsating e» 
currents. 

FILTER CONDENSER. A condenser 
used in a filter system to permit pas- 
sage of higher-frequency currents while 
_limiting or blocking the flow of lower- 
frequency currents and direct current. 

FIRST AUDIO STAGE. The first stage 
in the audio amplifier of a radio re- 
ceiver. Audio signals are fed into this 
stage by the detector of a t.r.f. receiver, 
and by the second detector of a super- 
heterodyne receiver. 

FIRST DETECTOR. That stage in a 
superheterodyne receiver in which the 
incoming moduated r.f. signal and the 
r.f. signal from the local oscillator are 

combined to produce the i. signal. 


FITTING. A part such as a bushing or 
locknut which is intended to perform 
some mechanical function, rather than 
electrical, in a wiring system. 

FIXED CONDENSER... A condenser 
having a definite capacity value which 
cannot be adjusted. 

FIXED RESISTOR. A resistor having 
a definite ohmic value which cannot be 
adjusted. | 





FLEXIBLE METAL CONDUIT. A 
hollow tube formed by spirally wound 
metallic strips, within which are placed 
insulated electric wires for protection 
and support. 

FLUORESCENT LAMP. A form of 
lamp which emits visible light when 
fluorescent material (phosphors) on 
the inside of the lamp tube are struck 
by streams of electrons passing be- 
tween electrodes in the ends of the 
tube. 

FLUORESCENT SCREEN. A coating 
of chemical material which glows when 
bombarded by electrons. In a cathode 
ray tube, the coating is on the inside 
surface of the evacuated glass enve- 
lope of the tube. 

FLUX. The magnetic lines of force in 
a magnet or in a magnet and its mag- 
netic field. The flux, in magnetism, is 
similar to the current in electric cir- 
cuits, since both terms refer to a flow. 

FLYBACK PERIOD. A periol or in- 
terval during which the scanning beam 
in the television camera is extinguished 
or is blanked while the controls which 
move the beam return to the condi- 
tions at which the following trace is to 
be made over the picture image. 

F.M. Frequency modulation. Also writ- 
ten.as f-m or FM. 

FOCUSING CONTROL. In a cathode 
ray oscilloscope or television system, 
the control which adjusts the size of 

. the visible spot produced at the screen 
by the electron gun in a cathode ray 
tube. 

FOUR-WAY SWITCH. A switch used 
in a circuit that permits a single lamp 
to be controlled from any of three or 
more positions. The switch has four 
terminals which alternately are joined 
together in different pairs. 

FRAME. In television, one complete 
scanning of every part of the field of 
view being transmitted. 

FRAME. One complete scanning of the 
image in the television camera tube. 
One frame consists of two fields. 


FRAME FREQUENCY. In television, 
the number of times per second the 
frame area is completely scanned. 


FRAMING CONTROL. In television, 
a general term applying to any of the 
control knobs used for adjusting the 
centering, width and height of the re- 
produced image. 

FREE ELECTRONS. Those electrons 
which are free to move between the 
atoms of a material when acted upon 
by electric or magnetic. forces. 

FREQUENCY. The number of com- 
plete cycles per second which an elec- 
tric current, a sound wave or a vibrat- 

: ing object undergoes. Frequency in 
cycles is equal to the velocity divided 

“Әу the wavelength. 


FREQUENCY CONVERTER. A cir- 
cuit or device which changes the fre- 
quency of an alternating current. Thus, 
the oscillator and mixer-first detector 
stages make up the frequency conver- 
ter of a superheterodyne receiver. 


FREQUENCY DISTORTION. A type 
of distortion which occurs when a cir- 
cut or device amplifies or transmits un- 
equally the different frequencies it is 
handling. 


FREQUENCY MODULATION. A rel- 
atively new system of radio broadcast- 
ing perfected by Major E. H. Arm- 
strong, in which the amount of devia- 
tion in frequency above and below the 
resting frequency is at each instant 
proportional to the amplitude of the 
sound wave being transmitted, and the 
number of complete deviations per sec- 
ond above and below the resting fre- 
quency is equal to the frequency of the 
sound wave being transmitted. 

Advantages of this system include al- 
most complete freedom from atmos- 
pheric and man-made interference, as 
well as little or no interference between 
stations, thereby permitting the trans- 
mission of a much greater volume 
range and a wider audio frequency 
range than is possible with amplitude 
modulation. One disadvantage is the 
necessity of employing ultra-high car- 
rier frequencies, at which the range of 
a station is limited to approximately 100 
miles. 

FREQUENCY RESPONSE. A rating 
or graph which expresses the manner 
in which a circuit or device handles the 
different frequencies falling within its 
operating range. Thus, the frequency 
respense of a loudspeaker may be speci- 
fied as being essentially flat, or uni- 
form between 100 and 6000 cycles. 

FULL-WAVE RECTIFIER. A radio 
tube or other device which rectifies an 
alternating current in such a way that 
both halves of each input a.c. cycle ap- 
pear in the pulsating rectified output 
A full-wave rectifier tube contains two 


separate diode sections, one passing. 


current during one alternation, and the 
other passing current during the oppo- 
site half cycle. 

FUSE. A strip or wire of metal which, 
when it carries an electric current 
greater than the capacity or rating of 
the fuse, will become so heated by the 
excess of current as to melt or burn 
out. The fuse is connected in the cir- 
cuit to be protected against overcur- 
rent, and melts to open the circuit 
when overcurrent exists in the circuit. 
A fuse sometimes is called a cutout. 
Other overcurrent protective devices 
include automatic relays and circuit 
breakers. 


G 


GAIN. In an amplifier stage or system, 
the ratio of output voltage, current or 
power to input voltage, current or 
power. Usually expressed in decibels. 

GALENO. Lead sulphide, a shiny bluish 
gray mineral often used as the crystal 
in a crystal detector. 

GANG SWITCH. Two or more rotary 
switches mounted on the same shaft 
and operated by a single control. 

GANG TUNING CONDENSER. Two 
or more variable tuning condensers 


mounted on the same shaft and oper- 
ated by a single control. 





GANG TUNING 
CONDENSER 


GANG SWITCH 
(ROTARY) 

GASEOUS TUBE. An electronic tube 
into which a small amount of gas or 
vapor is admitted after the tube has 
been evacuated. Ionization of the gas 
molecules during operation of the tube 
gives greatly increased current flow. 

GAS-FILLED LAMP. An incandescent 
lamp whose bulb is filled with nitrogen 
and argon gases which permit operat- 
ing the filament at higher temperatures 
than in vacuum lamps. i 

GENERATOR. A rotating machine 
which converts mechanical energy into 
electrical energy. Also, a radio device 
or circuit which develops an a.c. volt- 
age at a desired frequency when ener- 
gized with d.c. or low frequency a.c. 
power. 


GETTER. An alkali metal introduced 
into a vacuum tube during manufacture 
and vaporized after the tube has been 
evacuated, to absorb any gases which 
may have been left by the vacuum 
pump. The silvery deposit on the in- 
side of the glass envelope of a tube, 
usually near the tube base, is the re- 
sult of getter vaporization. 

GHOST IMAGE. In television, an un- 
desired duplicate image appearing a 
fraction of an inch to one side of the 
desired image, due to reception of a 
reflected signal along with the signal 
coming directly from the television sta- 
tion. The remedy involves using a 
directional receiving antenna adjusted 
so it will receive signals coming over 
only one path. 

GLASS-TYPE TUBE. A vacuum tube 
or gaseous tube having a glass enve- 
lope or housing. 

GLOW LAMP. A gaseous tube having 
a glass envelope through ; 
which can be seen a glow " 
due to ionization of the 
molecules of gas. Neon gas 
gives a red glow, mercury 
vapor gives blue, and argon 
gas gives a light purple 
glow. ‘Also called glow tube. 

GRAM. The unit of weight in the metric 
system. One pound is equal to 453 
grams. 

GRID. An electrode mounted between 
the cathode and the anode of a radio or 
electronic tube to control the flow of 
electrons from cathode to anode. The 
grid electrode is usually either a cy- 
lindrical-shaped wire screen or a spiral 
of wire through which electrons can 
readily move. - 


GRID BIAS. Another term for C bias, 
which is the voltage used to make the 
control grid of a radio tube negative 
with respect to the cathode. 

GRIP CLIP. A spring clip used to make 
an easily removable connection to the 
cap terminal located at the top of 
some radio tubes. 

GRID CONDENSER. A small fixed 

` condenser inserted in the grid circuit of 
a vacuum tube. 
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GRID LEAK. A resistor of high ohmic 

. value, used to connect the control grid 
to the cathode in a grid leak-condenser 
detector circuit. 


GRID-LEAK-CONDENSER DETEC- 
T A type of detection in which 
a.f. potentials developed across a grid 
resistor by the flow of grid current 
through that resistor result in plate 
current changes at the desired audio 
frequencies. This type of detector is 
identified by the presence of a grid 
leak and grid condenser in the grid 
circuit. 


GRID RETURN. The lead or connec- 
tion which provides a path for electrons 
from the grid circuit or C bias battery 
to the cathode. 


GRILLE. An arrangement of wood or 
metal bars placed across the front of 
the loudspeaker in.a radio receiver for 
protective purposes and to enhance the 
design of the cabinet. 


GRILLE CLOTH. A loosely woven 
cloth stretched behind the loudspeaker 
grille of a radio receiver to keep dust 
and other foreign matter out of the 
loudspeaker diaphragm. Sound waves 
travel unimpeded through this cloth. 


GROMMET. A special washer, made of 
rubber or other insulating material, used 
to prevent a wire from touching the 
sides of a chassis hole through which 
the wire is run. 


GROUND CLAMP. A metal strap or 
clamp used for making a good electrical 
connection to a ground rod or grounded 
pipe. The clamp has a screw terminal 
or soldering lug to which the ground 
wire of a radio receiver can readily be 
attached. 

GROUND WIRE. The wire used to 
connect the ground terminal of a radio 
receiver or transmitter to a ground 
clamp or other grounded object. 


GROUND WAVES. Radio waves which 
travel along the surface of the earth 
instead of going up into the sky. 


GROUNDING CONDUCTOR. A wire 
or other conductor used to connect 
electrical equipment or one of the con- 
ductors in a wiring system with 
ground or with a grounding electrode 
buried in the earth. 


GUTTER. A trough or recess for wire 
leads and wire splices in a cabinet or 
ох. 
GUY WIRE. A wire used to brace the 
mast or tower of a transmitting or re- 
ceiving antenna system. I 


H 


HALF-WAVE RECTIFIER. A radio 
tube or. other device which converts 
alternating current into pulsating direct 
current by allowing current to pass 
only during one half of each alternating 
current cycle. A half-wave rectifier 
tube contains only one diode section. 

, HARMONIC. A multiple of any par- 
ticular frequency. Thus, the second 
harmonic of a fundamental frequency 
would be equal to two times that fun- 
damental frequency. 

HARMONIC DISTORTION. Another 
name for wave form distortion. 

HARTLEY OSCILLATOR. A vacuum 
tube oscillator circuit identified by a 
tuned circuit which employs a tapped 
winding connected between the grid 


and plate of the vacuum tube, with the 
tap going to the cathode. 


HAZARDOUS LOCATIONS. Loca- 
tions in which special types of elec- 
trical equipment and devices are re- 
quired to insure safety. Places where 
flammable materials are stored other 
than in original containers, where dust 
may become combustible or explosive, 
where dust and dirt collect in such 
quantities as to cause overheating, and 
where combustible materials аге 
handled, manufactured, stored or used. 


HAZELTINE LICENSED. Radio ap- 
paratus which uses Hazeltine patents 
under a licensing agreement with the 
Hazeltine Corporation. 

HEADPHONE. A small telephone re- 
ceiver, held against an 
ear by a clamp passing 
over the head, used for 
private reception of ra- 
dio programs or for 
reception of signals 
which are too weak to 
provide loudspeaker 
volume. Headphones are usually used 
in pairs, one for each ear, with the 
clamping strap holding them both in 
position. 

HEATER. A filament used in a vacuum 
tube only for the purpose of supplying 
heat to an indirectly heated cathode. 


HEAVISIDE LAYER. A layer of iron- 
ized gas which scientists believe exists 
in the region between 50 and 400 miles 
above the surface of the earth, and 
which reflects radio waves back to earth 
under certain conditions. Also called 
the Kennelly-Heaviside layer. . 

HELIX. A coil formed by a single-layer 
spiral winding, usually with no iron in 
the core space. 

HENRY. The practical unit of induc- 
tance. 


HIGH-FIDELITY RECEIVER. A re- 
ceiver capable of reproducing audio 
frequencies in a range from 50 to about 
8,000 cycles or wider without serious 
distortion. A receiver which approaches 
the goal wherein the reproduced pro- 
gram cannot be distinguished from the 
original studio program. 

HIGH-FREQUENCY TRIMMER. In 
a superheterodyne receiver, the trimmer 
condenser which controls the calibra- 
tion of a tuning circuit at the high- 
frequency end of a tuning range. 

HOLD CONTROLS. In a television re- 
ceiver, the two  manually-adjusted 
controls which adjust the natural 
oscillating frequencies of the oscillators 
employed in the horizontal and vertical 
sweep circuits. 

HOOK-UP. A diagram giving circuit 
connections for a radio receiver, ampli- 
fier or transmitter. 

HORIZONTAL OSCILLATOR. In a 
television receiver, the oscillator that 
uses the horizontal synchronizing and 
blanking signals to produce voltages 
which, when amplified, operate the de- 
Е plates or coils in the picture 
tube. 

HOT-CATHODE TUBE. A vacuum or 
gaseous tube in which the cathode is 
heated to provide electron emission. 

HOT WIRE METER. A current-indi- 
cating. meter whose pointer is allowed 
to move across the dial when a wire 
inside the meter is heated and ex- 
panded by the measured current flow- 
ing through this wire. 
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HOWL. An undesirable audio frequency 
oscillation occurring in a radio or am- 
plifier system, due either to electrical 
or acoustic feedback. ` 

HUM. A low and constant audio fre- 
quency, usually either 60 to 120 cycles, 
heard in the background of a received 
radio program. A defective filter con- 
denser in an a.c. power pack is a com- 
mon cause of hum in a radio receiver. 


HYDROMETER. A weighted hollow 
bulb with an extended graduated stem 
which, when partially immersed in a 
liquid, sinks to a level such that the 
specific gravity of the liquid is indi- 
cated on the stem. 

HYSTERESIS. In the iron or steel of 
a magnetic circuit energized by a coil 
winding, the lag of magnetic flux be- 
hind the rate at which current in- 
creases in the coil, and the lag in 
reduction of flux behind the rate at 
which coil current decreases. There is 
a similar effect or similar lag of elec- 
trostatic flux in a dielectric with 
changes of voltage which produce the 
flux. 


I. Commonly used to designate current. 


ICONOSCOPE. A form of cathode-ray 
tube used in the camera of a television 
transmitter. The tube contains a mo- 
saic or an area covered with photo- 
sensitive globules on which the image 
is focused, also a conductive plate and 
a collector which réceives electrons 
emitted by the sensitive globules. 
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I.F. Intermediate frequency. 


IMAGE. Ап interfering signal whose 
frequency is twice the I.F. frequency 
of receiver. 

IMAGE DISSECTOR. A cathode ray 
television’ pickup tube. Construction 
and operating principles are different 
from those of the iconoscope, but serves 
essentially the same purpose of convert- 
ing a scene into corresponding electri- 
cal impulses. 

IMAGE RATIO. The ratio of the 
strength of a signal to its image. Used 
to indicate selectivity of a receiver. 

IMAGE RECONSTRUCTOR. The cath- 
ode ray tube used in a television re- 
ceiver to convert received signals to 
original picture. š 

IMPEDANCE. The total opposition 
which a radio part or circuit offers to 
the flow of alternating or pulsating di- 
rect current at a particular frequency. 
Impedance is a combination of resist- 
ance and reactance, and is measured in 
ohms. 

IMPULSE. A momentary increase in 
the current or voltage in a circuit. 





INCANDESCENT LAMP. An electric 
_Jamp in which light is produced by the 
white-hot temperature of the filament 
in which heat is produced by current 
flowing against the resistance of the 
filament. 


INDOOR ANTENNA. A receiving an- 
tenna system located entirely inside a 
building, either under a rug, around the 
walls, or in the attic. 


INDUCED VOLTAGE. A voltage pro- 
duced in a circuit by changes in the 
number of magnetic lines of force 
which are linking or cutting through 
the conductors of the circuit. 


INDUCTANCE. That property of a 
coil or other radio part which tends to 
prevent any change in current flow. 
Inductance is effective only when vary- 
ing or alternating currents are present; 
it has no effect whatsoever upon the 
flow of direct current. Inductance is 
measured in henrys. ` 


INDUCTION. Electromagnetic induc- 
tion is the production of an emf or 
voltage in a conductor which moves 
through a magnetic field and cuts 
across the lines of force, or when the 
magnetic field is moved across the con- 
ductor. Magnetic induction is the pro- 
duction of magnetism in a piece of 
iron or steel by magnetic lines of force 
from another magnet. 

INDUCTION MOTOR. An alternating- 
current motor in which energy from 
stationary windings is transferred to 
conductors on the revolving rotor by 
electromagnetic induction, and т 
which the rotor receives no current 
through any conductive connections 
such as brushes and a commutator or 
slip rings. 2. 

INDUCTIVE COUPLING. A form of 
coupling in which energy is transferred 
from a coil in one circuit to a coil in 
another circuit by induction. Magnetic 
lines of force produced by the flow of 
current through one oil cause an. a.c. 
voltage to be induced in the other coil. 


INDUCTIVE REACTANCE. Reactance 

` due to the inductance of a coil or other 
part in an alternating current circuit. 
Inductive reactance is measured in 
ohms, and is equal to the inductance in 
henrys multiplied by the frequency in 
cycles, times the number 6.28; inductive 
reactance therefore increase with fre- 
quency. 

INSTANTANEOUS VALUE. The volt- 
age, current or other value at some 
instant of time in a circuit. wherein 
the voltage or current is continually 
changing, as with alternating current. 

INSTRUMENT TRANSFORMER. A 
current transformer, which see. 

INSULATION. Any material which has 
a sufficiently high electrical resistance 
to permit its use for separating one 
electrical circuit, part or wire from 
others. Cotton, silk, baked enamel, 
mica, porcelain, rubber and bakelite are 
a few of the common insulating mate- 
rials used in radio. 

INSULATOR. A part made of insula- 
tion in a form suitable for supporting 
electrical conductors or for separating 
them electrically from other con- 
ductors. 

INTELLIGENCE SIGNAL. Any signal 
which conveys information, such as 
voice, music, code, television pictures, 
facsimile photographs, diagrams, writ- 
ten and printed matter, etc. 


INTERCOMMUNICATION SYSTEM. 
An amplifer system which provides 
two-way communication between two 
or more rooms in a building. Each 
station in the system contains a micro- 
phone and loud-speaker, usually com- 
bined as a single dynamic unit; a 
headphone or telephone receiver is 
sometimes provided also for private 
reception of messages. 
.may be connected to each other by 
wire cables, or may receive and trans- 
mit messages through the electric wir- 
ing system in the building. 
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INTER-ELECTRODE CAPACITY. 
The capacity which exists between two 
electrodes in a vacuum tube. Although 
this is usually a very low value, it be- 
comes extremely important when tubes 
are operated in ultra-high frequency 
circuits. 

INTERFERENCE. Noises or undesired 
radio programs which interfere with 
reception of a desired radio program. 

INTERFERENCE FILTER. A device 
used between source of interference 
and a radio to attenuate or eliminate 
noise. Generally consists of a capacity 
and inductance which offers a high im- 
pedance to noise impulses. 

INTERLACED SCANNING. In tele- 
vision, a type of. scanning to which 
every other line of the image is 
scanned during one downward travel 
of the scanning beam, and the remain- 
ing lines are scanned during the next 
downward travel of the scanning beam. 

INTERMEDIATE FREQUENCY. Ina 
superheterodyne receiver, the frequency 
to which all incoming carrier signals 
are converted before being fed into the 
intermediate frequency amplifier. 

INTERMEDIATE FREQUENCY AM- 
PLIFIER. That section of a superhet- 
erodyne receiver which is designed to 
amplify signals with high efficiency at 
a predetermined frequency called the 
intermediate frequency of the receiver. 










INTERMEDIATE FREQUEN. cci. 
CY TRANSFORMER. A trans- PAPA 
former used at the input and EE 


output of each if. amplifier 
stage in a superheterodyne re- 
ceiver for coupling purposes f 
and for providing selectivity. i 
INTERMEDIATE LAMP- 
HOLDER. A lampholder having a 
nominal screw diameter of 21/32 inch. 


INTERMITTENT RECEPTION. A 
type of radio receiver trouble in 
which the receiver performs normally 
for a time, then bécomes dead or dis- 
torts the programs, with the process 
repeating itself. 

INTERNAL RESISTANCE. The re- 
sistance of conductors inside some 
electrical equipment or device; the re- 
sistance of the device or equipment 
measured between its terminal connec- 
tions. The resistance of conductors 
through which currents flow inside a 
battery, generator or motor. 


INTERNATIONAL MORSE CODE. 
The code used universally for. radio 


The stations - 


telegraphy, and also used for wire 
telegraphy in some European countries. 
It is also known as the Continental 


Code. : 


INVERSE FEEDBACK. Intentional 
negative feedback or degeneration, in- 
troduced in an amplifer or single 
vacuum tube stage for the purpose of 
reducing distortion, thereby permitting 
greater power output. 


INVERTED L ANTENNA. The con- 
ventional antenna used for broadcast 
reception, having a long horizontal 
portion suspended between insulators, 
with the single wire lead-in connected 
to one end of the horizontal portion. 


ION. An atom or molecule which has 
fewer or more electrons than normal. 
A positive ion is one which has lost 
electrons, and a negative ion is one 
which has acquired more electrons 
than normal. | 


IONIZATION. An action whereby 
atoms or molecules of gas in an 
electronic tube are converted into 


electrically charged ions which are at- 
tracted by charged electrodes. Ioniza- 
tion makes a gaseous tube more con- 
ductive than an equivalent vacuum 
tube. 


IR DROP. A technical expression some- 
times used to designate the voltage 
drop developed across a resistance by 
the flow of current through the re- 
sistance. 


IRON-CORE COIL. A coil having iron 
inside its windings. The iron is usu- 
ally in the form of laminations, but it 
may also be pulverized iron mixed 
with a binding material. 


IRON-CORE TRANSFORMER. A 
transformer in which iron makes up 
part or all of the path for magnetic 
lines of force traveling through the 
transformer windings. 


ISOLANTITE. A high-quality insulat- 
ing maferial used^in the construction 
and mounting of radio parts, particu- 
larly those employed in ultra-high fre- 
quency circuits. 


ISOLATED PLANT. A private elec- 
trical installation deriving energy from 
its own generator driven by a prime 
mover such as a gas engine, 


ISOLATING SWITCH. A switch in- 
tended only for disconnecting its cir- 
cuit from a source of power after the 
circuit has been opened and current 
stopped by some other means. 


J 


JACK. A plug-in type spring terminal 
widely used in radio apparatus for 
temporary connections. A connection 
is made to a jack simply by plugging 
into it a probe or plug attached to a 
flexible insulated wire or cable. Some 
jacks have extra contacts which are 
opened or closed when the probe is 
inserted, thereby giving automatic 
switching action. 


JAMMING. Intentional transmitting of 
radio waves in such a way as to inter- 
fere with reception of signals from an- 
other station. 

JOULE. A unit of electrical energy or 
of work, equal to the energy trans- 
ferred by a power rate of one watt 
continuing for one second. The work 
done by sending one ampere of elec- 





Radio Dictionary 


tricity through a resistance of one ohm 
for one second. 


JUMPER. A wire used to connect two 
points together temporarily. 


K. Letter used to designate the cathode 
of a radio tube. 


KC. Kilocycle. 


KENNELLY-HEAVISIDE LAYER. A 
layer of ionized gas supposed to exist 
in the region between 50 and 400 miles 
above the surface of the earth. It re- 
flects radio waves back to earth under 
certain conditions, making possible 
long-distance recep- 
tion. 

KEY. A lever-type % 
switch designed for 
rapid opening and - 
closing of a circuit during transmission 
of code signals. 


KILOCYCLE. One thousand cycles but 
commonly interpreted as 1,000 cycles 
per second. 


KILOWATT. One thousand watts. 


KINESCOPE. A cathode ray tube de- 
veloped by the Radio Corporation of 
America and used in television receiv- 
ers for the purpose of reproducing on 
a screen the scene originally televised. 


KIRCHOFF’S CURRENT LAW. A 
fundamental electrical law which states 
that the sum of all the currents flowin 
to a point in a circuit must be equa 
to the sum of all the currents flowing 
away from that point. 


KIRCHOFF’S VOLTAGE LAW. A 
fundamental electrical law which states 
that the sum of all the voltage sources 
acting in a complete circuit must be 
equal to the sum of all the voltage 
drops in that same circuit. 


KNIFE SWITCH. A switch in which 
one or more flat metal blades, each 
pivoted at one end, serve as the mov- 
ing parts. The blades are usually of 
copper; when the switch is closed, they 
make contact with flat gripping spring 
clips and complete the circuit. 








KNOB. A radio part, usually round but 

. sometimes having a pointer or other 
position-indicating means, which is at- 
tached to the end of a control shaft 
to make it easier to rotate the shaft 
with the fingers. 


KW. Kilowatt. 
L. The letter commonly used on circuit 


diagrams and in formulas to designate 
an inductance or coil. 


LAMINATED. A type of construction 
widely used for the cores of iron core 
transformers, choke coils, electromag- 
nets, motors and generators. It in- 
volves building up the desired shape 
of core with thin strips of a magnetic 


material such as soft iron or silico 
Steel. s 


LAMPHOLDER. A screw shell device 
for receiving the screw base of an in- 
candescent lamp bulb or other part 
with a similar screw base, and for 
making electrical connections to the 
part thus held. Often called a lamp 
socket. 


LAPEL MICROPHONE. A small mi- 
crophone which can be attached to a 
lapel or pocket by means of a clip. 


LAYOUT. A diagram indicating the 
placement of parts on a panel or 
chassis. 


LEAD-ACID BATTERY. A storage 
battery in which the plates for the 
cells have active materials of sponge 
lead and lead peroxide, and in which 
the electrolyte liquid is a mixture of 
sulphuric acid and water. The most 
common type of storage battery. 


LEAD-IN. A wire which serves to con- 
nect the outdoor signal pickup portion 
of an antenna system with the antenna 
terminal of a radio receiver. 


LEAD-IN INSULATOR. A porcelain 
tube inserted in a hole drilled through 
an outer wall or window frame of a 
house. The lead-in wire of the antenna 
is run through this tube. 


LEAKAGE. Undersirable flow of cur- 


rent through. or over the surface of 


an insulating material This term is 
also used to describe magnetic flux 
which wanders off into space without 
doing useful work. 


LEAKAGE FLUX. That portion of the 
total magnetic flux which does not link 
all of the turns of wire in a coil or 
transformer and is consequently 
wasted. 


LEAKAGE RESISTANCE. The resist- 
ance of a path taken by leakage cur- 
rents. Thus, the leakage resistance of 
a condenser is the normally high re- 
sistance which it offers to the flow of 
the direct current. 


LEYDEN JAR. A form of condenser 
consisting of a glass jar which acts as 
the dielectric, coated inside and out- 
side with tin foil which acts as the 
conductive plates. 

LIGHTING OUTLET. In a building 
wiring system an outlet intended for 
direct connection of a lampholder, a 
. lighting fixture, or a cord that carries 
a lampholder. . 

LIGHTNING AR- 
RESTER. А pro- 
tective ` device used 
to sidetrack directly 
to ground a dis- k 
charge of lightning which strikes a 
radio receiving or transmitting, an- 
tenna. 
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LIMITER. In a frequency modulation 


radio receiver, a tube circuit which 
eliminates any amplitude modulation 
which may have affected the carrier 
wave and leaves only the frequency 
modulation. 


LINE CORD. A two-wire cable ter- 
minating in a two-prong plug, used to 
connect a radio receiver to an a.c. or 
d.c. wall outlet. Sometimes this cord 
also includes a resistance wire used 
for the purpose of reducing the line 
voltage to the value required by the 
series-connected fllaments of the tubes. 


LINE FILTER. A device 


LOW-FREQUENCY PADDER. 
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inserted between the line Ч 
cord plug of a radio re- 
ceiver and the power line j 
to block noise signals which might 
otherwise enter the receiver from the 
power line. It contains one or more 
choke coils and condensers. 





LINE OF FORCE. A path through 


space between magnetic poles or elec- 
trostatic poles, along which acts the 
magnetic force or electrostatic force 
as shown by lines drawn between the 
poles on a sketch. 


LINE VOLTAGE. The voltage existing 


at a wall outlet or other terminals of 
a power line system. In the United 
States, the line voltage is usually be- 
tween 115 and 120 volts, but may vary 
at times as much as five volts above 
and below these limits. 


LOAD. Lamps, motors, heaters, or any 


other energy-consuming or power- 
consuming equipment connected to a 
battery, generator or a circuit supply- 
ing power and energy. The load might 
be measured in watts, watt-hours, 
ohms of resistance, amperes, volts, or 
any other unit which would indicate 
the size or magnitude of the load. 


LOG. A list of radio stations. A record 


of stations with which a radio trans- 
mitter has been in communication; 
amateur radio operators are required 
by law to keep this log. A detailed 
record describing the program being / 
broadcast each minute of the operatin 
day by a broadcast station. A recor 
of the meter readings which are re- 
quired by law to be taken at regular 
intervals in a broadcast transmitter and 
in certain other types of transmitters. 


LOGGING. Making a record of the ex- 


act dial setting at which a radio station 
is received, or making a written record 
of any other essential data in connec- 
tion with radio equipment. 


LOKTAL TUBE. A small-size glass 


radio tube having a special base, con- 
struction which locks the tube firmly 
in the corresponding special 8-prong 
loktal socket. Loktal tubes are used 
chiefly in midget a.c.-d.c. receivers and ` 
in auto radios. 


LONG WAVES. Wave lengths longer 


than the longest broadcast band wave 
length of 545 meters. Long waves cor- 
respond to frequencies between about 
20 kilocycles and 550 kilocycles. 


LOOP ANTENNA. An antenna con- 


sisting of one or more complete turns 
of wire. It may be built into a radio 
receiver cabinet or separately mounted, 
and is usually tuned to reasonance by 
a variable condenser. Loop antennas 
are used extensively in radio direction- 
finding apparatus. 


LOSSES. Energy which is dissipated 


before it accomplishes useful work. 


LOUDSPEAKER. A device for con- 


verting audio frequency signals into 
sound waves. 


LOUVER. A type of loudspeaker grille - 


construction in which sloping slats or 
equivalent parts of a molded plastic 
cabinet hide the loudspeaker yet allow 
sound waves to emerge unhindered. 
Also spelled louvre. 


In a 
superheterodyne receiver, a semi-ad- 
justable condenser which is placed in 
series with the oscillator tuning circuit, 





to control the calibration of the circuit 
at the low-frequency end of the tuning 
range. 


LOW-LOSS CONSTRUCTION. A type 
of radio part construction involving the 
use of insulating materials which main- 
tain their insulating characteristics at 
high radio frequencies. 


LUG, A small strip of metal placed on 
a terminal screw or riveted to an in- 
sulating material to provide a conveni- 
ent means for making a soldered wire 
connection. 


M. A letter sometimes used to indicate 
that a particular resistance value is to 
be multiplied by 1,000. Thus, 50M 
would mean 50,000 ohms. 

MA. Milliampere. 

MAGNET. A piece of iron or steel which 
‘has the property of attracting other 
pieces of magnetic material such as 
iron, and has the property of attracting 
or repelling other magnets. 

MAGNET WIRE. Insulated copper wire 
in sizes commonly used for winding 
coils used in electro-magnetic devices 
such as transformers, choke coils and 
relays. 

MAGNETIC CIRCUIT. A complete 
‘path for magnetic lines of force. It 
always includes the permanent magnet 
or electromagnet which is producing 
the magnetic lines of force. 

MAGNETIC FIELD. A region in space 
surrounding a magnet or a conductor 
through which current is flowing. 

MAGNETIC INDUCTION. The mag- 
netizing of iron or steel by the 
magnetic field of a magnet which is 
near to or in contact with the magne- 
tized metal. 

MAGNETIC LINES OF FORCE. Im- 
aginary lines used for convenience to 
designate the directions in which mag- 
netic forces are acting throughout the 
magnetic field associated with a perma- 
nent magnet, electromagnet or current- 
carrying conductor. 

MAGNETIC LOUD- 
SPEAKER. A loud- 
speaker consisting es- 
sentially of a perma- 

- nent magnet, a pivoted 
armature which is me-] 
chanically connected Ü 
to the diaphragm or UX 
cone, and a coil which 
is connected to the 8 
output stage of a radio 
receiver or other apparatus. Interac- 
tion between the permanent magnetic 
field and that developed in the arma- 
ture by the coil results in movement 
of the armature and production of 
sound waves by the diaphragm. 


MAGNETIC PICK-UP. A phonograph 
pick-up consisting of a permanent mag- 
net, one or two coils, an iron armature 
and a core structure so arranged that 
movement of the phonograph needle in 
the record groove varies the amount 
of magnetic flux passing through the 
coils, thereby inducing audio frequency 
voltages in the coils. 

MAGNETIC FLUX. Total number of 
magnetic lines of force acting in a 
magnetic circuit. 

MAGNETIC POLARITY. Identifica- 
tion of magnetic poles according to the 





direction of lines of force; the north 
pole being the one at which lines issue 
from the magnet, and the south pole 
the one at which they re-enter the 
magnet. 


MAN-MADE STATIC. High-frequency. 


noise signals which are produced by 
sparking in electrical apparatus or 
power lines and picked up by radio 
receivers, with the result that buzzing 
and crashing sounds are heard along 
with a desired radio program. 

MANUAL TUNING. Tuning a radio 
receiver to a desired station by rotat- 
ing the tuning control knob by hand. 

MASTER SERVICE. Service conduc- 
tors and equipment for a group of 
buildings under one management. 

MATCHING. Connecting two circuits 
or parts together with a coupling de- 
vice in such a way that the impedance 
of either circuit will be equal to the 
impedance existing between the coup- 
ling terminals to which that circuit is 
connected. 

MAXIMUM UNDISTORTED OUT- 
PUT. The maximum audio power 
output which a radio receiver or audio 
amplifier will deliver without having 
more than 10% total harmonic distor- 
tion. Tests have shown that this 
amount of distortion is not ordinarily 
noticeable or objectionable. 

MAXIMUM VALUE. The greatest 
value reached by an alternating volt- 
age or current during any instant in 
the cycle. 

MAYDAY. The international distress 
call for radiotelephone communication. 
It is derived from the French pronun- 
ciation of “M’aidez,” meaning “Help 
me.’ 

MC. Megacycle. 

MEDIUM LAMPHOLDER. A lamp- 
holder having a nominal screw diam- 
eter of one inch. 


MEG. Megohm. 

MEGACYCLE. One million cycles per 
second. 

MEGOHM. A resistance of one million 
ohms. . 


MERCURY. A heavy, silvery-colored 
metal which is liquid at ordinary room 
temperatures. When heated, it gives 
off a vapor which is highly conductive 
when ionized. 


"MERCURY VAPOR LAMP. A lamp 


in which a small quantity of mercury 
is vaporized by the heat of an electric 
discharge through argon gas, after 
which flow of current through the 
mercury vapor produces light. 


MERCURY VAPOR RECTIFIER 
TUBE. A rectifier tube containing a 
small amount of mercury. When the 
filament or heater-type cathode is 
heated, mercury vapor is produced, and 
the resulting ionization of the mer- 
cury vapor molecules gives a much 
higher plate current than would be ob- 
tained in an equivalent vacuum type 
rectifier tube. 


METALLIZED 
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RESISTOR 


RESISTOR. AĤ 
resistor made 
by depositing 
a thin film of | 
high-resistance metal on the surface of 
a tube or rod made of glass or other 
insulating material. Leads are at- 
tached to opposite ends of the unit. 
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METAL-TYPE TUBE. A vacuum or 


‘gaseous tube having a metal envelope 
or housing, with electrode: connections 
being made through glass beads fused 
into the metal envelope. Usually called 
all-metal tube. 


OCTAL BAKE: 
LITE BASE 





METAL TUBE 

Courtesy R.C.A. Mfg. Co., Inc. 

METER. The unit of length in the 
metric system; one meter is equal to 
3.28 feet. An instrument used for mak- 
ing electrical measurements. A volt- 
meter measures voltage; an ammeter 
or milliammeter measures currents; a 
wattmeter measures power; an ohm- 
meter measures resistance. 

MFD. Microfarad. 

MH. Millihenry. 


MICA. A transparent flaky mineral 
which splits readily into thin sheets 
and has excellent insulating and heat- 
resisting qualities. It is used exten- 
sively to separate the plates of con- 
densers, to insulate electrode elements 
of vacuum tubes, and for many other 
insulating purposes in radio apparatus. 

MICA CONDENSER. A condenser 
which employs sheets of mica as the 
dielectric material which insulates ad- 
jacent plates from each other. 

MICRO. A prefix meaning one mil- 
lionth. 

MICROAMPERE. One millionth of an 
ampere. 

MICROFARAD. A unit of capacity 
equal to one millionth of a farad. The 
microfarad is the capacity unit most 
commonly used in radio work. It is 
abbreviated as mfd. 


MICRO-MICROFARAD. A _ unit of 
capacity equal to one millionth of a 
microfarad, and abbreviated as mmfd. 


MICROPHONE. A device which con- 
verts sound waves into ‘corresponding 
audio frequency electrical energy. It 
contains some form of flexible dia- 
phragm which moves in accordance 
with sound wave variations. This. 
movement, in turn, generates a minute 
voltage which is fed to the input of an 
amplifier where it is amplified many 
times. There are several types of mi- 
crophones available, but the; all oper- 
ate on the above principle. Carbon 
Microphone. A microphone in which 
loosely packed carbon granules com- 
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plete the electrical circuit between two 
terminals. The resistance of this cir- 
cuit varies in accordance with varia- 
tions in the pressure exerted on the 
granules by the sound-actuated dia- 
phragm. In a _ single-button carbon 
microphone, the granules are on only 
one side of the diaphragm. In a dou- 
ble-button carbon microphone the 
granules are on both sides of the dia- 
‘phragm, giving a push-pull action 
which greatly increases the resistance 
change produced by a given dia- 
phragm movement. Condenser Micro- 
phone. A microphone in which the 
diaphragm serves as one plate of a 
condenser. Sound waves move the dia- 
phragm in and out, causing the ca- 
pacity of the microphone and the cur- 
rent through it to vary in accordance 
with the sound waves. Contact Micro- 
phone. A microphone designed to pick 
up mechanical vibrations directly and 
convert them into electrical impulses. 
It is used chiefly with string, wind, 
and percussion musical instruments, 
and is simply strapped or clamped to 
the housing of the instrument. Crystal 
Microphone. A microphone depending 
upon the piezoelectric effect, or volt- 
age produced in Rochelle salt crystals 
when subjected to mechanical stress 
such as that caused by sound waves. 
Two types are in use today, the sound- 
cell type and the diaphragm type. 
Dynamic Microphone. A microphone 
in which the diaphragm moves a voice 
coil back and forth in a constant mag- 
netic field, causing audio currents to 
be induced in the coil. A small dy- 
namic loudspeaker is often made to 
serve also as a dynamic microphone, 
particularly in two-way intercommuni- 
cation. systems. Velocity or Ribbon 
Microphone. A microphone in which 
a thin, light-weight ribbon of duralu- 
min alloy serves as the diaphragm. 
This ribbon is mounted in a powerful 
fixed magnetic field. Audio frequency 
voltages are induced in the ribbon 
when it is moved back and forth 


through the magnetic field by sound 
waves. 
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MICROPHONE PRE-AMPLIFIER 
An audio amplifier which amplifies the 
output of a microphone sufficiently so 
that the audio signal may be sent over 
a transmission line to the main ampli- 
fier. Sometimes, particularly with con- 
denser microphones, this microphone 
amplifier is mounted right on the mi- 


“MICROPHONE BUTTON. 


‘MILLI. 








crophone stand or in the microphone 
housing itself. 


A button- 
shaped container filled with carbon 
particles. When attached to the dia- 
phragm of a microphone, the resist- 
ance between the terminals of the 


button varies in accordance with 
movements of the diaphragm. 
MICROPHONE STAND. A table or 


floor-type stand used to support a mi- 
crophone in a desired position. 


MICROPHONE TRANSFORMER. 
The iron-core a.f. transformer which 
couples the microphone to a micro- 
phone amplifier, to a transmission line, 
or to the input circuit of the main 
audio amplifier. : 


MICROPHONIC. A condition in which 
mechanical movement of some radio 
part other than a microphone causes 
corresponding variations in circuit cur- 
rent. A radio tube is microphonic if a 
pinging sound is heard in the loud- 
speaker. when the side of the tube is 
tapped with a finger: the tapping is 
then setting the internal elements into 
vibration. If sound waves irom the 
loudspeaker are producing this vibra- 
tion of tube elements, the sound will 
be sustained as a howl. 


MIKE. A microphone. 


A prefix meaning one thou- 
sandth. 


MILLIAMMETER. A measuring in- 
strument which measures current flow 
in milliamperes. 


MILLIAMPERE. An electric current of 
1/1000 of an ampere. 


MILLIHENRY. A unit of inductance 
equal to one-thousandth of a henry. 
MILLIMETER. A metric unit of length 
equal to one thousandth of a meter. 
One millimeter is approximately equal 
to one twenty-fifth of an inch. 

MILLIVOLT. A unit of voltage equal 
to one thousandth of a volt. 


MIXER. A control which permits com- 
bining the output signals of two or 
more microphones or other a.f. signal 
sources in any desired proportion be- 
fore these signals are fed to the inptt 
of the main a.f. amplifier. Also, the 
Stage in a superheterodyne receiver in 
which the incoming modulated r.f. sig- 
nals are mixed with the local oscil- 
lator signals to produce the i.f. signal. 

MM. Millimeter. 


MOBILE STATION. A radio station 
operated in a movable location such 
as on an automobile, fire truck, rail- 
way train, ship or airplane. 

MODULATED AMPLIFIER. The rf. 
stage in a transmitter at which the 
intelligence signal is made to modulate 
the r.f. carrier signal. : 


MODULATED WAVE. A radio wave 
which varies either in frequency (fre- 
quency modulation) or in amplitude 
(amplitude modulation) in accordance 
with the wave form of the intelligence 
signal being transmitted. 


MODULATION. The process of vary- 
ing the frequency or the amplitude of 
an rf. carrier signal in accordance 
with the wave form of the intelligence 
signal being transmitted. 


MODULATOR. The final audio stage 
in a radio transmitter. It feeds the 
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intelligence signal into the modulated 
amplifier stage, where the signal is 
made to modulate the r.f. carrier 
signal. 


MOGUL LAMPHOLDER. A lamp- 
holder having a nominal screw diam- 
eter of 1% inches. 


MOLECULE. The group of atoms 
which constitutes the smallest particle 
in which a compound or material can 
exist separately. 


° 
MONKEY CHATTER. Garbled speech 
or music heard along with a desired 
program. This type of interference 
occurs when the side frequencies of 
an adjacent-channel station beat with 
the desired station signal. 


"MONOSCOPE. A special type of cath- 


ode ray tube which produces television 
picture signals corresponding to the 
design or picture which has been 
printed on its screen. This tube is 
used in television picture signal gener- 
ators to provide a satisfactory signal 
source for television receiver test pur- 
poses during those times when no 
television station is on the air. 


MORSE CODE. A system of dot and 
dash signals used in the transmission 
of messages by radio or wire teleg- 
raphy. The International Morse Code 
(also called the Continental Code) is 
used universally for radio telegraphy, 
while the American Morse Code is 
used only for wire telegraphy. 


MOSAIC. The photosensitive globules 
on their insulating mounting in the 
tube or Iconoscope of the television 
camera. The camera lens system 
focuses the image on the area of the 
mosaic. 


MOTOR. A machine which converts 
electrical energy into mechanical en- 
ergy. 

MOTORBOATING. Regeneration oc- 
curring at audio frequencies in a radio 
receiver or audio amplifier, resulting 
in put-put-put sounds resembling those 
made by a motorboat. 


MOTOR-CIRCUIT SWITCH. A switch 
that will open the maximum operating 
overland current of a motor, the 
switch being rated in horsepower 
which is the same as that of the motor. 


MOTOR-GENERATOR. An electric 
motor directly connected to one or 
more generators for the purpose of 
converting a power line voltage to 
other desired voltages or frequencies. 


MOTOR STARTER. A hand-operated 
or magnetically operated contactor or 
heavy-duty switching device for open- 
ing and closing the circuit feeding a 
motor or motors as the motors are 
stopped and started. 


MOVING COIL METER. A current- 
actuated electric meter consisting of a 
permanent magnet between the poles 
of which is suspended a wire coil 
through which flows all or part of the 
current to be measured. The coil is 
mounted between end bearings and to 
it is attached the indicating pointer. 
The coil and pointer are moved by 
reaction between the magnetic fields 
of the permanent magnet and of the 
current-carrying coil. 


MU. Amplification factor. 
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NEON GLOW LAMP. A neon-filed 


MULTI- 
METER. A 
test instru- 
ment having 
provisions for 
measur- 
ing voltages 
and currents, 
as well as re- 
sistance. It 
usually con- 
sists of one 
or sometimes 
two meters 
provided with Š 
the necessary 
number o I . 
scales, and a range-selecting switch 
which places a meter in the correct cir- 
cuit for a particular measurement. Also 
known as a multitester, multiple-pur- 
pose tester or voltohm-milliammeter. 

MULTIPLE CONNECTION. Same as 
parallel connection, which see. 

MULTIPLIER. A resistor used in series 
with a voltmeter to increase the range 
of the meter. 

MULTIPOLAR. Having more than .one 
magnetic pole. Usually refers to an 

‘electric machine having more than two 
poles, the two-pole types being called 
bipolar or two-pole. 

MUTUAL INDUCTION. Production of 

. à varying or alternating emf in one 
circuit by movement across its con- 
ductors of field lines arising in another 
nearby circuit in which the current is 
varying. 









NATURAL MAGNET. A 
which see. 

NEEDLE. That part of a phonograph 
pick-up which converts the variations 
in the record grooves into mechanical 
movements which are in turn con- 
verted into audio frequency signals by 
the pick-up element. The needle must 
be carefully shaped to follow faithfully 
the high-frequency variations in the 
grooves without causing excessive rec- 
ord wear. 

NEGATIVE. Referring to a potential 
less than another potential, or to a 
potential less than that of the earth. 
A point toward which current flows 
in parts of a circuit external to the 
source. 

NEGATIVE BIAS. The use of a volt- 
age which makes the control grid of a 
radio tube negative with respect to the 
cathode. 

NEGATIVE CHARGE. The electrical 
condition of a body on which are more 
than the normal quantities of negative 
electrons, so that the body has more 
negative electricity than has an un- 
charged or neutral body. 

NEGATIVE FEEDBACK. Degenera- 
tion, causing a reduction in signal 
strength. 

NEGATIVE MODULATION. In tele- 
vision, a method of transmission in 
which a decrease in scene illumination 
causes an increase in the radiated 
power of the transmitter. 


NEON. A pure gas sometimes used in 


lodestone, 


electronic tubes. It produces a charac- . 


teristic red glow when ionized. 


gaseous tube having a glass envelope 
through which can be seen the charac- 
teristic red glow of neon when ioniza- 
пй occurs during operation of the 
tube. 


NETWORK. An electric circuit іп 
which the parts cannot be classified 
as connected in series, in parallel, or 
in series-parallel, but in which the 
connections are of some special nature 
suited to the purpose for which the 
circuit is to be used. 


NEUTRAL. Having electric or electro- 
static potential intermediate between 
the potentials of other associated parts 
in a circuit; positive with reference to 
some parts while negative with refer- 
ence to others. Sometimes refers to 
zero potential, neither positive or neg- 
ative. 

NEUTRALIZATION. A term used in 
radio to describe any process which 
balances out or prevents an undesir- 
able effect such as oscillation. 


NEUTRALIZING TOOL. A small 
screwdriver or socket wrench, con- 
structed partly ог entirely from 


non-metallic materials, and used for 
making neutralizing or aligning ad- 
justments in radio receivers. It elimi- 
nates the body capacity effects which 
would affect the accuracy of the ad- 
justments if an ordinary metal wrench 
or screwdriver were used. 


NICHROME. An alloy of nickel, iron 
and chromium which has a high re- 
sistance per unit volume and is ca- 
pable of withstanding high tempera- 
tures. It is used extensively in the 
construction of wire-wound resistors, 
as well as in the heating elements of 
soldering irons and other electrical 
heating appliances. 

NOISE. In radio, a term used chiefly 

' in connection with interfering sounds 
heard along with desired programs. 


NOISE FILTER. A device which is 
inserted between a wall outlet and the 
power cord plug of a radio receiver to 
block noise interference which other- 
wise might enter the receiver. 

NOISE LIMITER. A special radio cir- 
cuit which limits the effects of inter- 
fering noises by cutting off all noise 
peaks which are stronger than the 
highest signal peak being received. 


NOISE SILENCER. 
A special vacuum 
tube circuit which 4 
can be introduced Ж Тұ 
into superhetero- м 
dyne receivers to 
reduce the effects с 
of static and man- Ч 
made interference 
noises. Its chief — 
value is in short wave communication 
receivers. 


NOISE-REDUCING ANTENNA SYS- 
TEM. An antenna system in which 
the only part capable. of picking up 
signals is the antenna proper, this 
being erected high enough to be out 
of the noise-interference zone. The 
lead-in is a special shielded cable or 
twisted two-wire line which can pass 
through the interference zone without 
picking up noise signals. 

NON-CONDUCTOR. Any material 
which offers very high opposition to 
the flow of electricity. An insulating 
material. 






a 


NON-MAGNETIC. Materials such as 
glass, wood, copper, brass and paper 
which are not affected by magnetic 


fields. 


NONMETALLIC SHEATHED 
CABLE. Wire or cable enclosed with- 
in and protected by a covering of 
insulating compounds and fabric braids 
in layers providing fair mechanical 
strength. Used for some building wir- 
ing where this cable is permitted. 


о 


OBSOLESCENCE-FREE. Not liable to 
become out of date because of new 
developments or new inventions. A 
term applied particularly to tube test- 
ers and other test instruments. 

OCTAL BASE. A type of tube socket 
base having eight equally-spaced 
prongs and a central aligning key. 
When some of the prongs are not 
needed, they are omitted without 
changing the positions of the remain- 
ing prongs. 

OCTAL GLASS-TYPE TUBE. A glass 
tube having an octal base. 


OHM. The unit of electrical resistance. 
The resistance of a device is one ohm 
when a d.c. voltage of one volt will 
send a current of one ampere through 
that device. The Greek letter omega 
(о ог Q) is commonly used to repre- 
sent ohm. 


OHMIC DROP. Potential difference due 
to flow of direct current through re- 
sistance. 


OHMIC VALUE. The resistance in 
ohms which a part or circuit offers to 
the flow of direct current. 


OHMMETER. A test instrument which 
measures and indicates directly the re- 
sistance of a part or the resistance be- 
tween any two points in a circuit. It 
consists essentially of a milliammeter 
in series with a suitable d.c. voltage 
and suitable series or shunt resistors. 


OHM’S LAW. A fundamental electrical 
law which expresses the relationship 
between voltage, current, and resist- 
ance in a direct current circuit, or the 
relationship between voltage, current 
and impedance in an a.c. circuit. The 
three forms of the law in each case 
are given below, in which E is the 
pressure in volts, I is current in am- 
peres, R is resistance in ohms and Z 
is impedance in ohms. 


D.C. FORMS A.C. FORMS 
E=IXR E=1IXZ 
I=E+R І-Е--2 
R=E~+I Z=E~+I 


OHMS-PER-VOLT. A sensitivity rat- 
ing for meters. It is obtained by divid- 
ing the resistance in ohms of any me- 
ter range by the full scale voltage 
reading of the meter at that range. 
The higher the ohms-per-volt rating, 
the more sensitive is the meter. 


OPERATOR. A person whose duties 
include the adjustment, maintenance 
and operation of radio transmitting 
equipment. 

OSCILLATION. A condition whereby 
high-frequency currents are generated 
in a circuit. 

OSCILLATOR. The stage in radio re- 
ceiver, transmitter or other apparatus 


in which a vacuum tube and associated 
parts generate alternating current en- 
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ergy when fed with direct current ener- 
gy. Thus, the oscillator stage in a 
superheterodyne receiver generates an 
r.f. signal of the correct frequency to 
produce the i.f. carrier signal when 
mixed with an incoming station signal. 
In a transmitter, the oscillator stage 
generates the carrier frequency of the 
station or a frequency equal to some 
definite fraction of the assigned fre- 
quency. Po 

OSCILLOGRAPH. A test instrument 
which records photographically the 
wave form of a varying current or 
voltage. 

OSCILLOSCOPE. A test instrument 
which shows visually on a screen the 
wave form of a varying current or 
voltage. 

OUTLET. A set of terminals from 
which electric power may be obtained. 
Thus, power at the a.c. line voltage 
may be obtained from a wall outlet in 
a building connected to an a.c. power 


system. 

OUTPUT. The useful electrical energy 
delivered by a radio receiver, a.f. am- 
plifier, electrical generator, or any 
other signal or power source. 


OUTPUT IMPEDANCE. The imped- 
ance as measured between the output 
terminals of a radio device, receiver or 
amplifier at a definite frequency or at a 
predominant frequency in the audio 
range which the device is a handle. 
For maximum efficiency, the load im- 
pedance should match or be equal to 
this output impedance. 


OUTPUT METER. A meter connected 
to the output of a receiver or amplifier 
for the purpose of measuring varia- 
tions in output signal strength. 


OUTPUT STAGE. The final stage in 
a receiver or a.f. amplifier. In a radio 
receiver, the output stage feeds the 
loudspeaker directly. In an a.f. ampli- 
fier, the output stage may feed into one 
or more loudspeakers, a transmission 
line, or a cutting head in the case of a 
sound recording system. 


OUTPUT TRANSFORMER. An iron- 
core a.f. transformer used to provide 
efficient coupling between the output 
stage of a radio receiver or a.f. ampli- 
fier and its load. 


OUTPUT TUBE. A tube designed for 
use in the output stage. It is a power 
amplifier tube, whereas the other tubes 
in a receiver are usually voltage am- 
plifier tubes. 


OVERCURRENT DEVICE. A protec- 
tive device, such as a fuse or circuit 
breaker, which acts almost simulta- 
neously to open a circuit when current 
in that circuit exceeds a certain pre- 
determined value. 


OVERLOAD DEVICE. A protective 
device, such as a thermally operated 
or heat-operated switch, that acts to 
open a circuit when an excessive load 
and excessive current have continued 


for long enough to bring temperature, 


of the circuit wires nearly to the dan- 
ger point. 


P 


P. А letter used to designate power, ` 


the plate electrode of a tube, or the 
primary winding of a transformer. 


P.A. Public address. 


PADDER. In a superheterodyne re- 
ceiver, the trimmer condenser placed 
in series with the oscillator tuning cir- 
cuit to control the receiver calibration 
аї the low-frequency end of a tuning 
range. 

PANEL. A sheet of metallic or non- 
metallic material on which the operat- 
ing controls of a radio device such as 
a receiver, transmitter, or p.a. ampli- 
fier are mounted. 


PANELBOARD. An enclosed panel or 
panels carrying buses, switches, over- 
current devices and other control ele- 
ments in various combinations for the 
control of lighting, heating or power 
circuits or relatively small capacity 
such as used in individual buildings or 
sections of buildings. 

PAPER CONDENSER. A fixed con- 
denser employing foil plates separated 
by paraffined or oiled paper. 

PARALLEL CONNECTION. A con- 
nection of two or more circuits or 
parts between the same terminals of a 
source or current-supply circuit so that 
the same voltage difference is applied 
to all parts so connected and so that 
the current through each is propor- 
tional to the overall voltage and the 
resistance of the individual parts. The 
total current is equal to the sum of 
the currents in all the connected cir- 
cuits or parts, and the total resistance 
or the effective resistance of all the 
parts in parallel is less than the indi- 
vidual resistance of any one of them. 

PARALLEL RESONANT CIRCUIT. 
A tuning circuit consisting of a coil 
and condenser connected in parallel. 
At resonance, it offers a high imped- 
ance, so that a large value of signal 
voltage is deyeloped across it at the 
frequency to which it is tuned. 

PEAK. The maximum instantaneous 
value of a varying voltage or current. 

PEAK VALUE. Same as maximum 
value, which see. 


PENTODE. A vacuum tube having five 
electrodes. Ordinarily these will be 
the cathode, control grid, screen grid, 
suppressor grid and anode. 


PERIOD. The length of time required 
for one complete cycle of alternating 
current or voltage. As an example, 
the period for 60 cycles per second is 
1/60 second. : 

PERMANENT MAGNET. A piece of 
steel in which the particles are so 
lined up that the piece remains mag- 
netized and continues to have a 
magnetic field without help from any 
external magnetism. 


PERMANENT MAGNET DYNAMIC 
SPEAKER. A moving coil speaker 
with its field supplied by a permanent 
magnet. : 

PERMEABILITY. A measure oí the 
ease with which magnetic flux or mag- 
netic lines of force may be established 
in a magnetic circuit. The ratio of the 
number of flux lines produced by an 
electromagnet coil having a core of 
iron or steel to the flux produced by 
the same coil with no core other than 
air. The reciprocal of reluctance. 

PERMEABILITY TUNING. Tuning of 
radio by means of adjustable iron-core 
inductance in place of tuning con- 
denser. ` 

PHASE. In alternating current or volt- 
age, the portion of. a cycle or period 


PHILLIPS SCREW. 


PHONOGRAPH OSCILLATOR. 
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through which the current or voltage 
has passed since going through zero 
value at the beginning of the cycle or 
period. The position ‘of the current or 
voltage is specified in degrees; of 
which 360 compose a complete cycle 
or period. See Lag, Lagging Current, 
and Lead. 


A screw having 
an indented cross in its head in place 
of a slot. 


PHONE. A headphone. 


PHONOGRAPH. A device for con- 
verting mechanical vibrations into 
sound waves. Electrical Phonograph. 
A phonograph in which the motor de- 
rives its power from ап electrical 
source. Mechanical Phonograph. A 
phonograph utilizing a  hand-wound 
type of mechanical motor. 


PHONOGRAPH CONNECTION. A 
set of two terminals sometimes pro- 
vided at the back of a radio receiver 
for making connections to a phono- 
graph pick-up. The terminals connect 
to the input of the a.f. amplifier. This 
connection permits use of the entire 
audio amplifier and loudspeaker to re- 
produce phonograph records. 


r.f. oscillator arranged 
for modulation by the 
output of a phono- 
graph pick-up, so that 
the resulting modu- § 
lated r.f. signal can be 
fed to the antenna and 
ground terminals of a 
radio receiver. This 
permits using the entire receiver 
(rather than just the a.f. amplifier) for 
amplifying and reproducing phono- 
graph records. 

PHONOGRAPH PICK-UP. A device 
which converts 
variations in 
the grooves of 
а рһопортарһ 
record into cor- ۾‎ 

responding au- 
dio signals. It consists essentially of 
a needle which converts record groove 
variations into mechanical movements, 
and a crystal, dynamic or photoelec- 
tric system which converts these me- 
chanical movements into the audio 
signals. 

PHOSPHOR. Any fluorescent material 
used for the screen in a. cathode-ray 
tube, an X-ray viewing screen, or a 
fluorescent lamp. The phosphor be- 
comes luminous when -struck by a 
stream or beam of electrons. 

PHOTOCELL. An evacuated or gas- 
filed bulb containing two electrodes, 
one of which is coated with substances 
which readily emit electrons when 
struck by visible light. With a voltage 
difference applied to the electrodes, 
current through the cell is propor- 
tional to the light reaching the light- 
sensitive electrode. 


PHOTOCONDUCTIVE CELL. A de- 
vice utilizing the property of selenium 
by which its electrical resistance varies 
with changes of visible light striking 
the selenium or the cell. , 

PHOTOELECTRIC CELL. Any device 
in which visible light varies the flow 
of electric current. through the cell, 
thus forming a unit in which changes 
of light produce corresponding changes 
of electric current. 


x 
















. PICTURE TUBE. 


чәмунс BISVilival апы 





PHOTOTUBE. A photocell, which see. 


PHOTOVOLTAIC CELL. A device 
containing two electrodes immersed in 
a liquid electrolyte, capable of produc- 
ing an emf proportional to the visible 
light that falls upon one of the elec- 
trodes. It is essentially a primary 
voltaic cell whose output varies with 
changes of light. 


PICTURE ELEMENT. In a television 
system, the smallest portion of a pic- 
ture or scene which is individually 
converted into an electrical signal and 
transmitted. 

PICTURE FREQUENCY. In television, 
the number of complete pictures which 
are scanned and transmitted in one 
second. 


In a television re- 
ceiver, the cathode-ray tube on whose 
screen is reproduced the scene being 
scanned at the television transmitter. 


PIEZO-ELECTRIC EFFECT. A prop- 
erty of crystals of quartz and some 
other substances by which their form 
or dimensions are varied by applica- 
tion of potential differences to oppo- 
site faces. The original dimensions and 
manner of cutting of the crystal deter- 
mine the frequency of applied voltage 
at which the crystal is resonant and 
vibrates most freely, this being the 
frequency which will be maintained 
within very narrow limits in a suitable 
resonant circuit containing the crystal. 

PIGTAIL. А flexible connection be- 
tween a stationary terminal and a part 
or terminal which has a limited range 
of motion. 

PILOT LAMP. A small lamp 
mounted on the panel of a radio 


ы | 
receiver to illuminate the tuning | 
| 


dial, or mounted on the panel of 
other radio apparatus to indi- 
cate when the apparatus is 
turned on. 

PLASTIC. A general term used in con- 
nection with any of the black. or col- 
ored materials used for molding radio 
receiver cabinets, control knobs, tube 
bases, sockets, and the insulating por- 
tions of many other radio parts. It 
is an excellent insulating material and 
has a natural smooth glossy surface 
which requires no finishing or polish- 
ing operations after molding. 

PLATE. The anode in a radio tube. It 
is usually at a high positive potential 
with respect to the cathode, and there- 
fore attracts the eletrons emitted by 
the cathode. 

PLATE CIRCUIT. A circuit including 
the plate voltage source and all other 
parts connected between the cathode 
and plate terminals of a radio tube. 

PLATE CURRENT. The current flow- 
ing through the plate circuit of a radio 
tube and between the plate and cath- 
ode inside the tube. The electrons 
which make up the plate current al- 
ways flow in the direction from the 
cathode to the plate. 

PLATE SUPPLY. The voltage source 
used in a vacuum tube circuit to place 
the plate at a high positive potential 

@with respect to the cathode. The plate 
supply voltage is always higher than 
the actual plate voltage, because of the 
voltage drops across resistance in the 
plate circuit. 

PLATE VOLTAGE. The d.c. voltage 
existing between the plate and cath- 
ode terminals of a radio tube. 


PLUG. A connecting device at the end 
of a flexible cord, used for making an 
. instanly-removable. connection to a 
corresponding terminal jack or outlet. 

PLUG FUSE. A fuse so mounted as to 
Screw into its holder. 

PLUG-IN COIL. A ‘coil having as its 
terminals a number of prongs = 
arranged to fit into a socket 
mounted on the radio chassis. 
With this arrangement, the 
tuning range of a receiver or 
transmitter can be changed 
simply by pulling out one coil 
and inserting another in the 
Socket. 

POLARITY. In a radio part or circuit, 
the quality of having two opposite 


charges, one negative and the other: 


positive. In a magnetic circuit or part, 
the quality of having two opposite 
poles, one North and the other South. 


POLE. One end of a magnet. One 
electrode of a battery. 


POLICE CALLS. Broadcasts or calls 
made by police radio stations. Many 
modern single-band receivers are ca- 
pable of picking up police radio sta- 
tions operating on frequencies between 
1626 kc. and 1712 kc. (just beyond the 
high-frequency end of the broadcast 
band). 


POLARIZATION. Reduction of the 
terminal voltage of a cell, due to for- 
mation of hydrogen gas on the sur- 
faces of the cell electrodes and to the 
accompanying counter-emf produced 
in the cell. 


POLARIZED. 1. A polarized bell or 
relay is one whose armature is a per- 
manent magnet and which operates in 
accordance with the direction of cur- 
rent through its windings. 2. Marked, 
colored, or otherwise identified for. the 
correct connection of positive and 
negative wires, grounded and un- 
grounded wires, or other conductors. 


PORTABLE APPLIANCE. An appli- 
ance to which current is furnished 
through a flexible cord and attachment 
plug, permitting the appliance to be 
moved and connected to various 
sources. 


POSITIVE. A term used to describe 
a terminal having fewer electrons than 
normal, so that it attracts electrons 
in seeking to return to its normal state. 
Thus, electrons flow into the positive 
terminal of a voltage source. 

POSITIVE CHARGE. The electrical 
condition of a body which has less 
than the normal quantity of negative 
electrons, so that the body has less 
negative electricity than one which is 
uncharged or is neutral. 

POSITIVE FEEDBACK. Regeneration, 
causing an increase in signal strength. 

POSITIVE MODULATION. In tele- 
vision, a method of transmission in 
which an increase in scene illumina- 


tion causes an increase in the radiated 


power of the transmitter. 





PORTABLE RECEIVERS 
PORTABLE RECEIVER. А сот- 


pletely self-contained radio receiver 





having the loudspeaker, all necessary 
batteries, and a loop antenna built into 
a compact carrying case. Terminals 
are sometimes provided for external 
antenna and ground connections. 
POTENTIAL. A characteristic of a 
point in an electric circuit determined 
by its electric charge in comparison 
with the charge at some other refer- 
ence point, thus making the point 
considered more positive or more neg- 
ative than the reference point. 
POTENTIOMETER. A resistance unit 
having a rotat- MEN 
ing contact arm 
which сап be >= 
set at any de- & i 
sired point on : 
the resistance element. The 
total available voltage is ap- 
plied to the fixed end ter- 
minals of the resistance element, and 
the output circuit is connected between 
the movable contact and one end ter- 
minal Rotating the movable contact 
thus varies the proportion of the total 
voltage which is transferred to the out- 
put circuit. The volume control of a 
receiver or p.a. amplifier is generally 
a potentiometer. 











POWER. The rate at which electrical 


energy is delivered and consumed. 
Electrical power is measured in watts. 


POWER AMPLIFIER STAGE. An 


audio amplifier stage which is capable 
of handling a relatively large amount 
of audio power without distortion. An 
rf. amplifier stage in a transmitter 
which serves primarily to increase. the 
power of the r.f. carrier signal. 


POWER FACTOR. The ratio of the 


voltage and current, or volt-amperes, 
that do useful work in an alternating- 
current circuit or alternating-current 
‘equipment to the total voltage and 
current, volt-amperes, flowing in the 
circuit. In circuits containing much 
inductance or much capacitance in ad- 
dition to their resistance the total 
current is more than the current that 
produces useful power, consequently 
such circuits have relatively low power 
factors. In circuits containing . only 
resistance all the current and voltage 
do useful work, consequently the ratio 
is one-to-one or is unity, this being 
the highest possible power factor. 


POWER FACTOR CORRECTION. 


The addition of capacitance to an al- 
ternating-current circuit containing a 
great deal of inductance, so that the 
capacitive reactance balances out a 
large portion of the inductive react- 
ance, thus lessening the amount of 
current that does no useful work and 
making a higher power factor for the 
circuit. Inductance might similarly: be 
added to a circuit containing excessive 
capacitance. 


POWER LEVEL. The amount of elec- 


trical power passing through a given 
point in a circuit. Power level can be 
expressed in watts, in decibels, or in 
volume units. 


POWER LEVEL INDICATOR. An 


a.c. voltmeter which is calibrated to 
read in terms of audio power level. 


POWER PACK. The power supply 


unit of a radio receiver, amplifier, 
transmitter, or. other radio apparatus. 
Its function is to convert the available 
power line or stọrage battery voltage 
to the values required by filament, grid 
and plate circuits. 
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POWER TRANSFORMER. An iron- 
core transformer hav- w 
ing a primary winding ¢ 
which 15 connected 
across the a.c. power 
line, a high-voltage 
secondary winding for 
the power pack recti- 
fier tube, and one or more low-voltage 
secondary windings which supply the 
required a.c. voltages to the tube fila- 
ments. 

POWER OUTPUT TUBE. A radio 
tube especially designed for use in the 
a.f. output stage of a radio system. It 
is capable of handling much greater 
current than the ordinary amplifier 
tube, and hence delivers high output 
power. 

PRESELECTOR. That circuit or r.f. 
amplifier stage in a superheterodyne re- 
ceiver which amplifies the incoming 
modulated r.f. signal before it is con- 
verted to the i.f. signal by the oscilla- 
tor-mixer-first detector section. 

PRI. Primary. 

PRIMARY. First in order of time, 
placement, development or importance. 

PRIMARY CELL. A voltaic cell or 
battery cell in which, when current is 
produced, the chemicals of the cell ele- 
ments are consumed or changed to 
such forms that they cannot be re- 
stored to their original active condition 
by sending a reverse current through 
the cell, thus making the cell useless 
after having delivered a certain num- 
ber of ampere-hours of electricity. 

PRIMARY WINDING. The input wind- 
ing of a transformer. It can be identi- 
fied by the fact fhat r.f., a.f. or power 
line alternating current or pulsating 
d.c. is sent through this winding. 


PROTON. One of the positively charged 
particles which, together with electrons 
(negatively charged particles), make up 
the structure of an atom. 


PUBLIC ADDRESS AMPLIFIER. An 
audio amplifier capable of supplying 
sufficient audio power to loudspeakers 
for adequate sound coverage of public 
gatherings. 

PUBLIC ADDRESS SYSTEM. A com- 
plete system for reproducing voice and 
speech with adequate volume for large 
public gatherings. It includes one or 
more microphones, a powerful audio 
amplifier with suitable power supply, 
and a sufficient number of loudspeakers 
to give coverage of the auditorium, 
stadium or other large space. Most 
installations also include a phonograph 
which may or may not be of the auto- 
matic record changer type. 


PULSATING CURRENT. A current 
which changes in value but not in di- 
rection. It can be considered as a di- 
rect current combined with a smaller 
value of alternating current. 


PULSE. A momentary sharp change in 
a current or voltage. 


PUSH-BACK HOOP-UP WIRE. Tinned 
copper ‘hook-up wire covered with a 
loosely braided cotton insulation which 
can be pushed back from the end of a 
wire length with the fingers to expose 
sufficient bare wire for a connection. 
Radio men use this type of wire al- 
most exclusively for experimental and 
repair work. 


PUSH-BUTTON TUNER. A tuning unit 
which automatically tunes a radio re- 





ceiver to a station when the button as- 
signed to that station is pressed. In 
electrical automatic push-button tun- 
ing, the button actuates switches which 
connect a set of pre-adjusted trimmer 
condensers into the receiver tuning cir- 
cuits. In electromechanical automatic 
push-button tuning, the button controls 
the starting and stopping circuits of a 
small motor which rotates the regular 
gang tuning condenser of the receiver. 
In mechanical automatic push-button 
tuning, pressure on the button is trans- 
ferred by a lever or cam system into a 
force which rotates the gang tuning 
condenser to the correct position for 
the desired station. 

PUSH-PULL CIRCUIT. A two-tube 
audio output circuit so arranged that 
both tubes operate simultaneously and 
their individual a.f. plate currents add 
in the common load to give twice the 
output of a single tube. This circuit 
arrangement has the added advantage 
that it balances out all even harmonics 
which would otherwise cause distortion. 

PUSH-PULL TRANSFORMER. An 
iron-core a.f. transformer designed for 
use in a push-pull amplifier circuit. If 
it is the input transformer, it will have 
a center-tapped secondary winding. If 
it is the output transformer, it will have 
a center tapped primary winding. 

PUSH-PUSH CIRCUIT. A _ two-tube 
audio output circuit so arranged that 
the tubes operate alternately into a 
common load. 


© 


Q FACTOR. A rating used to express 
certain characteristics of coils and res- 
onant circuits. It is obtained by divid- 
ing reactance by ohmic resistance.: 


Q SIGNAL. One of the three-letter ab- 
breviations in the International List of 
Abbreviations, used to represent com- 
plete sentences in radio telegraphy. 
When the question form of the sen- 
tence is intended, the code signal for 
an interrogation mark is sent after the 
abbreviation. Thus QRM means “I am 


being interfered with,” and QRM? 
means “Are you being  interferred 
with?” 


QUARTZ-CRYSTAL. A thin slab about 
the size of a half-dollar, cut from a 
natural crystal of the mineral quartz 
and carefully ground to a thickness 
which will make it vibrate at the de- 
sired natural frequency when supplied 
with energy. It is used as the master 
carrier frequency source in the crystal 
oscillator stage of a radio transmitter. 


R. Resistance. 


RACEWAY. Any enclosure designed 
for and used only for holding wires, 
cables or bus-bars; includes all types 
of conduit, whether of metal or of 
insulating material, and all similar wire 
channels. 2 

RADIATION. The process wherein the 
transmitting antenna system of a radio 
station converts the modulated r.f. out- 
put of the transmitter into radio waves 
which travel away from the station 
through space. 

RADIATION PATTERN. A diagram 
showing how well an antenna system 


RADIO FREQUENCY 
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radiates or picks up radio waves. in 
various directions. 

RADIO. Communication by means of 
radio waves. Also, a receiving set capa- 
ble of picking up radio waves and re- 
producing the intelligence they convev.^ 
This intelligence may consist of speech, 
music, code signals, writing, printed 
matter, diagrams, photographs, motion 
pictures, actual scenes, etc. In space 
radio, which is the conventional form, 
radio waves are transmitted through 
space. In wired radio, the radio waves 
are guided by conductors. 


RADIO BEACON. A stationary radio 
transmitter which sends out special 
identifying signals continuously. Radio 
receivers on ships at sea and on air- 
craft in flight can tune to a radio bea- 
con to determine their. direction and 
position with respect to. the beacon 
location. ` 


RADIO BROADCASTING. A one-way 
transmission of voice and music to 
anyone within receiving range of the 
radio station. 


RADIO COMPASS. A radio direction 
finder used chiefly in marine and air- 
craft radio stations for navigational 
purposes. 


RADIO CONTROL. The control of 
moving objects such as airplanes, auto- 
mobiles, ships, torpedoes, etc., by means 
of signals transmitted over radio waves 
from the transmitter location to: special 
radio receiving equipment in the object 
begin controlled. 


RADIO FREQUENCY. Any frequency 
in the radio spectrum above the high- 
est audible frequency, which is about 
20,000 cycles. This term is also used 
in connection with radio parts designed 
for use at frequencies higher than the 
yndig frequency range. Abbreviated 
г 


RADIO FREQUENCY AMPLIFIER. 
A vacuum tube amplifier stage to pro- 
vide amplification at radio frequencies. 
In a tr.f. receiver, all stages ahead of 
the detector are r.f. amplifier stages. 
In a superheterodyne receiver, the am- 
plifier stage sometimes used ahead of 
the first detector (in the pre-selector) 
is an r.f. amplifier stage. "s 


CHOKE. A choke coil 
designed to have high 
impedance at radio fre- 
quencies, so that it lim- 
its or blocks the flow of 
r.f. currents. 


RADIO FREQUENCY TRANSFORM- 
ER. An air-core or pulverized iron- 
core transformer used in r.f. circuits, 


RADIO METAL LOCATOR. A radio 
instrument which indicates the presence 
of metal within its operating range by 
a change in meter reading or a change 
in a tone signal heard in headphones. 
Used for determining positions of bur- 
ied pipe lines, buried metal objects, 
metal objects concealed in the clothes 
of prisoners, metal objects imbedded 
in logs about to be sawed, deposits of 
metallic minerals, etc 

RADIO METEOROGRAPH A com- 
bination meteorograph and radio trans- 
mitter carried aloft by an unmanned 
gas-filled rubber balloon and so -4е- 
signed that it will transmit. back {о 
earth radio signals which can be inter- ` 
preted in terms of the pressure, tem- 





perature and humidity at regular inter- 
vals during the ascent of the balloon 
into the stratosphere. When the bal- 
loon bursts, the instrument is lowered 
to earth by a parachute. 


RADIO PROSPECTING. Use of radio 
equipment to locate mineral or oil de- 
posits. 


RADIO RECEIVER. An instrument 
which amplifies radio frequency signals, 
separates the r.f. carrier from the in- 
telligence signal additionally in most 
cases, then converts the intelligence 
signal back into the original sound 
waves. 


RADIOSONDE. A radio meteorograph. 


RADIO TELEGRAPHY. Radio com- 
munication by means of the Internal 
Morse Code. 


RADIO TELEPHONE TRANSMIT- 


TER. A transmitter capable of send- 
ing voice and music, as contrasted to a 
radiotelegraph transmitter which can 
send only code. 

RADIO TELEPHONY. Two-way voice 
communication between two or more 
stations by means of radio waves. 


RADIOTRICIAN. A trained radio serv- 
iceman. 


: RADIO WAVE. A combination of elec- 


tric and magnetic fields varying at a 
radio frequency, and capable of travel- 
ing through space at the speed of light. 
It is produced by feeding the output 
of a radio transmitter to the trans- 
mitting antenna, and тау сапу 
modulation. 


RAINTIGHT. So constructed or pro- 
tected that exposure to a beating rain 
will not cause entrance of water into 
the enclosure. 


R.C.A. LICENSED. Manufactured un- 
der a licensing agreement which per- 
mits use of patents controlled by the 
Radio Corporation of America, 


REACTANCE. Opposition offered to 
the flow of alternating current by the 
inductance or capacity of a part. Re- 
actance is measured in ohms, and de- 
pends upon the frequency of the 
alternating current as well as upon the 
electrical value of inductance or capac- 
ity. A condenser has capacitive react- 
ance, and a coil has inductive re- 
асќапсе The letter X is used to 
designate reactance. 


RECEPTACLE. A device which holds 
or supports and at the same time 
makes electrical connections to a 
lampholder, lamp base, cord plug, or 
other attachment device. 


RECEPTACLE OUTLET. An outlet 
equipped with one or more receptacles 
intended to receive attachment plugs 
or cord plugs, not with receptacles of 
the screw type. 


RECORD PLAYER. A motor-driven 
turntable and a crystal or magnetic 
phono pick-up used for converting a 
phonograph record into audio fre- 
quency sigrials. These signals must be 
fed into the audio section of a radio 
receiver or into a separate audio ampli- 
fier for additional amplification before 
they can be reproduced as sound waves 
by a loudspeaker. When the amplifier 
and loudspeaker are built into the same 
cabinet with the record player, the com- 
bination is generally called an electric 
phonograph. 


RESISTANCE. 


RECORDER. An instrument which 
makes a permanent record of a vary- 
ing electrical signal. Thus, code mes- 
sages are recorded on paper tape by a 
code recorder. Music and voice are 
recorded on.discs or other materials by 
a sound recorder. Pictures and printed 
matter transmitted by radio are repro- 
duced on paper by a facsimile recorder. 


RECTIFIER. A device which changes 
an alternating current into a pulsating 
direct current. It may be a vacuum 
tube, gaseous tube, crystal, vibrator or 
copper-oxide device. 


RECTIFIER METER. A moving coil 
direct-current meter equipped with a 
rectifier which ‘changes alternating 
current or voltage to be measured into 
direct current or voltage which will 
operate the meter and cause it to in- 
dicate. 


REGENERATION. A method of secur- 
ing output from an amplifier by feed- 
ing a part of the amplifier output back 
to the amplifier input in such a way 
that reinforcement of the input signal 
is obtained. With this arrangement, 
a signal may pass through the same 
amplifier over and over again, with an 
increase in strength each time. 


REGENERATION CONTROL. A rheo- 
stat, potentiometer, or variable con- 
denser which is used in a regenerative 
receiver to control the amount of signal 
which is fed back from output to input 
in the regenerative detector stage. 

REGENERATIVE DETECTOR. A 
vacuum tube detector in which interna- 
tional feedvack of r.f. energy from the 
plate circuit to the control grid circuit 
produces regeneration. 


REGENERATIVE RECEIVER. A ra- 
dio receiver which employs controlled 
regeneration to increase the amplifica- 
tion provided by a vacuum tube stage 
(usually the detector stage). 


RELAY. An electro- 
magnetic device 
which permits con- 
trol of current in 
one circuit by a 
much smaller cur- 
rent flowing in an- 
other circuit. 


REMOTE CONTROL. Operation of ra- 
dio transmitting or receiving equipment 
from a remote point. 


The opposition which 
a device or material offers to the flow 
of direct or alternating current. The 
opposition which results in production 
of heat in the material carrying the 
current. Resistance is measured in 
ohms, and is usually designated by the 
letter R. 


RESISTANCE COUPLING. A type of 
coupling in which a resistor and con- 
denser provides a path for signal en- 
ergy between two circuits. 


RESISTIVITY. The resistance in ohms 
which a unit cube of a material offers 
to the flow of electric current. ` 


RESISTOR. A radio part which offers 
resistance to the flow of electric cur- 
rent. Its electrical size is specified in 
ohms or megohms, (one megohm 
equals 1,000,000 ohms). A resistor also 
has a power-handling rating in watts, 
indicating the amount of power which 
can safely be dissipated as heat by the 
resistor. Ў 





RESONANCE. The condition in a cir- 
cuit whose inductive reactance and 
capacitive reactance are equal, allow- 
ing them to completely balance or 
neutralize each other and leaving only 
the resistance of the circuit to oppose 
flow of current in it. 

RESONANT FREQUENCY. The fre- 
quency which produces resonance in a 
coil-condenser tuning circuit. In a se- 
ries resonant circuit, the largest current 
flow occurs at the resonant frequency. 
In a parallel resonant circuit, the larg- 
est voltage is developed across the cir- 
cuit at the resonant frequency. 

RESTING FREQUENCY. The as- 
signed carrier frequency of a radio sta- 
tion which employs the frequency mod- 
ulation system of broadcasting. The 
resting frequency is radiated only ‘dur- 
ing intervals when no sound waves are 
being transmitted. | 

RETENTIVITY. А measure of the 
ability of a permanent magnet to re- 
tain its magnetic strength. 

RETRACE PERIOD. The time during 
which the blanked scanning beam in 
a television tube returns to its starting 
point on the field. 

R.F. Radio frequency. 


RHEOSTAT. A resistance unit which 
can be varied in ohmic value so as to 
control the flow of current in the cir- 
cuit of which it is a part. 


RIGID METAL CONDUIT. Piping or 
heavy tubing of mild steel having pipe- 
thread ends and used with similarly 
threaded fittings for the enclosure and 
support of insulated wires in an elec- 
trical system. 

RIM-DRIVE. A method of driving a 
phonograph or sound recorder turntable 
with a rubber-covered wheel which is 
in contact with the rim of the turntable. 
The wheel. is powered by an electric 
motor. 


RIPPLE. An alternating current compo- 
nent which is present in the output of 
a d.c. voltage supply such as a power 
pack or d.c. generator. 

R.M.A. Radio Manufacturers. Associa- 
tion, an organization of leading manu- 
facturers in the radio industry. Its work 
involves standardizing sizes and designs 
of radio parts, standardizing of color 
markings on parts (such as the R.M.A. 
color code for resistors and condensers) 
and standardizing of radio terms and 
definitions. 


R.M.A. COLOR CODE. A standard 
method of designating resistor values 
by colored markings. The code is given 
at the back of this book. 


R.M.S. Root mean square value, which- 
is the effective value of an alternating 
current. It corresponds to the equiva- 
lent direct cúrrent value which will pro- 
duce the same heating effect. Unless 
otherwise specified, alternating current 
values are always r.m.s. values. 


ROENTGEN RAYS. Same as X-rays. 


ROSIN-CORE SOLDER, Solder which 
has as its core the correct amount of 
rosin flux for effective radio soldering 
work. The rosin is released automati- 
cally as the solder is applied to the 
heated joint. : 

ROTOR. In a generator, motor or other 
electric machine having a rotating 
member, the member that rotates. Á 
word used chiefly when referring to 
alternating-current machines. 
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ROTOR PLATES. The movable plates 
of a variable condenser. They are 
usually connected directly to the metal 
frame of the condenser. 

ROTARY BEAM ANTENNA. A highly 
directional short wave receiving or 
transmitting antenna system mounted 
on a high pole or mast in such a way 
that it can be rotated to any de- g 
sired positions either manually 
or by an electric motor drive. 4 

ROTARY SWITCH. Any 
switch which is operated by 
rotating its control knob. 


R.P.M. Revolutions per minute. 


S 


S. A letter sometimes used to designate 
the secondary winding of a trans- 
former. 

SAPPHIRE. A gem used in the tips of 
high-grade phonograph needles and in 
cutting needles used with sound re- 
corders. 

SCALE. А series of marks printed on a 
flat surface over which the pointer of a 
meter moves. The value of the mark 
directly behind the pointer corresponds 
to the meter reading. 

SCANNING. In television, the process 
by which an image of a scene to be 
transmitted and reproduced has its 
lights and shades changed into cor- 
responding changes of voltage and 
current for each small element or area 
of the scene, these electrical changes 
being transmitted and then recon- 
verted into lights and shades at the 
receiver. 

S.C.C. Single cotton covered insulation 
on a wire. 

S.C.E. Single cotton covering over an 
enamel insulating layer on a wire. 


SCHEMATIC DIAGRAM. A diagram 
which shows electrical connections of 
a radio, device by means of symbols 
which are used to represent the radio 
parts. 


SCRATCH FILTER. A filter circuit 
used in connection with a phonograph 
pick-up to block those frequencies at 
the higher end of the audio range at 
which needle scratch is most prominent. 


SCREEN. In a television picture tube 
or a cathode-ray tube, the internal 
coating of fluorescent material which 
is made to glow by the electron beam 
in reproducing pictures or lines 


SCREEN GRID. An electrode mounted 
between the control grid and plate of 
a vacuum tube for the purpose of re- 
ducing the capacity between these two 
electrodes. 


SCREEN GRID TUBE. A vacuum tube 
having a screen grid. It may be a 
tetrode (four-element tube) or a pent- 
ude (five-element tube). In the latter 
case, it is more often called a screen 
grid pentode. 

SCREEN GRID VOLTAGE. The d.c. 
voltage which is applied between the 
screen grid and the cathode of a vac- 
uum tube to make the screen grid 
highly positive with respect to the 
cathode. 

SEC. Secondary. 


SECONDARY CELL. A dc. voltage 
source which is capable of storing elec- 





trical energy. When exhausted, it can 
be recharged by sending direct current 
through it in the reverse direction. Each 
cell of an ordinary storage battery is a 
secondary cell, 

SECONDARY EMISSION. Emission of 
electrons from a cold electrode when it 
is hit or bombarded by high-speed elec- 
trons. 


SECONDARY WINDING. The coil or 
winding of a transformer which is 
connected to the load, the coil from 
which power leaves the transformer. 

SECONDARY WINDING. Any of the 
output windings in a transformer. 


SELECTIVITY. The degree to which 
a radio receiver is capable of reproduc- 
ing signals of one station while reject- 
ing signals from all other stations. 


SELF-BIAS. Referring to a vacuum 
tube stage which produces its own grid 
bias voltage. Plate current flowing 
through a resistor in series with the 
cathode lead produces across this re- 
sistor the voltage drop used for grid 
pias purposes. Also called automatic 

ias. 


SELF-INDUCTANCE. The property of 
a circuit whereby any change of cur- 
rent flowing in the circuit produces a 
counter emí that opposes the change 
that is taking place, an emf that tends 
to prevent an increasing current from 
increasing, and tends to prevent a de- 
creasing current from decreasing. 
Measured in henrys. The symbol is L. 


SENSITIVITY. In electrical measur- 
ing instruments, a measure of the cur- 
rent, voltage, or power required to 
operate the meter itself and to cause 
its indicator to move. The less the re- 
quired power the higher is the sensi- 
tivity. 

SERIES CONNECTION. A connection 
in which the same current must flow 
through 211 of the series-connected 
parts. When dry cells or batteries are 
connected in series so that their volt- 
age add, the minus terminal of one cell 
must be connected to the plus terminal 
of the next cell. 


SERIES-PARALLEL. Descriptive of a 
circuit or part of a circuit in which 
some parts or elements are connected 
together in series, with these series 
groups connected together in parallel; 
or parts connected in parallel and the 
groups in series. 


SERIES RESONANT CIRCUIT. A cir- 


cuit in which a coil and condenser are 
connected in series, and have values 
such that the inductive reactance of the 
coil will be qual to the capacitive re- 
actance of the condenser at the desired 
resonant frequency. At resonance, the 
current through a series resonant cir- 
cuit is a maximum. š 


SERIES WINDING. In a motor, gen- 
erator or other electric machine, a 
winding in which flows all the current 
that enters or leaves the machine. 


SERVICE. The conductors and equip- 
ment which deliver electric energy and 
: power from a transformer, feeder or 
main of a public service distribution 
system to the wiring system of a build- 
ing or premises in which the power is 
utilized. 


SERVICE AREA. The region around a 
broadcast station in which its signal 
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strength is strong enough to insure sat- 
isfactory reception at all times. 

SERVICE ENTRANCE. Descriptive of 
equipment and conductors used at the 
point where building wiring connects 
to the service. 

SETTING. The current at which or in 

. excess of which a circuit breaker or 
other adjustable protective device will 
operate to open its circuit. 

SG. Letters used to designate the screen 
grid electrode of a vacuum tube. 

SHADED POLE MOTOR. An alter- 
nating-current induction motor which 
is self-starting on single-phase current 
supply because of a partial displace- 
ment of magnetic lines or flux at the 
field poles through auxiliary currents 
and flux produced in closed conductive 
rings around parts of the pole tips. 

SHADOW TUNING INDICATOR. A 
tuning meter which has a small piece of 
cardboard attached to its pointer, with 
a pilot lamp mounted behind the pointer 
so that a shadow is thrown upon a 
glass screen. The meter is so con- 
structed and connected into a radio re- 
ceiver circuit that the shadow will be 
narrowest when the receiver is accu- 
rately tuned to a station. 


SHIELD. A metal can or housing placed 
around a radio part to prevent its elec- 
tric and magnetic fields from affecting 
nearby parts or to prevent other fields 
from affecting it. 


SHIELDED WIRE. Insulated wire hav- 
ing around it a shield of tinned braided 
copper wire. 


SHORT CIRCUIT. A low-resistance 
connection, usually accidental, occur- 
ring between the two sides of a circuit 
or between any two circuit terminals; 
it ofen results in excessive current flow 
and damage to some parts. 


SHORT WAVES. Wavelengths shorter 
than those included in the broadcast 
band, hence waves shorter than 200 
meters. Short waves correspond to 
frequencies higher than the highest 
broadcast band frequency of 1600 
kilocycles. 


SHORT-WAVE CONVERTER. A ra- 
dio device which can be connected be- 
tween a broadcast receiver and its an- 
tenna system to permit reception of 
higher-frequency stations which the re- 
ceiver could not otherwise receive. It 
consists essentially of an oscillator- 
mixer-first detector arrangement like 
that used in a superheterodyne receiver, 
and serves to convert the high-frequency 
signals to a broadcast band frequency 

- which can be handled by the regular 
receiver. 


SHUNT. A resistor placed across the 
terminals of an ammeter to allow a def- 
inite par: of the circuit current to go 
around the meter. Any parallel-con- 
nected part, or the act of placing one 
part in parallel with another. 


SHUNT WINDING. In a motor, gener- 
ator or other electric machine, a wind- 
ing through which flows only a portion 
of the total current entering or leav- 
ing the machine; a winding which is in 
parallel with the armature windings. 

SIGNAL. A radio wave or alternating 
current which carries intelligence of 
any form. More generally, any alter- 


nating current having other than an a.c. 
power line frequency. 





SIGNAL GENERATOR. A test instru- 


ment used by 
radio. service- 
men to pro- 
duce a modu- 
lated or un- 
modulated r.f. 
carrier signal 
having a 
knówn radio 
frequency val- 
ue, sometimes 
also at a 
known volt- 
age. Itis used 
as a signal 
source during 
alignment of a radio receiver and when 
hunting for the defective part in an im- 
properly operating receiver. An all- 
wave signal generator has several 
ranges, and hence can be set to any 
carrier frequency which an all-wave 
receiver can receive. 

SIGNAL-TO-NOISE RATIO. The ra- 
tio of the intensity of a desired signal 
at any point to the intensity of noise 
there is to interfere with reception. 

SIGNAL TRACING. A radio receiver 
servicing technique which involves trac- 
ing the progress of a radio signal 
through an entire receiver, stage by 
stage, while the receiver is in opera- 
tion. Measurements which are made 
during this procedure by a special sig- 
nal-tracing test instrument indicate 
when the defective part or stage has 
been reached. 

SINE WAVE. The rise, fall and reversal 
of an alternating current or voltage 
which would be induced in a conductor 
rotating at constant speed in a uniform 
magnetic field and moving around a 
circle in that field. The ideal form 
of an alternating wave. 

SINGLE-BUTTON CARBON MICRO- 
PHONE. A microphone having a car- 

' bon-filled button on only one side of its 
diaphragm. 

SINGLE-POLE SWITCH. A toggle or 
knife switch having only one movable 
contact arm or blade. 


SINGLE-THROW SWITCH. A toggle 
or knife switch in which each movable 
contact arm or blade always touches 
the same contact when closed. 


SKIP DISTANCE. The distance ‘be- 
tween the farthest point reached by the 
ground wave of a radio station and the 
nearest point at which the reflected skip 
wave comes back to earth. This skip 
effect usually occurs only during high- 
frequency transmissions (short-wave 
transmissions). 


SKY WAVES. Radio waves which travel 
up into the sky from the transmitting 
antenna and are reflected back to earth 
by the Kennelly-Heaviside ionized 
layer. : 


SLIDE RULE DIAL. A type of tuning 
dial used on radio receivers, in which 
a vertical marker moves horizontally 
over long straight scales resembling 
the scales of a slide rule. 
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SNAP SWITCH. A switch in which 
movement of the control member first 
places tension on a spring, after which 
the spring tension is released to sud- 
denly open (and usually to suddenly 
close) the switch contacts. 

SOCKET. A mounting device for tubes, 
plug-in coils, plug-in condensers, plug- 
in resistors and crystals, having holes 
with spring clips arranged to fit and 
grip the terminal prongs of the part 
being plugged in. Also, a bayonet or 
screw type socket for pilot lamps. 

SOLDER. An alloy of lead and tin 
which melts at a fairly low tempera- 
ture and is used in radio for making 
permanent electrical connections be- 
tween parts and wires. 

SOLDERING IRON. A device used to 
apply heat to a joint which is to be 
made permanent by soldering. 

SOUND. A vibration of a body at a rate 
which can be heard by human ears. 
The extreme limits of human hearing 
are about 20 cycles and 20,000 cycles. 
Sound can travel through any medium 
which possesses the ability to vibrate; 
the resulting traveling vibrations are 
called sound waves. 

SOURCE. A term sometimes used to 
describe the part which is supplying 
electrical energy or radio signals to a 
circuit. 

SPACE CHARGE. A gathering of elec- 
trons near the cathode of a vacuum 
tube. Being negative, it tends to limit 
the number of electrons which can 
reach the plate, and hence limits the 
plate current. 

SPAGHETTI. Heavily varnished cloth 
tubing sometimes used to provide addi- 
tional insulation for radio circuit wiring. 

S.P.D.T. SWITCH. Single pole, double 
throw switch. 

SPECIFIC GRAVITY. The ratio of 
the weight or mass of a substance to 
the weight or mass of an equal volume 
of pure water at the same temperature, 
or sometimes at a reference tempera- 
ture of four degrees centigrade. 

SPEED CONTROLS. In a television 
receiver, the adjustable controls that 
set the operating frequencies of the 
vertical and horizontal oscillators at 
values which permit them to fall into 
step with or synchronize with the in- 
coming signals. 

SPIDER A highly flexible fiber ring 
which serves to center the voice coil 
of a dynamic loudspeaker without ap- 
preciably hindering the in-and-out mo- 
tion of the voice coil and its attached 
diaphragm. 

SPLICE. A joint between two wires 
which possesses mechanical strength as 
well as good electrical conductivity. 

SPLIT PHASE MOTOR. An alternat- 
ing-current induction motor which is 
made self-starting on single-phase cur- 
rent by using two stator windings, in 
one of which the current is displaced 
in phase with reference to that in the 
other winding to produce a rotating 
field somewhat like the rotating field 
secured from two-phase current. 

S.P.S.T. SWITCH. Single pole, single 
throw switch. 

SQUEALING. A condition in which a 
high-pitched note is heard along with 
the desired radio program. It can be 
due to interference between stations 
or to a number of other causes. 


SQUIRREL CAGE MOTOR. An alter- 
nating-current induction motor in 
which: the conductors on the rotor 
consist of bars parallel to the rotor 
axis or shaft, joined together at the 
front and rear of the armature by con- 
ductive rings. The conductors, neg- 
lecting their supports, would have the 
general form of a squirrel cage. 


S.S.C. Single silk covered wire. 


STAND-OFF INSULATOR. An in- 
sulator used to support a wire at a 
desired distance away from the build- 
ing or other support on which the in-. 
sulator is mounted. 


STATIC. Interfering noises heard in a 
radio receiver due to radio waves cre- 
ated by atmospheric electrical disturb- 
ances such as discharges of lightning. 


STATOR. The fixed set of plates in a 
variable condenser. 


STATOR. The parts of an alternating- 
current motor or generator on which 
are the stationary windings. 


STEP-DOWN TRANSFORMER. A 
transformer in which the secondary 
winding has fewer turns than the pri- 
mary, so that the secondary delivers 
a lower voltage than is supplied to the 
primary. 

STEP-UP TRANSFORMER. A trans- 
former in which the secondary winding 
has more turns than the primary. so 
that the secondary delivers a higher 
voltage than is applied to the primary. 


STORAGE BATTERY. One or more 
secondary or storage cells connected 
together, usually in series. 


STORAGE CELL. A secondary cell. 
More specifically, one of the cells of the 
ordinary automotive storage battery, 
delivering a voltage slightly higher 
than two volts and capable of being 
recharged. 


STRANDED WIRE. A wire which con- 
sists of a number of finer wires twisted 
together, 


SULPHATION. In a lead-acid stor- 
age battery, the conversion during dis- 
charge of an excessive amount of the 
active sponge lead and peroxide of 
lead into inactive sulphate of lead. 


SUPERHETERODYNE RECEIVER. 
A type of radio receiver in which the 
incoming modulated r.f. signals are am- 
plified a small amount in the preselec- 
tor, then fed into the frequency con- 
verter section (consisting of the os- 
cilator, mixer and first detector) for 
conversion into a fixed, lower carrier 
frequency called the if. value of the 
receiver. The modulated i.f. signals are 
given very high amplification in the i.f. 
amplifier stages, then fed into the sec- 
ond detector for demodulation. The 
resulting audio signals are amplified in 
the conventional manner by the audio 
amplifier, then reproduced as sound 
waves by the loudspeaker. 


SUPPRESSOR. A 
resistor inserted 
in series with the ™ 
spark plug lead or == = 
the distributor lead of an automobile 
engine to suppress spark interference 
which might otherwise interfere with 
reception of radio programs in the 
auto radio set. 

SURFACE METAL RACEWAY. A 
thin-walled flattened metallic covering 
and support for insulated wires, de- 
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signed for mounting on the exposed 
surfaces of building members, and usu- 
ally having a removable cover. 


SWEEP CIRCUIT. A special oscillator 
circuit which generates a voltage hav- 
ing a sawtooth wave form suitable 
for making the electron beam of a 
cathode ray tube sweep back and 
forth across the fluorescent screen. 

SWITCH. A mechanical device for 
opening and closing an electrical cir- 
cuit, or for changing the connections 
between parts or circuits. 


SWITCHBOARD. A large exposed 
panel or panels carrying on the front, 

, the back, or both front and back, 
switches, buses, protective devices and 
instruments for measuring and indi- 
cating or recording values of current 
and voltage in parts of circuits con- 
trolled by equipment on the switch- 
board. 

SYMBOL. A simple design used to rep- 
resent a radio part on a schematic 
circuit diagram. A letter used in for- 
mulas to represent a particular quan- 
tity. 

SYNC SEPARATOR. In a television 
receivér, the filter system that sepa- 
rates the synchronizing signal from 
the other received signals. 

SYNC SIGNAL. A synchronizing sig- 
nal in television. 

SYNCHRONIZING SIGNAL. The por- 
tion of a television signal that keeps 
the motions of the electron beam in 
the picture tube of the receiver in step 
with or synchronized with motions of 
the beam in the camera tube at the 
transmitter. 

SYNCHRONOUS. Happening at the 
same time; having the same alternat- 
ing phase relations and period; main- 
taining a frequency exactly propor- 
tional to operating speed, or a speed 
exactly proportional to supply fre- 
quency. 

SYNCHRONOUS VIBRATOR. A vi- 
brator which serves the dual function 
of converting a low d.c. voltage to a 
low a.c. voltage and at the same time 
rectifying a high a.c. voltage. When 
used in an auto radio power pack, it 
eliminates the need for a rectifier tube. 


T 


TABLE MODEL RECEIVER. 4A radio 
receiver having a cabinet of suitable 
Shape and size to permit placing on a 
table. 

TAP. A connection made to a point 
intermediate between the ends of a 
coil, a resistor, or other element in a 
circuit or line. 


TELEVISION. Reproduction of a 
Scene, which may include moving ob- 
jects and persons, at a distance from 
the point where the scene exists. Tele- 
vision requires the conversion of lights 
and shades of a scene into variations 
of voltage and current, transmission of 
these variations as radio waves, and 
reconversion at the receiver of the 
voltage variations into lights and 
shades, all at practically the same in- 
stants that changes are occurring in 
the distant scene. 

TELEVISION CONNECTION. Тег- 


minals which permit the use of an. 


ordinary radio receiver in amplifying 
and reproducing the audio signals as- 


sociated with a television program. 
These terminals simply connect to the 
input of the audio amplifier in the re- 
ceiver, just as do the phonograph con- 
nection terminals. 

TERMINAL. A point to which electri- 
cal connections are made. 

TEST LEAD. A 
flexible insu- 
lated lead used 
chiefly for con- 
necting meters and test instruments to 
a circuit under test. 


TEST PROD. A sharp metal point pro- 
vided with an insulated handle and 
means for connecting the point to a 
test lead. It is used for making a 
touch connection to a circuit terminal. 

TETRODE. A four-electrode vacuum 
tube. Ordinarily, these electrodes will 
be the cathode, control grid, screen 
grid, and anode. 

THERMAL DEVICES. Devices such 
as relays and cutouts that are oper- 
ated usüally by the expansion of parts 
which are heated by flow through them 
or through adjacent parts of an elec- 
«tric current. Excessive current causes 
excessive heating, and the expansion 
that operates the device. In other 
styles the overheating melts a fusible 
metal which releases the operating 
parts. 


THERMOCOUPLE. A device that con- 
verts heat directly into emf and elec- 
tric current. The thermocouple con- 
sists of two metals, such as copper 
and constantan, directly in contact at 
a point which is heated and either di- 
rectly in contact or connected through 
a meter or similar unit at a point kept 
relatively cool. The emf is propor- 
tional to the difference between tem- 
peratures at the hot and cold junctions. 


THERMOCOUPLE METER. A mov- 
ing coil meter equipped with a thermo- 
couple heated by alternating current 
to be measured and producing a direct 
current that actuates the meter. 


THERMOSTAT. A device in which 
changes of temperature cause expan- 
sion and contraction of an element 
whose resulting motion operates 
switches or other control devices in 
electric circuits. 


THREE-BAND RECEIVER. A radio 
receiver having three different tuning 
ranges. One range will always include 
the broadcast band, and may also in- 
clude police stations operating on fre- 
qugncies just above the broadcast 
band. The other two ranges will usu- 
ally be from about 2.2 mc. to about 

5 mc. and from about 7.25 mc. to 
about 24 mc. 


THREE-WAY SWITCH. A switch 
that connects one of its terminals al- 
ternately to two other terminals, used 
in a circuit for controlling a single 
lamp from two different locations. 

THREE-WIRE SYSTEM. A direct- 
current supply system in which the 
voltage from one wire, called the neu- 
tral, to either of the others is half that 
which exists between the other two 
wires. For example, the voltage from 
the neutral to either of the “outside 
wires" may be 110, and between the 
two outside wires may be 220. 





TICKLER. A coil connected to series 


with the plate circuit for the purpose 
of feeding a portion of the amplified 
signal current back into the grid cir- 
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cuit by induction for repeated ampli- 
fication. The tickler is used chiefly in 
regenerative detector circuits. 


TIME DELAY DEVICE. A device 
such as a relay or circuit breaker that 
operates only after a pcriod of time 
following some change of current or 
voltage, or some other action in an 
electrical system. 


TIME SIGNALS. Naval Observatory 
time signals which are broadcast regu- 
larly each day by government radio 
station NAA in Arlington, Virginia on 
a number of different frequencies. 
They can generally be picked up dur- 
ing the final minute of each hour on 
9,425 kc. by a good all-wave receiver. 
These signals are used by army and - 
navy stations, ships at sea, jewelers, 
and other persons throughout the en- 
tire country for setting timepieces. 
NAA signals are re-broadcast by some 
broadcasting networks at certain 
hours. 


TOGGLE SWITCH. A small switch 
operated by means of a lever. 


TOLERANCE. The permissible varia- 
tion from a rated or assigned value. 


TONE. The general character of a re- 
produced radio program as it affects 
the human ear. 


TONE CONTROL. A circuit control 
sometimes provided on a radio receiver 
to permit strengthening the response 
at either low or at high audio fre- 
quencies at will, so as to make the 
reproduced radio program more pleas- 
ing to a particular audience. 

TOP CAP. A metal cap sometimes 
placed on the top of a vacuum tube 
and connected to one of the electrodes, 


usually the control grid. 

TORQUE. Turning effort. The effect 
of a force that tends to cause rotation 
of parts about a center. An electric 
motor exerts torque at its shaft when 
supplied with current, and if the torque 
is sufficiently great it will cause the 
shaft to rotate. 

TRACKING. A term used to indicate 
that all of the tuned circuits in a re- 
ceiver follow the frequency indicated 
by the tuning dial pointer as the re- 
ceiver is tuned over its entire tuning 
range. 

TRANSCRIPTION. An electrical tran- 
scription, in which a complete radio 
program is recorded for future use. 

TRANSFORMER. A device usually 
consisting of two insulated windings 
on a common iron or steel core, in 
which alternating ‘current supplied to 
one winding (the primary) induces by 
electromagnetic induction alternating 
emf’s in the other winding (the sec- 
ondary) and will produce alternating 
currents in a conductive circuit con- 
nected to the secondary winding. The 
voltage from the secondary may be 
higher or lower than that furnished 
to the primary winding. See Step- 
Down and Step-Up Transformers. 

TRANSMISSION LINE. Any set of 
conductors used to carry r.f. ог а. 
signals or energy from one location 
to another. 


TRANSMITTER. A comprehensive 


term applying to all of the equipment 
used for generating and amplifying an 
r.f. carrier signal, modulating this car- 
rier with intelligence, and radiating the 
modulated r.f. carrier into space after 


it is amplified additionally and fed to 
the transmitting antenna. 


TREBLE. A term sometimes used to 
designate high audio frequencies. 


T.R.F. Tuned radio frequency. 


TRIMMER CONDENSER. 
A small semi-adjustable 
condenser, usually adjusted 
with a screwdriver, and | 
used in the tuning circuits 
of radio receivers and 
other radio apparatus to 
permit accurate alignment 
of these circuits. 


TRIODE. A three-electrode vacuum 
tube, usually having a cathode, con- 
trol grid and anode. 


TRUE POWER. The power actually 
consumed in an alternating-current cir- 
cuit or equipment, is distinguished 
from the apparent power which. would 
be equal to the number of volts multi- 
plied by the number of amperes input 
to the circuit. See Power Factor. 
Power factor is the ratio of true power 
to appareat power. 

TUBE. A vacuum tube, gaseous tube or 
photoelectric cell mounted in a some- 
what tube-shaped glass or metal en- 
velope. 

TUBE TESTER. A test instrument 
used to test the condition of radio 
tubes, 

TUBULAR 
CONDENSER. 
A paper or 
electrolytic con- : 
denser having as its plates long strips 
of foil which have been rolled into a 
compact tubular shape. 


TUNED CIRCUIT. A resonant circuit, 
consisting of a coil and condenser 
which are preset or can be adjusted 
to give resonance at a desired fre- 
quency. 

TUNED RADIO FREQUENCY RE- 
CEIVER. A receiver in which r.f, am- 
plification is provided by a number of 
vacuum tube amplifier stages, each of 
which has one or more circuits which 
are tuned to resonance at the incom- 
ing signal frequency by a section of 
the gang tuning condenser. The am- 
plified r.f. signals are fed directly into 
the detector for demodulation. 


TUNGAR BULB. A gaseous diode rec- 
tifier tube employed in battery 
chargers. 


TUNGSTEN. A pure metal used in 
radio chiefly for the filaments and 
other elements of radio tubes. 


TUNING. The process of varying the 
inductance or capacity in a coil-con- 
denser circuit to provide resonance at 
a desired frequency. Also, the process 
of setting all of the tuning circuits in 
a radio receiver simultaneously to a 
desired frequency by rotating the tun- 
ing dial or pressing a button of a 
push-button tuner. 

TUNING EYE. A cathode ray tuning 
indicator tube. 

TUNING INDICATOR. A device which 
indicates when a radio receiver is 
‘tuned accurately to a radio station. 





TUNING METER. An ordinary meter. 


connected into a radio receiver circuit 
for use as a tuning indicator. 


TURN. In a coil, one complete loop of 
wire around the coil form. 


1 








TURNTABLE. In a record player or 
electric phonograph, the motor-driven 
disc on which the phonograph record 
is placed. In a sound recorder, the 
motor-driven disc on which is placed 
the disc to be cut. 





TWO-BAND RECEIVER. A radio re- 
ceiver having two reception ranges. 
One will generally cover from 535 kc. 
to 1720 ke., which includes the broad- 
cast band and some police calls, and 
the other will generally be between 
5.65 mc. and 18.1 mc. 

TWO-PHASE. Descriptive of.an alter- 
nating current circuit or equipment in 
which there are at the same time two 
voltages and two currents differing: in 
phase position by 90 electrical degrees. 


ULTRA-HIGH FREQUENCY. A term 
usually used to indicate a frequency 
higher than about 30 megacycles. Ab- 
breviated u.h.f. 

UNIVERSAL OUTPUT TRANS- 
FORMER. An iron-core a.f. output 
transformer having a number of taps 
on its windings to permit its use in 
practically any average radio receiver. 

UNIVERSAL RECEIVER. A receiver 
capable of operating from either a.c. 
or d.c. power. 

UNMODULATED. Without modula- 
tion. The r.f. carrier signal alone, as it 
exists during pauses between station 
programs. 


v 


V. Voltage. Volts. 

VACUUM. A space from which prac- 
tically all air has been removed. 

VACUUM TUBE. A device consisting 
of a number of electrodes mounted in 
an envelope or housing from which 
practically all air has been removed. 
Also called an electron tube or radio 
receiver, ç 

VACUUM TUBE VOLTMETER. A 
test instrument which utilizes the rec- 
tification characteristic of a vacuum 
tube for measuring voltages without 
affecting the circuit to which the in- 
strument is connected. 

VALVE. The term used in Great Brit- 
ain to designate radio tube. 

VARIABLE CONDENSER. A con- 
denser whose capacity may be changed 
either by varying the space between 
plates (as in a trimmer condenser) or 
by varying the amount of meshing be- 
tween the two sets of plates (as in a 
tuning condenser). 

VARIABLE RESISTANCE. A resist- 
ance which can be changed in value 
while in use. 


VERNIER CONDENSER. A small 
variable tuning condenser which is 


placed in parallel with a larger tuning 
condenser for the purpose of provid- 
ing a finer adjustment after the large 
condenser has been set roughly to the 
desired position. 

VERNIER DIAL. A type of tuning dial 
in which a compiete rotation of the 
control knob makes the tuning con- 
denser shaft rotate only a small frac- 
tion of a revolution, thereby permitting 
fine and accurate tuning. 


VERTICAL ANTENNA. A single ver- 
tical metal' rod, suspended wire or 
metal tower used as an antenna. 


VERTICAL OSCILLATOR. In a tele- 
vision receiver, the oscillator that util- 
izes the vertical synchronizing and 
blanking signals, also the equalizing 
signals, to produce voltages which, 
when amplified, operate the deflecting 
plates or coils in the picture tube. 


VIBRATOR. An electromagnetic 
device which converts a d.c. | 
voltage to pulsating dic. or a.c. [mmm 
It is used in the power packs 
of auto radios and some public [| 
address amplifiers to convert Ü 
the 6-volt auto storage battery ® 
voltage to a low a.c. voltage. 
The a.c. voltage is then stepped up 
by a power transformer, and converted 
into a high d.c. voltage either by a 
conventional rectifier tube circuit or 
by an extra set of contacts on the 
vibrator itself. 


VIDEO. A latin word meaning “I see,” 
applied to television parts and circuits 
which handle picture signals, and ap- 
plied also to signals associated with 
the picture being transmitted. 


VIDEO AMPLIFIER. The amplifier 
for video: signals in a television re- 
ceiver or transmitter. 


VIDEO FREQUENCY. One of the fre- 
quencies present in the output of a 
television camera as a result of scan- 
ning the image being transmitted. It 
may be any value from almost zero to 
well over 4,000,000 cycles. 


VIDEO SIGNAL. The changing volt- 
age which corresponds to the changing 
lights and shades in the image being 
scanned at the television receiver and 
reproduced at the receiver. 


VOICE COIL. The moving coil which 
is attached to the diaphragm of a dy 
namic loudspeaker. i 


VOLT. The practical unit of voltage. 
One volt will send a current of one 
ampere through a resistance of one 
ohm. 


VOLT-OHM-MILLIAMMETER. A 
test instrument having provisions for 
measuring voltage, resistance and cur- 
rent. It consists essentially of a single 
meter having the necessary number of 
scales, and a switch which places the 
meter in the correct circuit for a par- 
ticular measurement. 


VOLTAGE AMPLIFICATION. Ampli- 
fication which increases the voltage of 
a signal rather than its power. Also, 
a rating obtained by dividing the a.c. 
output voltage of an amplifier stag 
by the a.c. input voltage. I 
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VOLTAGE DIVIDER. A resistor, at an 
intermediate point or points on which 
are taps that permit taking certain 
fractions of the overall voltage from 
between the taps or between the taps 
and the ends of the resistor. Instead 
of fixed taps there may be one or. more 
movable contacts that slide on the re- 
sistor or are connected to it through 
switches. 

VOLTAGE DROP. A difference in 
voltage due to flow of current between 
two points separated by resistance in 
conductors; equal to the current in 
amperes multiplied by the resistance 
in ohms through which the current 
flows. 

VOLTAGE REGULATOR. A device 
used in a generator circuit or in ton- 
nection with a generator to maintain 
a practically constant voltage as there 
are changes in speed or load. 


VOLTAGE REGULATOR TUBE. A 
two-element gaseous tube used in a.c. 
radio receivers to keep the input a.c. 
voltage to the receiver power pack 
essentially constant despite wide varia- 
tions in the line voltage. Also used to 
maintain a constant d.c. potential 
across a circuit. 


VOLTAGE RATING OF A CON- 
DENSER. The maximum sustained 
voltage which can safely be applied 
across the terminals of a condenser 
without causing breakdown of the in- 
sulation between condenser plates. 

VOLTAGE TO GROUND. In an un- 
grounded or two-wire circuit, the 
greatest voltage between the specified 
conductor and any other conductor. In 
a grounded circuit, the voltage be- 
tween a specified conductor and the 
point in the circuit that is grounded. 


VOLTAMMETER. A voltmeter and an 
ammeter in à single case, or sometimes 
an instrument for measuring watts 
(volts x amperes) in a direct-current 
circuit. 

VOLTMETER. An instrument for 
measuring differences of potential or 
voltage and indicating the differences 
directly in a number of volts on its 
scale. 

VOLUME. The intensity of the sound 
produced by a radio loudspeaker. 

VOLUME CON- < 
TROL. A device & 
which varies the 
a.f. output of a re- 
ceiver or p.a. am- “EEE „28 
plifier, thereb УН 
changing the vol V 
ume of the sound produced by the 
loudspeaker. 


VOLUME EXPANDER. A special 
manually-adjusted audio circuit which 
can be set to increase the volume 
range of a radio program or phono- 
graph record by making the weak pas- 
sages weaker and the loud portions of 
the program louder. Volume expand- 
ers are also made as self-contained, 
self-powered units which can be-in- 
serted between a phono pick-up and 
the input terminals of an audio am- 
plifier. 

: VOLUME UNIT. A recently developed 

method of expressing the power level 

in broadcast equipment with reference 
to a fixed power level of .001 watt. 


VU. Volume unit. 





үу 
WAFER SOCKET. A type of socket 
in which the clips for gripping the 
tube prongs are mounted between two 


wafers or sheets of insulating mate- 
rial. 


WATERPROOF. So protected or con- 
structed that moisture will not inter- 
fere with satisfactory operation. 


WATERTIGHT. So protected or con- 
structed that water will not enter the 
enclosure. 


WATT. The practical unit of electric 
power. In a direct-current circuit the 
expended power in watts is equal to 
the number of volts applied to the cir- 
cuit. multiplied by the number of 
amperes flowing in the circuit due to 
the applied voltage. In an alternating- 
current circuit the watts of power con- 
sumed are equal to the number of 
applied volts multiplied by the number 
of amperes of current, and multiplied 
by the power factor. Except in an al- 
ternating-current circuit containing no 
appreciable inductance or capacitance, 
or containing only resistance, the watts 
of power will be less than. the volt- 
amperes. 


WATTAGE RATING. A rating ex- 
pressing the maximum power which a 
device can safely absorb or handle. 
То determine how high a wattage rat- 
ing is required for a particular re- 
sistor, multiply the value in ohms of 
the resistor by the square of the cur- 
rent which is to flow through the re- 
sistor (resistance X current X cur- 
rent), and choose a resistor having a 
wattage rating approximately twice 
the computed value so as to give ample 
margin of safety in operation. 


WATTMETER. A meter for measur- 
ing and indicating directly in watts on 
its scale the power being consumed in 
a circuit or in equipment to which the 
wattmeter is connected. 


WAVE. Any continually varying quan- 
tity, such as an alternating current, 
sound wave, or radio wave. 


WAVELENGTH. The distance travelled 
in a'time of one cycle by an alter- 
nating current, sound wave or radio 
wave. This is the same as the distance 
between successive peaks having the 
same polarity in the wave. For wave 
motion in ether the wavelength in 
meters is equal to the number 299,- 
820,000 divided by the frequency in 
cycles per second. 

WAVE TRAP. A device sometimes 
connected to the aerial system of a 
radio receiver to reduce the strength 
of signals at a particular frequency, 
such as at the frequency of a strong 
local station which is interfering with 
reception of other stations. 


WEATHERPROOF. So protected or 
constructed that exposure to weather 
_will not prevent or interfere with sat- 
isfactory operation. 


WHEATSTONE BRIDGE. An instru- 


ment that allows calculation of values 
of resistance, inductance or capacitance 
in parts or circuits connected into the 
bridge circuit; the calculation involv- 
ing one ratio of resistances which are 
adjustable in the bridge circuit, and 
another ratio in which one value is 
known and the other is the value of 
the unknown resistance, inductance or 


capacitance. When adjustments make 
the two ratios equal the bridge is said 
to be balanced, and the condition of 
balance may be indicated by a gal- 
vanometer or other current-sensitive 
device. 


WHITE LEVELS. The range of yolt- 
ages through which vary the picture 
signal portions of a television signal. 
The maximum white level is at the 
extreme limit of carrier modulation. 


WIND CHARGER. A generator driven 
by a propeller mounted on or geared 
to its shaft. The unit must be 
mounted in a location where wind 
velocity is sufficient to 
rotate the propeller; this 
means it should be on a 
mast or tower extend- 
ing well above surrounding 
trees and buildings. The gener- 
ator is usually of the d.c. type, 
and is used for charging a 
radio storage battery or the 
batteries of a 32-volt farm 
lighting plant. 


WINDING. One or more turns of wire 
which make up a continuous coil, Used 
chiefly in coils, transformers and elec- 
tromagnetic devices. 

WIRE. A metallic conductor having es- 
sentially uniform thickness, used in 
radio chiefly to provide a path for . 
electric currents between two points. 
It may be bare or covered with an | 
insulating material such as enamel, 
cotton, linen or silk. 

WIRED RADIO. Communication by 
means of radio waves or silk. 

WIRELESS. Radio. 


WIRELESS RECORD PLAYER. A 
motor-driven turntable and phono 
pick-up mounted in the same cabinet 
with and r.f. oscillator. The phono 
pick-up converts a recording into a.f. 
signals which modulate the r.f. carrier 
of the oscillator. The resulting signal 
is radiated through space, as a minia- 
ture broadcast signal, and can be 
picked up by any radio receiver in the 
same house merely by tuning that re- - 
ceiver to the broadcast band frequency 
on which the wireless record player 
is operating. 


WIRE-WOUND RESISTOR. A re- 
sistor which is constructed by winding 
a high-resistance wire on an insulating 
form. The resulting element may or 
may not be covered with a ceramic 
insulating layer. 


WORK. A force multiplied by the dis- 
tance through which it causes a mass 
or weight to move. If a force of one 
pound causes a movement of one foot, 
the work done is equal to one foot- 
pound, this being one of the units in 
which work may be measured. Work 
is the result of a force acting against 
some form of opposition to motion. 
It is measured as the product of the 
force and the distance through which 
it acts. 


X 


X. A letter used in formulas to desig- 


nate reactance. 


XC. A symbol used for capacitive react- 


ance in ohms. 


Х-СОТ. А piezo-electric crystal or 


quartz plate cut in such a manner that 
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X-axis is perpendicular to its faces. 
Also sometimes called Currie cut and 
a zero-angle cut. 


X-RAYS. A form of radiation which 
will penetrate opaque substances and 
affect photographic plates or films, or 
produce fluorescence, thus showing 
otherwise invisible differences in struc- 
ture as lights and shadows. The rays 
are produced by the striking of an 
electron stream against a solid object 
called ‘the target in an X-ray tube. 


X’S. Disturbances caused by static. 


Y 


Y. Symbol used for the admittance in 
ohms. 


Y-AXIS. In a quartz crystal, a line per- 
pendicular to the two diametrically 
opposite parallel faces. It lies in a 
plane which is at right angles to the 
x-axis. 

Y-CUT. A piezo-electric crystal cut in 
such a manner that the y-axis is per- 
pendicular to its faces. Also sometimes 


RMA COLOR CODE FOR RESISTORS 


мёЇнор т 
COLOR BANDS A,B,AND C GIVE VALUE. 
GOLO OR SILVER BANO D, USUALLY 
OMITTED, INDICATES TOLERANCE. 
BLACK BACKGROUND — UNINSULATED. 
TAN BACKGROUNO— INSULATED. 


с 

METHOD II 
BODY COLOR (A), END COLOR (B), ANO DOT 
OR BANO COLOR (C) GIVE VALUE. 
GOLD OR SILVER BAND D, USUALLY 
OMITTED, INDICATES TOLERANCE. 


COLOR A GIVES FIRST FIGURE OF RESISTOR VALUE. 


COLOR 8 


COLOR C 


GIVES SECOND FIGURE OF RESISTOR VALUE. 


GIVES NUMBER OF CIPHERS FOLLOWING THE FIRST TWO 
FIGURES. 


COLOR D: GOLO BAND INDICATES + 5% TOLERANCE. 
SILVER BAND INDICATES + 10% TOLERANCE. 
NO BAND INDICATES STANDARD + 20% TOLERANCE. 








BANDA BAND B BAND C 
Green (5) Black (0) Black ( 
Red 5) Black 33 Yellow (ооу N. 

.Blac ello 
С ) Green (5) Green (00000) Gold 








oF EXAMPLES METHOD II 

ROS (B) BAND (C) RESISTOR 
Green Blac Black 50 ohms 

Red Green Brown 250 ohms 
Green Black Yellow 500,000 ohms 
Orange Green Green 3,500,000 ohms 


The standard color code for resistors 
was developed by the Radio Manufac- 
turers’ Association of marking ohmic 
values on_fixed carbon and metallized 
resistors. Two marking methods are in 
common use. 

Method I markings are used chiefly on 
resistors having leads coming straight 


EXAMPLES—METHOD I 


RESISTOR VALUE 
+ 20%, uninsulated. 


Bro 250 ohms + 10%, insulated. 
Black 500,000 ohms + 20%, uninsulated. 
Brown 3,500,000 ohms + 5%, insulated, 








== EXAMPLES—MICA CONDENSERS 
ST 2ND 3RD 





1 

DOT рот рот CONDENSER VALUE 
Green Black Black 50 тті. (00005 ті.) 
Brown Black Brown 100 mmfd. (0001 míd. 
Red Green Brown 250 mmfd. ,(.00025 mfd.) 
Green Black Red 5000 mmíd. .005 mfd.) 


out from the ends; with this method, all 
color bands are equal in width, and may 
or may not be touching each other. 
Method II markings are identified by 
the fact that the color bands or colored 
areas are of different widths. This 
method is invariably used on resistors 
having leads coming eut from the sides, 


called a face-parallel cut or thirty- 
degree cut. 


Z. A letter used in formuas to designate 
impedance. = 
ZERO-BEAT. A condition where two 

frequencies are exactly the same. 


ZERO BIAS. Zero voltage between the 
control grid and cathode of a vacuum 
tube, so that these two electrodes are 
at the same potential. 


and sometimes also on end-lead resistors. 

The tolerance marking, when present, 
indicates the amount by which the re- 
sistor may deviate from its rated value. 
Thus, a 100-ohm resistor with 5% 
(plus or minus five percent) tolerance 
may have an actual value up to 5 ohms 
higher or lower than 100 ohms (between 
95 and 105 ohms). 

Uninsulated resistors marked accord- 
ing to Method I have a black back- 
ground color, while insulated resistors 
have a tan background color. 

Missing color bands in Method I 
markings are assumed to be the back- 
ground color (brown or black). A miss- 
ing end color (B) or dot color (C) in 
Method II markings is assumed to be 
the same as the body color (A). 

With Method I, band A is never black, 
for a, resistor value cannot start with 
zero. When you encounter a resistor 
with a black band at the left end, it is 
either an uninsulated Method I resistor 
which you are trying to read backward, 
or it is a Method II resistor with the 
black band serving as end color B. 

CONDENSER COLOR CODE. The 
basic scheme of the RMA Color Code 
is also used for designating values of 
fixed mica condensers. Three colored 
dots will usually be placed on the bake- 
lite body of the condenser, along with 
an arrow or other markings which indi- 
cate the direction in which the dots are 
to be read. The value of the condenser 
in micro-microfarads is read in exactly 
the same way as for resistors; the first 
color dot gives the first figure in the 
condenser value; the second color dot 
gives thé second figure; the third color 
dot gives the number of ciphers to be 
added to the first two figures, 





TWO RESISTORS IN SERIES: TOTAL R=R:+Rz O 
TWO RESISTORS IN PARALLEL: TOTAL R= 


TWO CONDENSERS IN SERIES: TOTAL C= 
TWO CONDENSERS IN PARALLEL: TOTAL C= Ci+-Cs 


XR: R 
RXR: R 


Е: В» 19 
CixCs 


Cir Cs 








HMS LAW FOR D.C., WHERE 
IS RESISTANCE IN OHMS. 
IS. VOLTAGE IN VOLTS, I 

CURRENT IN AMPERES, 
ND P IS POWER IN WATTS: 





HOW TO READ SCHEMATIC DIAGRAMS 
A SCHEMATIC circuit diagram is a 


symbolic means of showing elec- 
trical connections in radio apparatus. It 
tells very little about how the various 
parts look, how they are constructed, or 
where they are located on the chassis, 


° but it does tell how the parts must be 


connected together electrically to make 
the. set operate. The schematic diagram 
also provides a quick means for checking 


connections during construction work 
and when hunting for defects in improp- 
erly operating apparatus. 

A circuit diagram is read from left to 
right when tracing intelligence signals 
from the antenna to the loudspeaker. 
Look for the antenna or input terminals 
at the upper left, then move across the 
diagram one stage at a time. Usually the 
stages will be labelled to indicate their 


functions, so the tube lineup of a re- 
ceiver can be determined almost at a 
glance once a bit of experience is se- 
cured with these diagrams. 

The power pack is always placed near 
the bottom of the diagram. It can read- 
ily be identified by the fact that it will 
have an input connection to a power line 
or storage battery. In battery-operated 
equipment, the circuit will usually show 


- 3 + 
i "A' BATTERY 


= +. MULTI-CELL OR 
арр "B" BATTERY 
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HOW TO READ SCHEMATIC DIAGRAMS 


only the terminals to which the A, B, 
and C batteries are to be connected. 
The preliminary scanning of a com- 
plete diagram to "get your bearings" is 
about the only time when a schematic 
circuit diagram need be read completely 
all at once. The radio man is usually 
interested only in one particular section 
of the diagram, for he. works on only 
one section of a receiver at a time. 
One important fact to realize is that 
junctions of wires on a schematic may 
be arranged differently from correspond- 
ing terminals on actual apparatus. Thus, 
there may be two resistors and two con- 
densers connected to a particular tube 
socket terminal on the chassis, but only 
a single line going to that same terminal 
on the schematic diagram; somewhere 
along the line, however, you will come 
to the symbols for these same resistors 
and condensers. A schematic diagram is 
drawn so it will be easy to trace through, 
while parts are arranged on a chassis so 


| { ANTENNA 
Y Y (AERIAL) 


GROUND 
(OR CHASSIS CONNECTION) 


-/ 60000 - 


RF 


LOOP. AERIAL 


(USUALLY BUILT INTO 
CABINET OF RECEIVER) 


ES 


IRON- 
CHOKE COIL 


TRANSFORMER 
(AIR CORE) 


A.F 
TRANSFORMER 
(IRON CORE) 


POWER 
TRANSFORMER 


P: S-V0LT PAIMARY: 


connections will be easy to make, leads 
will be as short as possible, and parts 
which might interfere with each other 
are kept far apart. 

The symbols used: on schematic circuit 
diagrams to represent various radio parts 
are shown in the accompanying chart. 
When several different symbols for a 
particular part are in common use, these 
are shown. Variation in symbols are 
most evident in the case of radio tubes, 
but will give no difficulty once you-learn 
that a dotted or zig-zag line always rep- 
resents a grid, and a solid line, solid box 
or hollow box represents an anode. 

In battery symbols, the short line is 
always negative or minus and the long 
line .is positive or plus. 

Several methods of showing cross- 
overs of wires are in common use, but 
there should be no confusion if you first 
look over a new diagram to see which 
method is employed. If a half-circle is 
used to bring one wire over another 


SWITCH 
(ROTARY OR 
SELECTOR) 


CORE 


CRYSTAL 
OETECTOR 


LIGHTNING 
ARRESTER 


— — FUSE 


$1: CENTER-TAPPEO 


—— NO CONNECTION 


SECONDARY FOR FILAMENTS 


5 3 рә ЕШ WINDING 


OF SIGNAL CIRCUIT TUBES 


RECTIFIER TUBE 


6) (ғ) ® PILOT LAMP 


FILAMENT 


NO CONNECTION 
(WHEN CONNECTIONS ARE 
ІМОЮСАТЕО SY DOTS) 


CONNECTION 
{WHEN NO-CONNECTION 
CROSS-OVERS ARNE 
INDICATEO BY HALF- 
CIRCLES 


== 
= 


CLES) 
TERMINAL 


ONE CELL OR 


—MWW-— RESISTOR == 
Т I POTENTIOMETER 
TAPPED RESISTOR 


OR VOLTAGE 
DIVIDER 


І.Р. 


FIXEO 
CONDENSER 
(MICA OR PAPER) 


FIXED 
CONDENSER 
(ELECTROLYTIC) 


TRIMMER ANO 
PADDER 
CONDENSER 


TRANSFORMER 
(ооовсє-томєо) 


——Q—— POWER 
SWITCH 


(S.P. S.T.) 


6- 53: С6МТЕй-ТаРФЕО 
3 MON-VOLTAGE SECONDARY 
WINOING 


LOUDSPEAKER, 
PM. DYNAMIC 


VARIABLE 
poron т CONDENSER 


GANG 
TUNING 
CONDENSER 


Ее 


Pe e 


SWITCH 
= C- (S.P DT.) 


RHEOSTAT 


AIR-CORE 
CHOKE COIL 





— 
е SWITCH 
—e ¢e— (0.PDT.) 


when there is no connection, you can 
be sure that a connection is intended ` 
when wires cross without having this 
half-circle symbol. I£ there are no half 
circles anywhere on the diagram at 
cross-over points, and there are solid 
dots at some cross-overs but not all, 
then the solid dot indicates a connection 
and the plain cross-over indicates no 
connection. In any event, a solid dot at 
a junction will always indicate a con- 
nection. 

Filament circuit connections are so 
standardized that a radio man seldom 
bothers to draw them in. Instead, he 
brings the two filament leads out of the 
tube symbol a short distance, labels one 
X, and labels the other Y. Correspond- 
ing letters will be found on the two leads . 
of the filament winding in the power 
pack. 'This system of marking indicates 
that all points marked X are to be con- 
nected together and to the X terminal 
of the filament winding, and all points 
marked Y are to be connected to the Y 
terminal of the filament winding. The 
tube filaments are then connected in par- 
allel, as is always done in a.c. receivers, 
and almost always in battery-operated 
sets. 

Sometimes a ground symbol will be 
used in place of Y, indicating that those 
terminals are simply connected to the 
nearest convenient chassis lug. Then 
again, the letter H will be used on all 
filament leads, indicating that all tube 
filaments and the filament transformer 
are to be connected in parallel, with 
polarity being unimportant. 

In universal a.c.-d.c. receivers, the fila- 
ments are invariably connected in series. 
Sometimes the connections are shown 
right on the schematic diagram, but usu- 
ally the filament symbols will be omitted 
from the tube circles, and will be shown 
instead near the bottom of the diagram, 
all connected together as they should be. 
When you encounter this type of connec- . 
tion, be sure to follow the exact order 
of connections. shown on the diagram, 
The filament of the power output tube 
and rectifier tube must often have par- 
ticular positions in the line-up to give 
satisfactory operation. 

Other methods of showing series fila- 
ment connections are generally self- 
explanatory once they are studied for a 
few minutes while keeping the above 
basic facts in mind. 

Connections to the chassis are usually 
indicated by a ground symbol. The 
chassis of a universal a.c.-d.c. receiver is 
seldom connected directly to an external 
ground. . 

Bottom views of tube sockets, showing 
terminal connections, are usually given 
either directly on a schematic circuit. dia- 
gram or on a separate diagram. How- 
ever, schematically drawn tube terminal 
connections are not always drawn in the 
same rotation as the actual socket con- 
nections. If a separate diagram indicat- 
ing the proper terminal number is not 
included, a tube chart or manual must 
be referred to. Always use the aligning 
key as your guide for locating a particu- 
lar terminal when working with octal- 
base tubes. With older tube bases, the 
spacings. between prongs are unequal to 
permit locating a particular prong. In 
some cases the spacing is equal but the 
filaments are indicated by larger socket 
holes. With this as a guide the other 
elements may be identified. 
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SPARE TIME JOB PLANS 


HOME MODERNIZATION—Extra Outlets 
Illuminated House Numbers, New Modern Lighting 
Fixtures, Replacing Worn Appliance and Lamp Cords. 








There is an old story which relates how a young 
son of a merchant set out to seek success and trav- 
eled over many lands WITHOUT finding it. After 
many years he came back home to find that his 
brother, who was much younger that he, had a very 
prosperous business and was a very successful man. 
The older son then asked his younger brother, 
“Brother, how came you to this great success—I’ve 
traveled many lands and haven’t made any prog- 
ress?” The younger son replied, “I merely made the 
most of the opportunities around me.” 

This story outlines a very IMPORTANT point. 
Make the most of the opportunities around you. 

This Spare Time Job Lesson will outline many 
types of jobs that are available in almost every com- 
munity. These jobs are waiting for SOMEONE to 


do them. A little initiative in going after these jobs. 


will pay you BIG DIVIDENDS. 


HOME MODERNIZATION 


The rapid strides being made in the great field of 
Electric Illumination constantly opens up opportu- 
nities for modernization and improvement of light- 
ing conditions, not only in the home, but also in the 
office, factory, theater, store, etc. 


This tremendous field offers wonderful opportuni- 
ties in almost every locality. Practically every 
building a few years old can be improved by instal- 
lation of modern fixtures, and in many cases, espe- 
cially in the older buildings, the lighting equipment 
is not only out of date, but it is very undesirable 
from the standpoint of efficiency, appearance, and 
decorative harmony. 


CEILING FIXTURES 

It is not usually a difficult task to replace old ceil- 
ing fixtures, that is, the work involved is not at all 
complicated for men who understand the material 
in this book. 

Whenever possible the power should be shut off in 
the building by opening the switch or removing the 
fuses at the service box before the old fixture is 
removed, and after the new fixture is properly fas- 
tened to the fixture stud, the splices should be care- 
fully made, soldered, and taped. 


The correct fixture to select is governed by size 
and type of room, the decorative scheme, and the 
personal taste of the owner. 

The first thing to do is to get some up-to-daté 
catalogs on modern lighting fixtures. 


BED ROOMS 


In many cases, especially in some of the older 
homes, bedrooms were not considered such an im- 
portant part of the home from a decorative stand- 
point. Therefore, many fixtures have been installed 
that do not make a desirable appearance. This fact 
makes many home owners prospects for some of the 
modern fixtures designed for use in bedrooms. 


KITCHEN LIGHT 


The kitchen is one of the most important rooms in 
the home from the standpoint of good lighting, but 
there are many homes where just an ordinary drop 
light is used. A very good type fixture for use in 
the kitchen is the new fluorescent types or one with 
a direct diffusing bowl with a 100-Watt lamp or 
larger, depending on the size of the kitchen. In 
large kitchens it is also desirable to have wall 
lights mounted above the work table or range. 


BATH ROOM 


The new tubular shaped "lumiline" lamps are: 
ideal for use in bath rooms. One lamp may be 
mounted on each side of the mirror. This arrange- 
ment gives sufficient general lumination for the bath 
room and has the added advantage of supplying 
ideal light on the face so that there are no shadows 
on the face when the mirror is used. 


ILLUMINATED DOOR NUMBERS 


How many times have you had difficulty in locat- 
ing a certain house on a dark street? Needless to 
say, almost everyone has had this difficulty because, 
very few houses are illuminated at night so that the 
door number can be seen from the sidewalk or the ' 
street. This difficulty can be eliminated by leaving 
a bright light burning at the entrance to the house, 
but in most cases the light that is used to light up 
the entrance is of high enough wattage so that it is 
too costly to be left on during late hours of the 
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` night. Therefore, almost every home owner is a 
good prospect for a good illuminated door number 


that can be operated at a low cost. 


REPLACE DEFECTIVE LAMP AND 
APPLIANCE CORDS 
There are thousands of homes with worn, frayed, 
defective and dangerous lamp and appliance cords 
-that need replacing. New cords can be easily made 
up from colored rubber-covered zip cord wire. Many 
homes have defective toasters, flatirons, portable 
electric heaters, etc., that can be quickly und eco- 
nomically repaired by replacing the old burned-out 
heating elements cords or switches. 
Electric fans, vacuum cleaners, washing machines, 
refrigerators, food mixers, etc., all have motors and 
' Switches that get out of order. Very often these de- 
fects are so simple to remedy that 10 minutes’ to 
one hour’s time is all that is required to give them a 
good cleaning, replace motor brushes, adjust brush 


spring tension, clean commutator, resolder a broken 
wire or lead, and put them back in good condition. 


In addition to these opportunities, there are also 
thousands of old homes with a shortage of con- 
venient outlets, resulting in long, unsightly, unsafe 
extension cords running all over the rooms. 


It is a simple and inexpensive job to install and 
connect additional outlets on the baseboards or walls 
of such houses. This means greatly improved con- 
venience for the owner and a nice profit for the 
installer. New and improved outlets will greatly 
decrease fire hazard and eliminate the possibility of 
shocks or burns to children. This is a strong selling 
point to put over in presenting this service to a 
home owner. 

So, go out after this work, and in a very short 
time you may find you have built up a reputation 
and a full-time electrical business, just as many 
other men have done. 
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SPARE TIME JOB PLANS 


ELECTRICAL ADVERTISING DEVICES 








There is a big field in almost any town for elec- 
trical advertising devices. I have reference to de- 
vices such as the JUMPING RING—the LADDER 
ARC, the SHOE-STRING LAMP, etc. These are 
novelties that attract attention. When placed in the 
window of a store or shop, they will make people 
STOP AND LOOK. If you can get people to stop 
and look, there is a chance that you might get them 
to come in and LISTEN to you on what you have 
to sell. . 

Many men are making good money building these 
interesting displays and either SELLING or 


RENTING them to store owners in their locality. ` 


This novelty electrical display advertising is a new 
idea for many communities and can be used for most 
any type of store. 

The following diagrams, technical wiring informa- 
tion and a little experimenting should enable you to 
construct your own units at very little cost. After 
you have a few devices built, take them out and 
demonstrate them to various shop owners. Work out 
some plan of rental or outright sale of the devices 
and you may find that you have a very good sideline 
for increased revenue. Working out this plan in your 
locality is just another way to make use of this 
Coyne Trouble Shooting Manual. We don’t rec- 
ommend that you leave your job to promote this 
plan but we offer it to you as a means of using 
your SPARE TIME to the best advantage. 

Here is the information for several interesting 
electrical displays: 


JUMPING RING 


The jumping ring should be mounted in a wooden 
box in such a manner that the transformer core and 
coil, switch and connections are below the top of the 
box, in order to conceal these parts. An intermit- 
tently-operated switch may be connected in series 
with the coil to provide repeating operation. 

When the circuit is closed, the ring will be force- 
fully repelled by reason of heavy currents induced in 
it due to transformer action when the coil is ener- 


gized. The circuit should remain closed for a few 


seconds, causing the ring to remain suspended 
without any apparent reason. It is this evident 
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defiance of the law of gravitation which arouses the 
interest of a passer-by. i 


LADDER ARC 


The ladder arc operates on the principle that elec- 
tric arcs drawn in air between vertical wires will be - 
driven upward by the rising heated air and by mag: 
netic action. In the arrangement shown, the arc is 
first formed at the bottom of the tube and travels 
rapidly to the top where the increasing arc length 
and resistance finally causes it to snap out. When _ 
this occurs, the arc is immediately re-established at 
the base and the cycle is repeated. Location of this 
device in a manner that will permit free circulation 
of air through the tube will result in improved 
operation by increasing the rate at which the arc 
travels. 












LADDER ARC 
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The size of the transformer to be used with this 
device can be determined by experiment; however, 
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a 1000 VA (9000V) neon sign transformer will op- 
erate quite satisfactorily on a tube two inches in 
diameter. If a one-inch tube is used, a 300 to 500 
VA transformer will be satisfactory. If the wires 
expand enough when heated to interfere with opera- 
tion, a small coil spring may be inserted in each 
wire at the top to take up the extra length caused 


by expansion. 
е 


THE DIVING DUCK 


Another "attention-getter" is the Electric “Div- 
ing" Duck. This device is very inexpensive to con- 
struct and consists of a SMALL glass fish bowl 
half filled with water, with a small celluloid duck, 
a 2"x4" iron core with 500 turns of No. 14 SCE wire 
and an old automobile battery. 









FISH BOWL 


CELLULOID DUCK 
LOADED WITH 
IRON FILINGS 


WATER 
TABLE OR STAND 


The fish bowl is set on a small table, the duck is 
filled part way with iron filings so that it will 
barely float. This can be done by slitting the front 
portion of the duck, pouring in the necessary filings 
and then sealing the opening with hot sealing wax. 
The magnet is connected to the battery and either 
an automatic timing switch or a manually operated 
hand switch inserted. When the switch is on, the 
duck dives; when it is released, it floats back to the 
top. 


LIGHTING WITH SHOE STRINGS 


Another simple, yet effective, attention-attracting 
device may be constructed from an ordinary ten- 
watt lamp and a shoestring. Two No. 30 plain 
enameled wires are soldered to the lamp terminals, 
care being taken to make the connection as in- 
conspicuous as possible. The connection to the 


screw shell may be imbedded in the sealing com- 


pound and brought out close to the other wire. The 
two wires are then fed through a hollow shoelace, 
one end of which is tied around the screw shell 
while the other is fastened to a suitable support 
that has been drilled to permit passage of rubber- 


covered concealed wires through it to the point of 
supply. 

Effectively constructed, this exhibit readily, in- 
trigues the passer-by because it presents the un- 
reasonable picture of an apparently unenergized 
lamp glowing at the end of ordinary shoestring. 


Caution should be exercised to avoid short circuits 
between the enameled wires in the string. It is ad- 
visable to separately fuse the cord leading to this 
device, with a fuse of five amperes or lower capacity. 


ANOTHER INTERESTING LIGHTING 
DISPLAY 


Here is another inexpensive lighting display that 
attracts attention. In No. 4 you have a piece of 
heavy plate glass two feet square. The glass is sup- 
ported by two 2”x6” wood blocks and another block 
of wood 2”x4” is set on the top of the sheet of glass 
with a socket for the 10-watt lamp. Wires are run 
from this wood block, shellacked to the sides of the 
glass into the wood blocks at the base. From there 
they lead to the outlet. The wire to be used is green 
silk No. 40 wire and care should be exercised to see 
that the wire is solidly shellacked to the sides. This 
display gives the illusion of an electric light opera- 
ting without wires. 


On any of these displays, it might be well to in- 
sert a flasher button so the device is in constant 
operation at all times. This would 1:ake it attract 
more attention and add to its advertising value. 


.25 W-LAMP 
GROOVED 


MOUNTED IN 
WOOD BLOCK. 


е. 
#40 GREEN SILK 
COVERED WIRE 

| SHELLACED TO 
EDGE OF PLATE 
GLASS. 


PLATE GLASS 
2 FT SQUARE 


WOOD BLOCKS. 
TABLE — 
OR STAND 


LAMP CORD 
FIG. 4 





This electrical advertising display plan is a good 
money-maker for you, so get busy on your displays 
as soon as you can and sound out the Bosse 
in your locality. 
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SPARE TIME JOB PLANS 


MAINTENANCE CONTRACTING OFFERS 
BIG OPPORTUNITY 








One branch of the electric trade in which many 
opportunities exist throughout the country today is 
MAINTENANCE CONTRACTING. There are 
opportunities in this field that are almost completely 
overlooked in many localities, and going begging 
for want of some competent maintenance electrician 
to capitalize them. 


For example, there are thousands of small shops, 
factories, stores, offices and hotels that really can- 
not afford to employ a full-time salaried mainte- 
nance electrician, because they do not have enough 
of such work to keep a man busy full time. : Never- 
theless, the electrical equipment in these places 
needs certain care and repair which is often seriously 
negiected because its owner puts off until the last 
possible moment the calling of a service electrician, 
or sending out of equipment to the repair shop. 


REGULAR MAINTENANCE SAVES MONEY 


In many such places motors are allowed to run 
overloaded, on undervoltage, poorly lubricated at 
the bearings and with oil soaked and dust clogged 
windings, until they burn out and cause expensive 
shut downs and delays within a small fraction of the 
time their useful life should be if they were given 
proper inspection and care. Low power factor ac 
counts for many more burnouts and losses. 


Lights are allowed to operate with old, inefficient 
bulbs in which the filament is nearly burned away 
and the interior of the bulb is coated nearly black, to 
say nothing of dirty fixtures and reflectors and low 
voltage on the lighting circuits, all of which may 
reduce the efficiency of the lighting equipment tc 
little more than half of its original value. 


In still other cases wiring has been allowed to 
deteriorate until the insulation is rotten and leaky, 
with circuits badly overloaded and sloppy dangerous 
temporary wiring creating fire and shock hazards 
and continuous losses due to voltage drop and 
grounds. In the majority of such cases these con- 
ditions could be prevented or remedied by a small 
amount of attention from an intelligent and compe- 
tent maintenance electrician at much less cost to the 
equipmet owner than he is wasting otherwise in 


excessive power bills, unnecessary shut-downs and 
expensive repair bills. 

‘If more men in the neighborhood of these places 
would offer their services on a part-time basis to 
several such employers many of them would find 
very profitable employment. This not only applies 
to independent individual electricians, but to many 
of the established electrical service shops and con- 
tractors which are not giving these small mainte- 
nance jobs the attention they deserve. 


However, the independent electrician who can go 
from plant to plant with a moderate kit of tools, 
can often provide this preventive maintenance serv- 
ice at lower cost than some of the repair shops 
because of his lower overhead. Many equipment 
owners are quite willing to have modern inspection 
and maintenance service for their equipment when 
shown the saving that it can effect, and the small 
monthly cost at which it can be obtained. 


An electrician may line up five, ten, twenty or 
more small plants. Some on written contracts and 
others on verbal agreement during a trial period. 
Some places may r-quire only a few hours of his 
time each month to inspect, test, and clean a few 
motors, controls, and lights: Others may require 
several days per month to properly inspect, test and. 
repair a larger group of machines and lights. Five 
or twenty-five dollars per month is not a very large 
amount for many shops to pay for this service even 
though their equipment may not justify paying a 
steady electrician a full monthly salary. However, 
it does not require many places at $5, $10, $20, or 
$30, per month to make a nice extra income for a 
part-time maintenance contractor. 


UNLIMITED FIELD FOR SERVICE 

Some equipment owners when offered such a serv- 
ice reply that they can’t afford it even at $5.00 per 
month, as their electrical repair bills have not aver- 
aged that amount so far. What these men are gen- 
erally overlooking is the much heavier repair bills 
they are certain to have a little later when their 
machines start to burn out and fail in less than one- 
fourth their normal life, because of the neglect on 
repairing small things before they become serious 


--— тг. 7 sew 


breakdowns. Regular inspection, cleaning, insula- 
tion testing, bearing lubrication, brush and commu- 
tator repairs, etc., can save much of this trouble and 
prolong the life of this equipment many years. 


If large factories and plants find it profitable to 
maintain crews ranging from several dozen to sev- 
eral hundred electricians to provide this modern pre- 
ventive maintenance service, then why can’t the 
smaller shop owner profit by it on a smaller scale? 


For a concrete example, we know of one recent 
case in which a man, out looking for a job, offered 
his services part-time to a plant owner, who had 
emphatically said he did not need an electrician. 
Starting out at a few hours per week, this man 
showed such savings and improvements on the elec- 
trical equipment he maintained and repaired, that 
within a few weeks it developed into a full-time 
maintenance job. It was found that this plant was 
having quite frequent burn-outs of their motors due 
to overloading, low line voltage, poor power factor, 
defective controller contacts and protective devices, 
improper fusing, etc. After a brief study of this 
condition by the writer who acted in a consulting 
capacity to the maintenance electrician, savings 
were effected in the repair bills and production de- 
lays that far more than paid the electrician’s salary. 


In another instance a. man offered this class of 


maintenance service to a small plant owner and | 


made a few inspections and minor repairs when he 
was asked to rewind the armature of a burned-out 
5 h.p. D.C. motor. After satisfactorily completing 
this job at very reasonable cost to the owner and a 
fair profit to himself, he was promptly shown sev- 
eral dozen burned-out machines of similar and larger 
size which had been held in a storeroom unrepaired, 
because this owner had received one or two exorbi- 
tant estimates on rewinding them at outside shops. 
This resulted in a steady job for this man. 


Ма А Аі ніні бе ықы АРЫ Анды ЫЫ; 


SMALL CAPTIAL NEEDED TO START 

A wide variety of similar opportunities in main- 
tenance contracting are open to the maintenance 
electrician who has a thorough knowledge of elec- 
trical machinery operation and trouble, modern 
maintenance methcds, the use of simple test instru- 
ments, and a little ability to sell this money saving 
service to many plant and equipment owners who 
have not yet had it properly presented to them. 
Much of this class of maintenance work can be done 
with only a very moderate investment in tools and 
test equipment and handled in your spare time. 


ADD AN EXTRA SPEAKER PLAN 


Here is a Sales idea for Radio men that is proving 
very successful in all parts of the country. It is this 
Add an Extra Speaker Plan. Briefly, here is the 
idea: 

Many homes today have just one radio, This 
radio is in the living room and unless the volume is 
turned up considerably the radio can only be heard 
in that room. Many folks would like a radio in the 
kitchen, bedroom, on the back or front porch or 
down in the game room in the basement, but the 
cost of buying a separate radio for these rooms is 
prohibitive in most cases. Here is where you have a 
chance to satisfy this desire for an extra Radio by 
selling the Add An Extra Speaker Plan. 

Here is what you should do if you are interested 
in working this plan in your city or town. First of 
all, refer to diagram in the Radio Section of this 
manual covering the installation. This will give you 
complete wiring instructions for these extra 
speakers, 
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SPARE TIME JOB PLANS 


PROPER TREATMENT FOR WATER-SOAKED 
ELECTRICAL MACHINERY 








A good electrician should be able to properly meet 
all conditions that arise which interfere with the 
operation of electrical machines. Machines are 
sometimes exposed to excessive moisture or flood 
waters because it is often necessary to install them 
in basements, mines and other damp places, or where 
flood waters may reach them. Machines that are 
used for under-ground work, such as in mines, tun- 
nels, etc., become saturated with moisture when they 
are not operated for a long period of time. These 
machines as well as machines that have been cov- 
ered by flood water must be thoroughly dried out 
before being put in regular service. So in many 
cases a thorough understanding of how to correctly 
treat water-soaked machines will be very valuable. 
Much of this work has been made necessary by 
floods, and very often machines that have been 
water-soaked or allowed to absorb moisture while 
idle, must be dried out. 

The machine should first be thoroughly cleaned 
before drying. If the machine has not been covered 
with flood water, the cleaning will-not be so difficult. 
All the surface moisture should be wiped off with a 
rag or waste to expedite the drying out process. If 
the machine has been covered with flood water then 


the windings may be filled with sand, mud, silt, etc., 


and must be put through a thorough cleaning proc- 
ess before drying. If the machine is covered with 
mud it can be washed off with a strong jet of water 
from a hose, being careful not to use high enough 
pressure to damage the winding insulation. 
Solutions commonly used for final cleaning and 
removal of grease, are kerosene, gasoline, and car- 
bon tetrachloride. Kerosene and gasoline are 
cheaper but are very dangerous to use around open 
fires, as even the fumes or vapors from these liquids 
are very explosive. Carbon tetrachloride is the saf- 
est cleaning agent to use as it is non-inflammable 
but the cost of this agent prohibits its use where 
economy is a major item. Kerosene can be used 
very successfully if the proper precaution is used to 
prevent fire. A very high grade of kerosene should 
be, used so it will evaporate rapidly after the machine 
has been cleaned. When using kerosene, or gaso- 
line for cleaning, ample time should be allowed for 
complete evaporation before exposing the machines 


to high temperature or placing them in operation. 

A convenient cleaning process for small machines 
and machines that can be easily disassembled, is to 
fill a pan or vat of the proper size with the cleaning 
agent and place the machine or windings in the vat 
and use a stiff brush and wash the windings until 
clean. Machines that are too large for their parts to 
be placed in a vat can be cleaned by first carefully 
scraping or cleaning with a thin wooden stick or 
paddle having smooth edges. Then compressed air 
or a spray of. kerosene can be used to finish the 
cleaning job. Slender bottle brushes are very handy 
for cleaning dirt out of ventilating slots and other 
small places, 


METHODS FOR DRYING OUT MACHINES 

1. Place the machine or its parts in an oven and 
bake at the proper temperature until dry. 

2. Send current at reduced voltage through the 
windings until the internal, heat produced dries 
the machine. 

3. Cover the machine with canvas, or other mate- 
rial) to enclose it and place a heating unit under 
the enclosure, using a fan to circulate the heated 
air. 


The proper method to use will be governed by the 
size of the machine and the equipment available to 
do the work... Fractional H.P. machines and machine 
parts that can be placed in an oven can be com- 
pletely dried out in a few hours. The time required 
for drying. will vary according to the size of ma- 
chine or winding. The following chart gives ap- 
proximate time for baking machines of different 
sizes, at 185? F. This temperature should not be 
exceeded on wet machines using cotton enamel and 
paper insulations. Temperatures up to 205° F. can 
be used on machines with mica insulation. 


Core Diameter Temperature Time 
Under 6 inches 1859 F. 4 to 6 hours 
6 to 12 inches 1859 F. 12 hours 
12 to 18 inches 1859 Е, 24 hours 
18 to 24 inches 185° F. 36 hours 


The following drawing shows how electric heat- 
ing units and an electric fan may be used for 
circulating warm air through a temporary oven. 
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TEMPORARY OVEN 
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If, in emergencies, a higher temperature is used, 
the drying can be done quicker, but the temperature 
` should not be high enough to damage the insulation. 

The oven used does not have to be specially built, 
in fact, the oven in the kitchen stove can be used 
very satisfactorily for small machines and windings. 
Very often a crude oven or box made of bricks or 
sheet iron will serve the purpose. If the oven is not 
equipped with a thermometer, one should be placed 
inside the oven to eliminate guess work. 

Machines that are too large for oven drying can 
be dried out by placing them in operation,. using 
proper precaution to prevent damaging the machine. 
When this method is used, the first thing to do is 
disconnect all load from the machine and separately 
control the current through each winding. The cur- 
rent used to dry out the machine should not exceed 
normal operating current. A very low voltage should 
be applied. to the machine at first as its resistance 
will be very low, and probably it will not rotate at 
all until partially dried out. On large high voltage 
machines the voltage applied for drying should not 
exceed 15% of normal operating voltage. On smaller 
machines not over 25% of normal voltage, or the 
insulation may be pufictured and burned by exces- 
sive leakage current. After the machine starts ro- 
tating and has partially dried, the voltage applied 
can be gradually increased to keep enough current 
going through the windings to produce heat for 
drying. Do not put any load on the machine until 
it has operated for some time with normal operating 
voltage applied to the windings, then add the load 
very cautiously and if any part of the machine 
starts overheating the power should be disconnected 
and that part of the machine properly protected be- 
fore proceeding with the operation. When using 
this method on badly soaked large machines it may 
require days of drying out before the machine can 
be put in regular service. 

When a very large machine is water soaked to a 
point where it would be dangerous to connect power 
to it, a canvas or other form of enclosure can be 
built around it to serve as an oven. Steam, gas or 
electrical heating units can be used to provide the 
heat. A fan should be used to circulate the heated 
air, through the machine, to carry away the mois- 
ture and to promote thorough, even drying. The 
enclosure should be constructed so there will be an 
opening on each side of the machine. The fan 
should be placed in one opening and the air pulled in 





from the outside and blown past the heating units, 
then through the machine, and out on the opposite 
side. A thermometer should be placed on the ma- 
chine winding to check the temperature, which 
should be kept at the proper value. 

If a megger, or other instrument used to test in- 
sulation, is available the insulation should be tested 
to determine when its resistance has again reached 
a safe value. If test instruments are not available, 
then the machine should be observed closely for 
several hours after it has been put in operation, and 
if any part of the machine starts overheating, it 
should be shut down and the drying out process 
continued until the trouble is eliminated. If the 
insulation has been damaged by cleaning or drying 
it should be coated or dipped in baking varnish and 
rebaked. If it is not possible to bake the insulating 
varnish, then use air drying varnish. This will 
greatly improve the insulating qualities and increase 
the length of time that the machine will give satis- 
factory service. 

When machines have been covered with flood 
water all other parts of the machine must be prop- 


.erly treated. Parts such as brushes, leads, tension 


springs, commutator and bearings can be washed 
with kerosene. Brushes should be cleaned and prop- 
erly fitted to commutator, tension springs should be 
checked for proper brush tension, leads cleaned and 
dried or replaced with new ones, commutator 
washed and checked for roughness and high mica 
also well cleaned between commutator segments to 
prevent a flash over and shorted coils. It is often 
necessary on large machines with hollow commuta- 
tors to remove several of the “V” ring bolts to drain 
out water that may have become trapped inside the 
commutator. 

Bearings should be flushed with kerosene and new 
oil put in the bearings and the machine run for a 
short time; then drain the oil and refill. The rea- 
son for draining the first oil put in is that- the kero- 
sene left in the bearing after flushing will thin the 
oil and partially destroy its lubricating qualities. 
On large machine it is best to disassemble the bear- 
ings and wipe them out thoroughly. f 

A machine that has been water soaked should be ` 
dried out and re-insulated as soon as possible to 
prevent the moisture from rotting the insulation. 

Always inspect all fibre and wood slot wedges and 
replace any that are warped or damaged. Rotor 
band wires should be inspected and tightened if nec- 
essary, because the rotor insulation sometimes 
shrinks a little after being dried out. 

Emergencies often arise whereby it is necessary 
to dry out water soaked or damp electrical equip- 


. ment, and the maintenance electrician who is quali- 


fied to take care of these emergencies is the man of 
greatest value to his employer. Such emergencies 
are also opportunities for trained men to increase 
their earnings by increased work in a business of 
their own. So be alert at all times and be ready to 
grasp these opportunities along with the many 
others in the broad field of electricity. 
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FREE ELECTRIC POWER FROM WIND-DRIVEN 
POWER PLANTS 


Among the various forms of energy available for 

use in generating electric power, “Wind power” may 
be classed with “Water power” as one of nature’s 
greatest forms of free power. Wind power, although 
not as dependable as water power, may be used to 
good advantage i in many parts of the country where 
water power is not available, and where it is incon- 
venient or too expensive to generate power by 
means of engine driven generators. 
. Small 6-volt plants for charging Radio batteries 
and for supplying lights in farm homes have become 
very popular in many parts of the country. It is no 
longer necessary to' purchase and renew Radio “B” 
batteries since the development of the vibrator type 
“B” eliminator, which obtains its power from a 6- 
volt storage battery. However, in order to satisfac- 
torily use a storage battery, some desirable means 
of recharging is necessary. 

Naturally, all automobiles are equipped with gen- 
eratots designed for charging the automobile bat- 
tery, and for, that reason many such generators are 
available for use in wind-driven plants. 

This job sheet is intended mainly for the man 
who wishes to build his own wind charger for the 
pleasure and experience to be gained from such 
work, and not with the idea that it should replace 
some of the very fine factory made plants now 
available at reasonable cost. 

The main purpose of this job sheet is to point out 
some of the important requirements and then with 
your own creative ability you may construct your 
own plants. 


GENERATOR SPEEDS 
The average automobile generator is designed to 


operate at speeds from 800 to 2500 R.P.M., with best. 


charging rate at speeds between 1500 "and 1800 
R.P.M. 


The above speeds are considerably higher than 
the average speed obtainable from efficient wind 
wheels. The average speed developed by these 
wheels or propellers will be between 200 and 400 
K.P.M. Therefore, if the auto generator is to be 
used, IT MUST EITHER BE GEARED UP BY 
MEANS OF GEAR, OR PULLEY ARRANGE- 


MENT, OR THE GENERATOR MUST BE RE- 
WOUND FOR OPERATION AT LOWER 
SPEEDS. 


PULLEY SIZES 


The size of pulleys necessary for indirect drive, 
may be found by the following formula. 


D.G.P. X R.G.P. 
| R.D.P. 


D.D.P. — 


In which 

D.D.P. — Diameter of driving pulley. 

D.G.P. — Diameter of generator pulley. 

R.G.P. — Revolutions per minute of generator 
pulley. 

R.D.P. — Revolutions per 
pulley. 

As an example, let us assume that on a certain 
generator, we have a pulley with a diameter of 2" 
to be driven at a speed of 1500 R.P.M. Assuming 
the speed of the propeller shaft to be 400 R.P.M., 
we apply the fermula as follows :— 


minute of driving 


2" X 1500 
400 





Fig. 1. A high grade fac- 
tory made Wind Charg- 
er. Note the governor ¢ 
attached across the cen. 
ter of the propeller. 


Therefore the size of the pulley necessary оп 
the propeller shaft will be 734” in diameter in 
order to drive the generator at a speed of 1500 
"R.P.M. This same formula can be applied to 
gears if they are used. 


DIRECT DRIVE 


The direct drive method is in most cases more 
popular than the pulley drive method. By direct 
_ drive we mean that the propeller is mounted 













Fig. 2. Wind driven power plants 

are obtainable in either 32 or 110 

volt types as shown above. 
on, or directly connected to the 
generator shaft so that the genera- 
tor turns at the same speed at which 
the propeller turns. In order to 
adapt an ordinary automobile gen- 
erator for operation at slower speeds, the generator 
must be rewound. 


REWINDING DATA 


Since we know that the voltage output of a 
generator is governed by the strength of the field, 
the number of turns of wire on the armature, and 


WINDCHARGER 


TOP VIEW 
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As an example, one of the model T Ford arma- 
tures has an original winding of 10 turns per coil of 
No. 17 S.C.E. wire. If we double the number of 
turns, the armature will be rewound with 20 turns 
per coil. Number 17 wire has a C.M. area of 2,048. 
One-half 2,048 is 1,024. We find in referring to a 
wire chart, that No. 20 wire has a C.M. area of 1,022 
which is close enough. So the armature would be 
rewound with 20 turns per coil of No. 20 S.C.E. wire. 


PROPELLERS 


Factory made propellers designed for use on wind 
driven power plants are available in different sizes 
and styles. However, those who wish to build their 
own propeller may do so by following the sketches 
shown in Fig. 3. | 





Fig. 4. The centrifugal air brake governor. Note how the springs 
are mounted to allow the governor to open in high winds. 


PROPELLER CONSTRUCTION 





Fig. 3. The above sketch shows how a propeller may be constructed from a 1 x 4 board. 


the speed at which the armature is rotated, we can 
easily understand that to obtain the same voltage 
at lower speed and the same field strength, we must 
increase the number of turns of wire on the arma- 
ture. 

` The change which in most cases works out satis- 
factorily, is to double the number of turns on the 
armature, but it will also be necessary to decrease 
the size of the wire to 14 the original circular mil 
area, in order to have room in the slots for the in- 
creased number of turns. 


The board used for this purpose may be any good 
grade pine, cypress, or cedar board, 1" thick by 4" 
wide by 6 ft. long. After the propeller is properly 
shaped and balanced, it should be shellacked and 


GOVERNOR 


All wind driven generators should be equipped 
with a governor of some kind to prevent excessive 
speed in strong winds. A very popular type used on 
some factory made systems is shown in Fig. 4. This 
governor opens up at high speed and brakes up the 
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Бір. 5. А--Тор view of offset type wind charger. B—Side view 
of same charger. , 


smooth air flow over the propeller, thereby holding 
down the speed. Another method which may be 
used is to off-set the mounting of the propeller shaft 
so that it will turn the propeller blades at an angle 
with the wind when the wind reaches a certain 
speed. Fig. 5 shows one method by which this may. 


be accomplished. The tail piece tends to hold the’ 
generator and assembly directly into the wind, but - 


will be forced to turn at an angle against the spring 
tension. The spring tension may be adjusted ‘to 
allow the governor to operate at any desired wind 
speed. : 


WIRING 

It is very important that the wire used for the 
electrical circuit between the generator and the bat- 
tery be of sufficient size to prevent excessive voltage 
drop. Wire not smaller than No. 8 B & S gauge 
should be used, and if the distance between the gen- 
erator and battery is greater than 50 ft., it is advis- 
able to use No. 6 wire or even No. 4 is still better. 

It is also very important to use a relay to open 
the circuit when the propeller speed drops low 


enough that the generator no longer generates suffi- 
cient voltage to charge the battery. In case a relay 
is not used, the battery will drive the generator as a 






Fig. 6. A 6 volt type 
aerolectric wind driven 
battery charger. 


motor, and soon become discharged. The regular 
cut-out relay used in connection with the auto gen- 
erator should work satisfactorily. 


TOWERS 

The wind driven generator must be mounted high 
enough so that the wind will have a free sweep to 
the propeller. Many installations are made on top 
of a building, and this method is satisfactory unless 
there are trees or some other obstruction in the way. 

In cases where it is necessary to mount the gen- 
erator still higher, a tower such as a regular wind 


‘mill tower may be used, or a straight pole similar 


to! leph le may be erected and proper! 
when the wind becomes strong enough, the blades ` E O proper 


guyed with wire in order to hold it from swaying in 
the wind. 

A turn table is also necessary in order that the 
generator may turn so that the propeller faces into 
the wind. ' : 

Sliding contacts must be arranged so that the wire 
connections between the generator and the battery 
are not twisted off as the generator rotates on the 
turn table. | 

Building a WIND DRIVEN power plant is both 
interesting and educational. Whether you live in 
the city or in a rural section you could make use of 
a good wind driven power plant. With this in- 
formation you should be able to easily build one of 
these units at very little cost. 


SPARE TIME JOB PLANS 


ELECTRIC WELDING OFFERS OPPORTUNITY 
FOR FULL TIME OR SPARE 
TIME JOBS 








The purpose of this job sheet is to acquaint you 
with arc welding equipment, and enough of the prin- 
ciples and methods to enable you to start practicing 
simple welding operations. 

If you practice these operations until you develop 
ability to make simple welds, this may provide an 
opportunity for you to make money repairing broken 
metal objects, or assembling metal parts by means 
of arc welding. 

Among the many uses we have for electricity to- 
day, Electric arc-welding may be classed as one of 
the most important. Electric welding is being used 
more ^ad more each day, and it is rapidly replacing 
older methods of welding. 

In addition to arc welding, we also have Electric 
spot welding and butt welding. All methods are 
valuable for various uses, but arc welding is gener- 
ally used for erecting steel buildings, constructing 
heavy machinery, and repairing broken metal parts. 


WELDING POWER 

Direct current has been generally accepted as bet- 
ter than alternating current for welding purposes. 
However, A. C. may also be used quite satisfactorily. 

The voltage required for welding may vary be- 
tween 20 and 60 volts with an average between 30 
and 40 volts. The current will vary from a mini- 
mum of 25 amperes to 600 amperes or more. 

' The welding arc is drawn between the metal to be 
welded, and a metal electrode, or between the metal 
and a.carbon electrode. When a metal rod is used 
the process is called METALLIC ARC WELD- 
ING. When a carbon or graphite rod is used for 
опе terminal of the arc the process is known as 
CARBON ARC WELDING. 

For ‘ metallic arc welding” work the electrode is 
simply a metal wire or rod. This rod supplies the 
filler metal as the weld is being made. Therefore, 
the rod must be renewed from time to time as the 
weld progresses. When an arc is struck between 


the work and the"metal electrode tremendous heat is. 


generated which will fuse both the metal to be 
welded and the tip of the electrode. Metal is carried 
from the electrode to the metal.to flow from the 
electrode to the work, it is possible to perform a 


weld with the welding surface in a flat, vertical, or 
overhead position. In fact, the “metal arc welding” 
method is the only method by which metal may be 
successfully deposited overhead. 

When using the method known as “carbon arc 
welding” the electrode consists of a graphite or car- 


‘bon pencil. This method requires that a metal filler 


rod be supplied to the arc as the weld progresses. 

The metallic electrode method is more extensively 
used because the metal deposited is more likely to be 
homogeneous or uniform and the appearance of the 
weld is smoother and more desirable. 


The carbon arc method may be used for making 
welds where appearance is not important, but prob- 
ably the greatest use for the carbon arc is cutting or 
melting away excess metal. 


THE WELDING ARC 


As previously explained, the arc may be formed 
with either alternating current or direct current, but 
D. C. is the more desirable form of current. 

When using A. C. there is no difference which 
lead from the power is connected to the electrode, 
since the electrode will be negative half of the time 
and positive the other half of the time. 

When using D. C. the positive lead from the 
power is usually connected to the metal being 
welded, and the negative lead is connected to the 
welding electrode. However, in case very thin metal 
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Fig. 1. Diagram of the welding arc. 

is being welded it is sometimes desirable to reverse 
the connections and make the welding electrode 
positive. 
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Practice seems to indicate that there is a greater 
amount of heat concentrated on the metal connected 


to the positive line and since more heat is required - 


on the heavy metal being welded it is desirable to 
make the welding surface positive. The electrode is 
usually small compared to the welding surface, 
therefore the smaller amount of heat at the negative 
terminal is a desirable feature, unless the metal to 
be welded is very thin. In case the metal to be 
welded is very thin there is less danger of the arc 
burning through the metal when the electrode is 
positive. 
ARC CHARACTERISTICS 

The various characteristics of the arc may be ob- 
served by using suitable darkened glass. IT IS 
VERY IMPORTANT NOT TO LOOK DIRECT- 
LY AT THE ARC WITHOUT PROTECTION 
TO THE EYES BECAUSE the light given off by 
the arc is so intense that it causes a severe reaction 
and the eyes may become very painful and vision 
difficult. The fact that this reaction does not set in 
immediately is even more dangerous because an in- 
dividual who is not familiar with the effects of the 
arc may look at the arc repeatedly, not realizing the 
damage that is being done. Several hours later the 
trouble begins and although the eyes will respond 
to treatment and gradually come back to normal, it 
certainly is advisable to not take chances of damag- 
ing them. ALWAYS USE DARKENED GLASS 
WHEN WELDING OR AT ANY OTHER TIME 
WHEN OBSERVING AN ARC. 

When using a suitable shield the arc may be 
viewed and it will appear something like the draw- 
ing shown by Fig. 1. 


ARC LENGTH 


It is difficult to follow any set rule regarding the 
length of the welding arc, but as a general rule when 
welding with the metallic electrode the arc should 
be held as short as possible without causing the 
electrode to touch the work and put out the arc. 
This length may vary anywhere between 1/16 of an 
inch or less to % of an inch, depending on the diam- 
eter of the electrode and the amount of current used. 

The length of the arc when using the carbon elec- 
trode may vary between %4 and 1% inches. 


WELDING CABLE TERMINALS 


During the welding process the positive line lead 
must in some way be connected to the metal to be 





Fig. 2. Heavy copper hooks as shown above may be attached to 
the welding cable for convenience in attaching the cable to the 
welding work. 


weided. This may be accomplished by clamping the 
cable to the metal, or a heavy copper hook as shown 


by Fig. 2 may be attached to the cable for use in 
making connection to the metal to be welded. 

An electrode holder must be attached to the other 
cable to provide a convenient means of attaching the 
welding electrode, and to enable the operator to con- 
veniently handle the electrode. 

An electrode holder for light welding may also be 
constructed quite easily from a brass tube about 12 
inches long. The inside diameter of the tube should 
be about % inch so that it may be threaded to take 
a thumb screw. A hole is drilled through the tube 
about 14 inch from the end so that the welding rod 
may be inserted. The thumb screw is then turned 
into the end of the rod until it makes contact with | 
the welding rod so as to hold the welding rod firmly 





Fig. 3. The above diagram shows one method which may be used 
in mounting a reactance coil connected for use as a low power weldet, 


in place. A handle is then placed on the brass rod 
and the electrode holder is ready for use. The weld- 
ing cable may be attached by means of a heavy clip. 


WELDING EQUIPMENT 


An inexpensive welder may be constructed for 
operation on 110 volts A. C. as shown by Fig. 3. 
This welder although not large enough for heavy 
work may be used for soldering, light brazing, or 
welding. 

This welder consists of a reactance coil which 
serves the purpose of reducing the line voltage 
something like a resistance unit, but it has the ad- 
vantage of helping to stabilize the arc. 

The core for the reactance coil is constructed from 
strips of transformer iron. Strips 112" x 6" are 
stacked 172" high, so as to form a core 17" x 114" 
x 6". This gives a core area of 214". The core may 
also be constructed of strips of different widths, as 
long as the approximate area of 214" is maintained. 
As an example, strips 1" wide may be used by 
stacking them 234" high, or strips 2" wide will give 
the proper area when stacked 11%” high. 

The core should be equipped with end collars of 
insulating material such as fibre or wood. The core 
is then ready to be wound with the proper amount of 
insulated wire. For this purpose about 225 turns of 
No. 12 D. C. C. or larger wire, works very nicely. 
The coil should be carefully wound in neat even 


layers so that the turns do not criss-cross one 
another. 

After the coil is completed, it should be mounted 
on a supporting base and equipped with fuses and 
flexible leads as shown by Fig. 3. ЭЕ 
. When using coil for welding purposes, it is simply 
connected in series with one side of the line and con- 
nected to the electrode holder. The other side of the 
line is connected to the metal to be welded. 


GENERAL WELDING INSTRUCTIONS 


There are a few fundamental principles which one 
should understand in order to do successful welding, 
and if you understand these principles, then the 
speed and finer skill in this work will come with 
practice. 

Before starting to weld be sure that the welding 
electrode and the metal piece to be welded are prop- 
erly and securely connected to the two terminals of 
the welding power supply, and the transformer or 
generator properly adjusted for correct voltage and 
current. Also be sure that the surface to be welded 
is clean and free from grease, oil, paint, rust or scale. 
A wire brush is generally used for removing rust 
and scale. Gasoline can be used to remove oil and 
grease but the gasoline should be wiped off or dried 
off before starting to weld because otherwise its 
fumes will interfere with the arc. 


STRIKING THE ARC 

` When starting to weld, the electrode should be 
lightly tapped against the metal and quickly re- 
moved a short distance, about 1/16 of an inch. Then 
more slowly draw the arc out to its proper welding 
length. If the electrode is allowed to rest on the 
metal for even a second it is likely to stick or weld 
itself fast to the metal. If this happens, the elec- 
trode can usually be broken loose by bending rapidly 
back and forth and pulling. If this does not free it, 
the power should be switched off and the rod broken 
loose with a hammer. 

After practicing striking the arc and holding it 
the right length, start running "beads" by slowly 
.moving the electrode and arc along the metal in a 
straight line. Use a thin flat piece of steel plate, 
strap iron, angle iron, or a piece of cast iron, and 


practice this until you can run a smooth bead. The 
important thing in running a bead is to keep the 
hand steady, hold the arc the right length to avoid 
excessive spatter and to secure good penetration or 
bonding of the weld metal with the metal on which 
it is being deposited. The electrode must of course 
be steadily moved downward toward the metal in 
order to keep the arc the same length as the elec- 
trode melts away. 

If the electrode is moved along the metal too fast, 
the bead will be spotty or irregular and the penetra- 
tion of the weld metal will be poor. The electrode 
must move slowly enough to permit the base metal 
to heat up and become molten, in order for the weld 
metal to fuse or alloy properly with it. A good test . 
of penetration is to chisel off the bead, flush with 
the base metal, and see if it easily cracks loose, or if 
it is really welded into and joined thoroughly with 
the metal which was welded. 

If the bead cracks off easily it shows poor bond- 
ing, due to dirty surface or insufficient heat and 
penetration. 

If the electrode is moved too slowly the bead de- 
posit will be too high and irregular. 

When using welding generators or transformers 
which are adjustable, it is important to adjust them 
for the proper current and voltage, depending upon 
the size of the electrode used. Too much current 
will cause excessive sputtering and an unstable arc. 
Too little current makes the arc hard to hold and 
does not melt or penetrate the base metal properly 
unless the electrode is moved very slowly. 


The electrode should be tilted slightly in the di- 
rection the bead is to be run, in order to cause the 
arc to blow back and deposit the weld metal in a 
bead or ridge to the rear of the electrode tip with 
respect to its direction of travel. 

It requires considerable practice to develop in- 
stinctive knowledge and ability to control the arc 
length, electrode angle, rate of travel, and depth of 
penetration in arc welding. When you have ac- 
quired a knowledge of welding you will find this a 
very profitable spare time job field. We include ad- 
ditional INSTRUCTIONS ON WELDING IN 
OUR NEXT LESSON, 
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SPARE TIME JOB PLANS 


AUTOMOTIVE GENERATORS 





There are occasions when a small amount of al- 
ternating current power is desired for testing and 
experimental purposes, even though Direct Current 
may be available for power and lighting purposes. 
This is especially true in some rural districts where 
power is often obtained from individual D. C. power 
plants. 

These ideas have been prepared to help men who 
desire to rebuild an old auto generator for use in 
supplying 110 volt A. C. : 

We have selected the generator used on the model 
T Ford inasmuch as this generator is available in 

` practically all parts of the country. 

There is only one major change necessary and 
that is to rewind the armature. The field coils do 
not require rewinding, however the field must be 
excited from a separate source of Direct current. 


SELECTING THE GENERATOR 

When selecting a generator for rebuilding, it is 
important to select one on which the bearings and 
commutator are in good condition, and if possible, 
the field coils should be O. K. However, if the field 
coils are not in good condition they may also be 
rewound. 


PREPARING AN ARMATURE FOR WINDING 
The old wire should be removed from the arma- 
ture, and the slots should be carefully cleaned and 
prepared for the new winding. 
In addition to the original slot installation it is 
advisable to add a layer of varnished cambric to in- 
crease the insulation sufficiently to protect against 
` grounds in the higher voltage winding. 


WINDING THE ARMATURE 

The armature should be rewound for 4 poles as 
shown by Figure 1. About 34 Ib. of No. 25 S. C, E. 
wire will be required, but it is well to have on hand 
one full Ib. of wire so that there is no danger of 
running short. | 

A shown by diagram in Fig. 1 the winding may 
be started at any point on the armature and that 
slot may be indicated by the figure “one.” 

Each pole consists of three coils. The first coil 
consisting of 115 turns is wound in slots “1” and 


`2,” the second coil, which is a continuation from 
the first, is wound in the same direction with 130 
turns in slots “21” and “3,” and the third coil con- 
tinued from the second and also wound in the same 
direction consists of 65 turns in slots “20” and “4.” 
The first pole winding is now in place and the next 
step is to tag or in some way mark the starting and 
finish ends of the coil so that they may be identified 
for connections when the other coils are in place. 





с 

The second pole is wound in exactly the same way 
by placing the first coil of 115 turns in slots “6” and 
“7,” the second coil of 130 turns in slots “5” and “8,” 


. and the third coil of 65 turns in slots “4’ and “9.” 


Note that one side of the last coil occupies the same 
slot as one side of the last coil on the preceding pole. 

The first coil of the third pole is wound with 115 
turns in slots “11” and “12,” the second coil of 130 
turns is placed in slots “12” and “13,” and the third 
coil of 65 turns is placed in slots “9” and “14.” 

The fourth and last pole is wound with the first 
coil of 115 turns in slots “16” and “17,” the second 
coil of 130 turns in slots “15” and “18,” and the 
third coil of 65 turns is placed in slots “14” and “19.” 

Since there are an odd number of slots on the 
armature the coils in slots “19” and “20” do not 
overlap so these two slots are not as well filled with 
wire as the other slots. The remaining space in 
these two slots should be filled with wood wedges. 
The insulation in all slots should be carefully folded 
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down over the wire in the slot and wedges inserted 
to hold the wire and insulation in place. 


CONNECTING THE COILS 


The four sets of coils which make up the four. 


poles should be connected together so that adjacent 
poles are of unlike polarity. As an example, if the 
pole center between slots “1” and “2” is a north pole 
then the pole center between “6” and “7” should 
be south, the pole between slots “11” and “12” 
should be north, and the pole center between slots 
“16” and “17” should be a south pole. 
If all coils have been wound in the same direction 
` the proper polarity may be obtained by connecting 
the finish of “A” pole to the finish of “B” pole, the 
start of “B” pole, to the start of “C” pole, and the 
finish of “C” pole to the finish of “D” pole. We now 
have remaining the start of the coil on pole “A” and 
the finish of the coil on pole “D.” These two wires 
form the leads from which we obtain alternating 
current. І 

Before max ng permanent connections a test 
should be made to make sure proper connections 
have been made. Such a test may be made by con- 
necting a battery between the two finish leads and 
testing with a compass. The compass should indi- 
cate opposite polarity on adjacent poles at four 
different points around the armature. 

‘One of the leads is grounded by connecting it 
securely to the armature, and the other lead is con- 
nected to the commutator which is to be used as a 
slip ring or collector ring. 


THE COMMUTATOR AS A SLIP RING 

Slip rings used on regular A: C. machines consist 
of continuous brass rings and since the commutator 
is made up of segments which are insulated from 
one another, it is necessary to short them together 


by wrapping a piece of copper wire tightly around . 


the commutator over the risers to which the old 
winding leads were connected. The wire should be 
carefully soldered to each riser and then the wire 
from the winding is securely soldered to this wire. 
The armature is now ready for. use. 


THE FIELD COILS 

It will not be necessary to rewind the: field poles 
+ providing they are in good condition. However, the 
coil ends must be disconnected from the brushes and 
provision made for connection to an external excit- 
ing source. The generator cannot be self-excited 
because we no longer have a commutator, and there- 
fore no D. C. 

The four field coils may be left cor,.; ected in series 
with each other, and the exciting source may be any 
D. C. supply of proper voltage. A 6 volt storage 
battery will do very well and will build up sufficient 
field strength to develop a generator out ut of about 
100 Watts. If it is desired to increase the Wattage 
output without increasing the exciting voltage it 
may be almost doubled by arranging the field coils 
in parallel series. This may be accomplished by 
splitting the connection between tite coils so as to 


leave two groups of two coils each connected in 
series. These two groups are then connected in 
parallel. Itisimportant to maintain the proper rela- 
tion between the coils so that adjacent poles are of 
unlike polarity. 

The field may also be excited from any D. C. line 
or generator by using a rheostat or lamp bank to 
-control the amount of current through the field. 
The field current may be as high as 3 amperes when 
not used for continuous duty. When on continuous 
duty the field current should be reduced somewhat. 

The external A. C. line should be connected be- 
tween th: generator frame and one of the original 
brushes which rests on the commutator. Be sure 
that the brush selected for use is not grounded. The 
remaining brushes may be removed from the 
generator: 

CONVERTING D. C. MOTOR INTO A 
WELDING GENERATOR | 

In the previous spare time job lesson we gave 
you some instructions on the construction of Arc 
Welding equipment. I also promised at that time 
to tell you how to convert a D. C. Motor into a 
Welding Generator. In the remainder of this lesson 
I want to :xplain how you can make this Welding 
Generator at very little cost. 

Direct. Current Motors of 10 to 20 h. p. may be 
converted into Welding Generators with little diffi- 
culty, providing they are compound wound ma- 
chines. Some Motors may be adapted to this appli- 
cation by installing a series winding and providing 
separate excitation. The most desirable type of 
machine for Welding conversion, and the one that 
presents the least difficulty in making the change, is. 
a 110-Volt 10 h. p. or 15 h. p. compound type motor. 
To adapt such a motor to welding work Tequires two 
necessary changes: 

First, change the Armature winding from a sim- 
plex to a duplex connection; second, reconnect the 
shunt field coils, so that the normal voltage is im- 

“posed upon each coil when 55 volts is applied to the 
field.. (See figure No. 1.) Changing the Armature 
winding from simplex to duplex will half the Arma- 
ture voltage and double its current carrying capac- 
ity. Reconnecting the shunt field coils will insure 
normal field strength at the reduced voltage. After 
the above changes have been made, the 10 h. p. mo- 
tor should deliver about 150 amps. at 55 volts, and 
the 15 h. p. unit will deliver approximately 240 

amperes. 

Before any changes on the Armature are attempt- 
ed, the winding should be carefully examined to see 
whether it is lap or wave. wound. If it is wave 
wound, the current carrying capacity of the Arma- 
ture may be doubled by changing the winding to a 
lap connection; if it is lap wound, the connection 
must be changed from simplex to duplex. Either of 
these changes doubles the number of paths through 
the Armature, assuming the machine to have four 
poles, which is usually the case for motors of 10 
h. p. to 15 h. p. rating. It is better, as a general rule, 
to change the winding from simplex to duplex, 








regardless of whether it is lap or wave wound, since 
this change involves but little movement of the coil 
leads, and lessens the chance of breaking the wires; 
moreover, this method may be applied to either lap 
or wave windings. 
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FUELOS CONWMECTIO FOR 1008 
Figure 1. The above diagram 
reconnected so as to maintain a normal field strength on h h 
original voltage. The left drawing shows all four coils connected in 
series and the drawing on the right shows the two series groups 
connected in parallel with each other. 
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FIELDS COMMITTED FOR SIE 


how the field coils may be 
е 





shows 


The change is made by raising all of the top coil | 


leads and moving them over a distance of one com- 
mutator bar. This is shown in the sketches “A” and 
“B” and figure No. 2. Note that in sketch “A,” 
which shows the ordinary lap connection, the top 
lead “X” is connected to bar 2; “Y” is connected 
to bar 3; “Z” is connected to bar 4; and so on. 
After the change, the top lead “X” is connected to 
bar 3; “Y” is connected to bar 4; and “Z” to bar 5, 
as in figure 2B, and so on for all the other leads. 
This really amounts to merely moving all the top 
leads over a distance equal to one commutator bar. 
Note, too, that the bottom leads are undisturbed. 
The same procedure is employed with a wave 
winding, except that with this type an odd number 
of commutator bars is sometimes employed. The odd 
bar may be eliminated by joining it to an adjacent 
bar and treating these two as one bar; the extra coil 
in this case must be left out of the circuit. In any 


case, before such a change is attempted, a complete 
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Figure 2. The above diagram shows how the current capacity of an 
armature may be doubled by changing the coil connections from 
simplex lap to duplex lap. 
diagram of the Armature winding should be made, 
showing the connections both before and after the 
change, and the winding should be carefully traced. 
Now, this procedure will eliminate the confusing 
mistakes that sometimes follow an attempted change 


of this sort, as it is much easier to check connections 
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on a diagram than on the actual machine. 

An easier conversion than the above may be ac- 
complished by separately exciting the field from a 
suitable D. C. source, such as a farm lighting plant, 
and reconnecting the fields if necessary. With such 
an arrangement at 15 h. p., 110-volt motor, will 
deliver over 200 amperes without any change in the 
armature winding. Such a welder could be driven by 
an engine of a Model “A” Ford, with some other 
suitable engine. 

Should the machine be a compound type, the 
series field winding is usually connected differential, 
although both connections should be tried, as, due 
to the variations in design on different machines, it 
may be found that tke cumulative connection gives 
better results. 

Should the shunt field be separately excited, 
differential connection of the series field would 
generally produce the most satisfactory results. To 
give the welding circuit the falling voltage charac- 
teristic that is essential to such applications, it is 
necessary to place a resistor in series with the posi- 
tive welding lead. This resistor should be capable 
of carrying—for reasonable intervals of time—the 
full load current of the machine, and should, if the 
welder is to be used on a variety of work, be adjust- 
able. That is, arrangement may be made to short 
circuit sections of the resistors when heavy currents 
are carried. For the 10 h. p. machine а % ohm 
resistor tapped as shown in figure 3, should be suit- 
able, and for the 15 h. p. machine a % ohm unit 
tapped in a similar manner may be employed. In 
case the arc is somewhat unsteady or unstable, in- 
creasing the series resistance will usually remedy 
the trouble. | 


SWITCHES FOR 
DIFFERENT HEATS 
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Figure 3. The above diagram shows how a resistance unit consisting 
of several lengths of iron pipe may be used with a welding generator. 
The diagram shows the positiv. lead connected to the electrode but 
as previously explained, this couuection depends on the nature of the 
work, 

The resistor may be composed of,8 or 10 lengths 
of %-inch iron pipe, screwed together and bent into 
the form shown. This arrangement is compact and 
has current-carrying ability great enough for the 
purpose. Moreover, should prolonged operation 
cause undue heating, arrangements can be made for 
circulating water through the pipe. 

With reasonable care in changing the connections 
as explained, and with a little experimental adjust- 
ment of the field strength and the load resistor, 
these converted D. C. motors can often be made to 
operate quite effectively as electric arc welding 
generators. Many profitable welding and repair jobs 
can usually be found for such a machine. 
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ADAPTING INDUCTION MOTORS TO NEW 
OPERATING CONDITIONS 





The rate at which many industrial plants are ex- 
panding their facilities for increased production is 


creating new responsibilities and opportunities for 


maintenance electricians. 


Due to the difficulty involved in obtaining new 
equipment fast enough to meet expansion require- 
ments, idle electrical machines of the older types are 
being rehabilitated and converted to use under 
changed conditions. Motors out of service for years 
are being adapted to new operating conditions by 
reconnecting or rewinding. 


Every maintenance electrician should be alert to 
opportunities to convert such idle equipment to 
useful service. 


The replacement of 25 cycle energy by a 60 cycle 
supply presents the problem of adapting the existing 
25 cycle motors to 60 cycle operation. Three methods 
may be employed to accomplish the above: First, a 
change in applied voltage; second, a change in the 
winding connections; third, a complete rewinding 
job. The method ultimately employed in any given 
case will @epend upon‘the conditions. 


By the first method, a 110 volt 25 cycle motor may 
be operated from a 220 volt 60 cycle circuit, and a 
220 volt 25 cycle motor can be connected to a 440 
volt 60 cycle circuit. In both cases, the motor’s speed 
and h. p. rating will be approximately doubled. The 
peripheral speed of the rotor must be given con- 
sideration in such a change, for, should the rim 
speed exceed 7,000 feet per minute, there is a pos- 
sibility of the rotor being unable to withstand the 
increased centrifugal stresses. The speed of the 
machine driven by such a motor may be maintained 
at its normal value by reducing the size of the motor 
pulley to approximately one-half its original diam- 
eter, or by increasing the size of the driven pulley 
to twice its original diameter. 


The second change—that of reconnection—is de- 
signed to enable the motor to operate at name-plate 
rated ,voltage on 60 cycles. This method can be 
employed on moters that are designated to operate 
on two voltages, such as 110-220 or 220-440. Thus 
a 110-220 volt 25 cycle motor may be changed to 
60. cycle operation at 220 volts by connecting it the 


^ 
* 
TA 


same as for operation on 110 volts, 25 cycles. If the 
leads are not brought out, the internal sections of 
the windings may be paralleled. For example, a 4 
pole, 220 volt, 25 cycle motor, having all poles con- 
nected in series, may be reconnected for a 220 volt 
60 cycle circuit by having its poles connected two 
in series and the two groups in parallel; similarly, 
a 25 cycle single-circuit-star motor can be converted 
to 60 cycle operation on the same voltage by chang- 
ing the connection to two-circuit-star. As in the 
previous examples, these changes will be accom- 
panied by doubled speed and horsepower. 

The last mentioned change—that concerned with 
rewinding—is generally necessary when 25 cycle 
motors have to be changed to 60 cycle operation 
without any considerable change in speed. This 
means that the motor must be wound for twice as 
many poles when operating on 60 cycles. The gen- 
eral rules for rewinding are: 

Rewind the new coils for one-half the original 
coil span, using the next larger size of wire, and 
eighty-four per cent of the original turns. The wind- 
ing connection will remain unchanged; that is, if 
the original winding was series-star, the new wind- 
ing will be connected in a similar manner. With this 
arrangement, the horsepower and speed will increase 
about twenty per cent. 


Sometimes a combination of speed and frequency 
change may be accomplished without rewinding, 
but such re-connections are rare. In general, the 
relationship to keep in mind is that the number of 
turns in series in any given phase or section of the 
winding must be made to vary in inverse proportion 
to the proposed change in frequency, and in direct 
proportion to the change in voltage. 

With induction type motors, a change in speed 
invariably involves a change in the number of poles 
set up by the winding and, since this implies a varia- 


- tion in the coil span, rewinding is usually required. 


For example, to change the speed of a 1800 RPM 
motor to 900 RPM on the same voltage and fre- 
quency, rewind the stator employing one-half the 
original coil span and double the number of turns 
per coil. Wire size must be halved and original 
connections preserved. If the motor was originally 
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4 pole series star, the new winding will be 8 pole 
series star. Such a change will maintain the original 
torque but will decrease the horsepower in propor- 
tion to the speed. Changes from low to high speed 
demand consideration of the depth of iron behind 
the stator teeth, as a decrease in the number of 
poles increases the flux in this area. | 

When windings are changed for operation on a 
different voltage, frequency, or speed, it is important 
that the flux density in both the teeth and the back 
iron be unchanged. Low densities decrease the 
torque and power; higher densities result in over- 
heating. 

When such changes are made the following 
should be kept in mind: 

1. Increase in the number of poles reduces the flux 
per pole in inverse proportion. 

2. Increase in the number of poles reduces the speed 
of the rotating magnetic field in inverse propor- 
tion. 

Thus when the number of poles in a winding is 

doubled, the flux per pole is halved; however, the 

total flux in the air gap is unchanged as there are 
twice as many poles with one-half flux per pole. 

Consequently, the torque developed is unchanged. 

But the speed of the rotating magnetic field is 

halved and the counter voltage is similarly reduced. 

The horsepower developed will reflect a propor- 

tionate decrease. 

3. Increase in the frequency raises the speed of the 
rotating magnetic field and the counter-E.M.F. 
in proportion. If voltage applied to the winding 
is raised in proportion to the speed, the flux will 
remain constant, the torque will remain constant, 
but the horsepower will vary as the R.P.M. 

4. When the coil span of a winding with a given 
number of poles is reduced, the C.E.M.F. gener- 
ated by the winding is diminished in proportion. 

Therefore the voltage applied to the winding must 

be decreased. 

Taking all changes into consideration a 25 cycle, 

2 pole motor will, when changed to 4 pole, 60 cycle 

with the same chord factor, have the same air gap 

flux, 14 the back iron flux, 1800/1500 of the original 
speed and 1800/1500 of the original C.E.M.F. Since 
the C.E.M.F. should approximately equal the applied 
voltage the number of turns per phase will have to 

be reduced to 1500/1800 of the original value or 84%. 

Thus the machine should be rewound with 84% of 

original turns and one size larger wire. 

In some cases the problem is one involving a 

. change in the number of phases. As such changes 

may affect both speed and h.p. output, it is impera- 

tive that the ultimate results of the conversion be 
understood before reconnecting or rewinding is 
attempted. A modification not uncommon is the 
changing of a two-phase motor to three-phase opera- 
tion. The possibilities associated with such a change 
will. now be considered. 

The simplest change with regard to phase varia- 
tion is the reconnecting of a two-phase series-con- 


nected motor to three-phase series-star. When so 
changed, however, the three-phase winding contains 


`25% more turns per phase than is required if the 


same value of line voltage is to be employed. In 
other words, a two-phase series-connected 220-volt 
motor will, when connected three-phase series-star, 
require a voltage of 275 volts between lines if the 
same voltage per coil is to be maintained. Since this 
is usually impracticable, normal voltage per coil may 
be obtained by cutting out one-fifth of the coils; 
these coils should be spaced around the stator as 
symmetrically as possible in order to avoid unbal- 
anced phase voltages. Furthermore, since the normal 
full load current per line wire for a three-phase 
motor is 12.5% greater than that drawn by the two- 
phase motor for the same line voltage, it is evident 
that the three-phase h.p. will be less than rated two- 
phase h.p. by this amount. However, as the average 
motor will withstand a 15% overload without injury, 
equal h.p. on the three-phase connection may be 
obtained. 

Due to the fact that the voltage impressed across 
the insulation between phases may equal the line, 
voltage, motor manufacturers invariably place 
heavier insulation on the coils at the ends of the 
pole phase groups; therefore when a change from 
two-phase to three-phase is made, the insulation on 
the phase coils should be changed if the possibility 
of insulation breakdown is to be minimized. This | 
change, which implies the insertion of extra insula- 
tion between the pole phase groups, should always 
be performed where conditions permit; however, 
where windings have been heavily doped, this may- 
be impractical. On low voltage machines, it may be 
possible to effect a phase change that will perform 
satisfactorily without the extra insulation men- 
tioned, although the strain on certain sections of 
the Motor winding is increased, and the possibility 
of failure enhanced. „= 

A combined voltage and phase conversion fre- 
quently made is the change from 440 volts two- 
phase to 550 volts three-phase. Under these circum- 
stances, all stator coils are used effectively in both 
connections, the motor performing equally well 
under either condition. One precaution that must 
‘be strictly observed when making phase changes is 
the avoidance of parallel circuits, particularly where . 
such circuits contain dead coils; for the prevention 
of circulating currents can be effected only if the 
voltages induced in the parallel sections are not only 
equal in value, but also in phase with each other. 
Thus it is possible to have two parallel circuits in 
a phase, each containing an equal number of coils, 
that will produce excessive heating due to the dif- 
ference in phase of the induced voltages in the two 
apparently equivalent sections. It follows that a 
careful consideration of all of the factars affecting 
the ultimate distribution of current should be made 
before a change in the connection is attempted, as 
only by such a procedure can unsatisfactory per- 
formance be avoided. 


% 


When a change in the number of-phases is con- 
templated, consideration of the relation between the 
number of slots per pole in the original and the 
proposed winding is essential, for a symmetrical 
winding is not possible unless the number of slots 
per pole is divisible by the number of phases. For 
example, if a 48 slot, 6 pole stator is to be converted 
‘from 2 phase to 3 phase operation, it will not be 
possible to get an equal number of coils per phase 
in each pole, as the number of slots per pole (8) is 
not divisible by the proposed number of phases (3). 
As there should be an equal number of coils in 
each phase, unequal coil grouping—an arrangement 
. employed to insure the above requirement—must be 
used. The manner in which the coils may be ar- 
ranged to achieve a balanced 3 phase winding in a 
6 pole, 48 slot stator is indicated in the following 
chart. 


Phase A PhaseB Phase C 
lst pole 
2nd pole 
3rd pole 
4th pole 
5th pole 
6th pole 


WN WW М Ф 
| уо» кю ww 
сә со КО сә сә М 


Total per phase 16 16 16 

This method of obtaining a balanced winding is 
frequently used where a change in the number of 
phases is desired. 

While this article does not cover all possible 
changes, it does show how a number of the fre- 
quently desirable conversions may be effected. By 
carefully following the instructions given, many 
of the owners of this set should be able to effect 
considerable savings and help to avoid production 
delays by converting idle motors to active use. 





industry that is such a vital part of everyone's life’ —Yes, in the home, in in- 


ФЕ of the leaders of the Electrical field once said "It's great to be in an 


dustry, on the farm, in the air and on the sea, in fact everywhere we find 
ELECTRICITY, waiting to serve man. Those of us who are in this great industry 
should be grateful of the opportunity it offers to contribute to the progress of 


mankind. 


Now, regardless of what purpose you had in mind in getting this ELECTRICAL 
AND RADIO TROUBLE SHOOTING MANUAL, my advice is to use it regu 
larly. The more you learn about Electricity the more interesting it becomes. It 
provides a field for research and &velopment the depth of which hasn't ever begun 
to be "sounded". I'd like to have you consider this book as one of your valuable 
possessions. I want you to prize it all your life for in it we have tried to give you 
the knowledge of an.instructing staff on trouble shooting and shop print reading 
which they have gained through years of experience. 


We want you to take advantage of our consultation service and will welcome 
any opportunity to advise you on any subject in this book. 


With the hope that this manual will be a constant guide and help to you in your 
progress in the great field of Electricity and Radio and with best wishes for your 


success, I am 


Sincerely, 


HAROLD C. LEWIS, President 
Coyne Electrical School 
500 South Paulina St., Chicago, Ill. 


